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PREFACE. 


The  evolution  of  the  dynamo  electric  generator  has  practically 
given  the  world  a  new  power;  for  although  electric  force  or 
energy  has  long  been  known,  and  attempts  have  been  made 
since  the  days  of  Yolta,  at  the  beginning  of  the  present  century, 
to  employ  it  for  obtaining  and  transmitting  mechanical  power, 
the  only  available  source  of  this  energy  was,  until  lately,  the 
galvanic  battery,  wherein  electric  currents  are  generated  by  dis- 
solving zinc  in  suphuric  acid,  which  is  a  very  expensive  source 
of  power.  To  say  nothing  of  the  cost  of  the  acid,  the  zinc — 
the  very  fuel  of  the  battery— costs  forty  times  more  than  coal, 
and  is  a  far  worse  fuel ;  for,  while  an  ounce  of  zinc  will  evolve  j 
heat  to  an  amount  equivalent  to  118,000  foot  pounds  of  work,  ^ 
an  ounce  of  coal  will  furnish  the  equivalent  of  695,000  foot 
pounds.  Thus  zinc  gives  in  burning  only  one  sixth  of  the  effect 
in  energy  that  coal  does ;  and  taking  the  difference  in  the  cost 
of  zinc  and  coal,  the  cost  of  energy  in  the  case  of  a  galvanic  bat- 
tery is  240  times  greater  than  in  a  steam  boiler.  The  discov- 
eries of  Faraday,  Hjorth,  Pacinotti  and  Gramme,  which  culmi- 
nated in  the  evolution  of  the  modern  dynamo  electric  generator, 
have,  however,  supplied  us  with  an  economical  source  of  electric 
energy,  admirably  adapted  to  many  industrial  purposea  To 
describe  the  various  methods  of  generating,  applying,  measuring 
and  storing  this  power,  is  the  object  which  we  have^  had  in  view 
in  writing  this  work. 
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CHAPTER  I. 

PRODUCTnOK   OF  THE   ELECTRIC  LIGHT. 

When  the  terminal  wires  of  a  battery  containing  a  number  of 
cells  are  brought  together,  and  then  separated  slightly,  there 
results,  as  is  well  known,  an  intense,  bright  light  between  them, 
and  to  this,  on  account  of  its  curved  form,  the  name  electric 
arc  has  been  given.  If  the  circuit  is  not  immediately  broken, 
the  ends  of  the  wires  rapidly  become  heated,  and,  in  a  very  short 
time,  melt  and  drop  off  in  glowing  globules.  Portions  are  even 
volatilized  and  pass  off  as  vapor,  whose  color  varies  with  the 
kind  of  metals  employed,  and  with  the  medium  in  which  the 
experiment  is  made.  The  distance  between  the  ends  conse- 
quently increases  rapidly,  and  a  point  is  soon  reached  at  which 
the  light  is  interrupted,  the  electro-motive  force  of  the  battery 
being  then  no  longer  sufficient  to  maintain  a  current  against  the 
opposing  resistance.  If,  however,  the  wires  are  again  brought 
together,  and  then  separated  as  before,  the  arc  is  once  more 
established,  but,  as  we  have  just  seen,  it  will  last  only  for  the 
very  short  time  during  which  the  electro-motive  force  is  suffi- 
cient to  overcome  the  resistance  between  the  points. 

When  two  pointed  pieces  of  hard,  conducting  carbon  are  used 
for  the  terminals,  as  shown  in  figs.  1  &  2,  the  light  becomes  of 
dazzling  brightness,  too  intense,  by  far,  if  the  number  of  cells  is 
considerable,  to  be  carelessly  regarded  by  the  unprotected  eye 
alone.  By  viewing  it  through  colored  glass,  however,  or  by 
projecting  an  image  of  it  upon  a  screen,  it  may.  be  studied 
without  danger. 

As  the  number  of  cells  is  augmented,  the  light  becomes  not 

only  more  intense,  but  the  arc  may  be  materially  lengthened, 

while  its  temperature,  at  the  same  time,  is  still  further  increased, 

In  the  brilliant  experiments  of  Davy,  which  were  performed 

at  the  beginning  of  the  present  century,  with  some  2,000  cells  of 
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TEMPERATURE  OF  THE  ELECTRIC  ARC. 


battery,  and  which  were  the  first  that  were  made  on  an  extended 
scale,  an  arc  of  four  inches  in  length  was  obtained  in  the  open 
air,  and  in  vacuo  it  increased  to  seven  inches.  Since  then,  more 
powerful  elements,  and  greater  numT:)ers  have  been  employed, 
and  the  resulting  effects  have  been  on  a  corresponding  scala 

In  temperature  as  well  as  brightness,  the  voltaic  arc  exceeds 
all  other  artificial  sources  of  heat ;  by  its  means  the  most  refrac- 
tory substances  are  fused  and  volatilized,  including  even  the 
diamond  itself,  which  Despretz  succeeded  in  reducing  to  vapor. 


^.  2. 

As  the  light  continues,  the  positive  carbon  is  found  to  waste 
away  much  more  rapidly  than  the  negative — a  fact  first  observed 
by  Silliman — and  although  the  latter  is  first  to  become  heated, 
its  temperature  in  the  end  is  less  than  that  of  the  former,  as  may 
be  seen  when  the  light  is  interrupted,  the  positive  carbon  then 
continuing  to  glow  for  some  time  after  the  negative  has  become 
dark.  In  addition  to  this,  it  is  also  found  that  particles  of  the 
carbon  are  forcibly  detached  from  the  pencils  and  carried  across 
the  ara     This  transport  of  particles  can  be  rendered  visible  to  a 
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large  number  of  persons  at  one  time  by  throwing  an  image  of 
the  heated  points  upon  a  screen,  with  the  aid  of  a  lena  On 
watching  the  image  for  a  few  minutes,  incandescent  particles 
will  be  observed  traversing  the  length  of  the  arc,  sometimes  in 
one  direction  and  sometimes  in  the  other,  the  prevailing  direc- 
tion being,  however,  that  of  the  positive  current.  This  circum- 
stance, which  appears  to  be  connected  with  the  higher  tempera- 
ture of  the  positive  terminal,  explains  the  difference  between 
the  forms  assumed  by  the  two  carbons.     The  point  of  the  posi- 
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tive  carbon  becomes  concave,  while  the  negative  remains  pointed, 
and,  as  stated  above,  wears  away  less  rapidly.  In  vacuo  the 
difference  is  slill  more  marked.  A  kind  of  cone  then  grows  upon 
the  negative  carbon,  while  a  conical  cavity  is  formed  in  the 
positive. 

Fig.  8  shows  a  convenient  apparatus  for  experimenting 
with  the  light  in  vacuo  and  in  various  gases.  It  consists  of  a 
bell  shaped  receiver  of  glass,  provided  with  three  tubular  open- 
ings, two,  d  and  o,  opposite  each  other,  and  the  third,  J,  on  top. 
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To  the  latter  is  fitted  a  stop  cock  and  tube,  which  serve  for 
connecting  the  apparatus  with  the  air  pump,  and  also  for  intro- 
ducing various  gases  when  necessary.  The  other  two  serve  to 
bring  the  two  electrodes  opposite  each  other,  inside  of  the 
receiver,  and  are  provided  with  tightly  fitting  caps  through 
which  the  electrodes  pass.  The  one  over  the  opening  e  allows 
the  electrode  n  to  be  pushed  in  or  out  at  pleasure,  and  carries, 
besides,  a  scale  o,  by  means  of  which  the  length  of  the  arc  may 
readily  be  ascertained.  A  ground  glass  plate,  clamped  to  the 
bottom  of  the  receiver,  completes  the  details  for  rendering  the 
apparatus  air  tight 

With  the  arrangement  shown  in  figs.  2  and  8,  the  lights 
as  we  have  already  seen,  'is  soon  extinguished,  owing  to  the 
increased  distance  between  the  points  by  the  burning  or  wasting 
away  of  the  carbons;  consequently,  when  we  require  to  use  it 
continuously  for  any  considerable  length  of  time,  it  becomes 
necessaiy  to  employ  some  mechanical  means  for  keeping  the 
pencils  at  the  right  distance  apart,  or  for  bringing  them  together 
again  automatically,  if  from  any  chance  cause  they  should 
become  separated  sufficiently  to  cause  the  light  to  go  out  A 
great  many  forms  of  apparatus  have  been  devised  for  this  piir- 
pose,  some  exceedingly  simple,  and  others  more  or  less  compli- 
cated. 

Fig.  4  shows  a  form  of  lamp  devised  by  Duboscq,  and  oper- 
ated by  the  combined  action  of  the  current  and  a  system  of 
wheel  work,  driven  by  a  spring  in  connection  with  one  of  the 
wheels. 

On  a  circular  brass  plate  A^  is  mounted  a  metallic  tube  B,  to 
which  is  attached  the  binding  post  C.  A  metallic  rod  D,  sliding 
in  this  tube,  carries  at  its  top  the  arm  E,  to  which  is  also  attached 
a  rod  and  socket  for  holding  the  upper  carbon.  This  rod  is 
arranged  to  slide  in  the  arm  E,  so  that  it  may  be  moved  up  or 
down  for  a  limited  distance,  and  is  held  tightly  in  any  position 
that  may  be  given  to  it  The  lower  end  of  the  rod  D  is  pro- 
vided with  a  rack  F,  which  engages  with  the  wheel  G,  and  the 
latter  again  is  pressed  on  to  the  axis  of  another  wheel  H,  and 
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firmly  held  in  place  by  friction.  Within  a  barrel  connected  with 
wheel  H  there  is  a  powerful  spring,  which  serves  as  the  motive 
force  for  actuating  the  mechanism  of  the  lamp.  A  double  rack 
J,  terminating  above  in  the  rod  O,  which  passes  through  an 
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insulating  guide  in  the  cover,  and  is  provided  with  a  socket  for 
holding  the  lower  carbon,  engages  on  one  side  with  the  wheel 
H,  and  on  the  other  with  the  axis  of  wheel  K  This  wheel,  in 
like  manner,  engages  with  the  pinion  of  wheel  L,  better  shown 
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in  fig.  5,  and  the  latter  again,  with  an  endless  screw  M  on 
the  prolongation  of  the  axis,  carrying  the  cog  wheel  N  and 
fly  X.  An  electro-magnet  P,  consisting  of  a  hollow  iron  tube, 
with  its  helix  of  insulated  copper  wire,  is  placed  in  the  base  of 
the  lamp ;  and  one  end  of  the  wire  of  the  helix  is  connected  to 
the  binding  post  V,  insulated  from  the  cover,  the  other  to  the 
lower  end  of  the  rack  J,  which  moves  up  and  down  in  the  hollow 
of  the  core.     A  circular  piece  of  iron  Q,  attached  to  the  bent 
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lever  R  S  T,  serves  as  an  armature  to  the  magnet,  and  when 
attracted  by  the  latter,  causes  the  pallet  of  the  supplementary 
lever  U,  which  is  controlled  by  the  long  lever  R  S  T,  to  catch  in 
the  wheel  N,  and  thus  arrest  its  motion  and  that  of  the  train  of 
wheels  with  which  it  is  in  connection.  There  is  also  a  pin  or 
rod  in  connection  with  the  apparatus,  that  can  be  pushed  in  from 
the  outside,  and  made  to  start  or  stop  the  train  work  when 
desired. 

When  the  lamp  is  to  be  used,  the  rod  D  is  raised.    This  causes 
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the  wheels  Gr  and  H  to  revolve,  and  thus  at  the  same  time 
lowers  the  rod  O,  so  that  the  carbons  can  be  inserted.  If 
'  allowed  to  act  now,  the  spring  within  the  barrel  connected  with 
H  will  cause  the  carbons  to  approach  and  touch  each  other. 
The  battery  can  then  be  connected;  the  positive  pole  to  the 
post  V,  the  negative  to  C.  With  the  passage  of  the  current 
through  the  coil  surroxmding  the  core,  the  armature  will  be 
attracted  and  the  train  thus  locked ;  but  the  points  may  be  properly 
separated  again  by  raising  the  rod  carrying  the  upper  carbon, 
and  the  light  will  then  shine  out  in  all  its  brilliancy.  As  the 
carbons  bum  away  the  current  necessarily  becomes  weaker,  on 
account  of  the  increased  resistance  of  the  arc,  and  a  time  soon 
comes  when  the  magnet  is  no  longer  strong  enough  to  retain  the 
armature.  The  retractile  spring  then  prevails,  and  releases  the 
wheel  N",  and  thus  allows  the  spring  in  the  barrel  of  H  to  act 
and  bring  the  points  once  more  near  each  other.  With  the 
decrease  in  the  distance  between  the  points,  the  current  becomes 
stronger  and  the  armature  is  again  attracted.  A  moment  more,  it 
is  again  released  and  again  attracted,  and  so  its  position  con- 
tinues to  vary  from  time  to  time  with  the  changes  in  the  strength 
of  the  CTirrent.  It  therefore  becomes  possible,  by  the  use  of  the 
lamp,  to  maintain  the  light  for  a  very  long  time  without  inter- 
ruption. As  will  be  observed,  the  diameter  of  wheel  H  is 
double  that  of  wheel  G,  and  consequently  the  carbon  connected 
with  the  holder  O  moves  through  twice  the  distance  of  that  in 
the  upper  holder.  The  object  of  this  is  to  compensate  for  the 
more  rapid  wasting  away  of  the  positive  carbon,  which,  as  has 
been  found,  consumes  about  twice  as  fast  as  the  negative.  The 
use  of  wheels  of  diflferent  diameters  thus  furnishes  the  means  for 
keeping  the  light  at  a  given  point,  which  is  a  matter  of  consider- 
able importance  in  almost  all  of  the  uses  to  which  it  is  applied ; 
and  when  a  reflector  is  used,  is  absolutely  necessary,  as  other- 
wise it  would  be  all  but  impossible  to  keep  the  light  properly 
focused. 

Fig    6  shows  another  form  of  lamp,  devised  by  Foucault 
tn  this  there  are  two  systems  of  wheel  work,  one  for  bringing  the 
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carbons  together  and  the  other  for  separating  them,  and  it  is  prin- 
cipally in  the  addition  of  this  last  arrangement  that  the  lamp 
diJGfers  from  that  of  Duboscq,  there  being,  in  the  latter  form,  no 
provision  for  automatically  relighting  the  lamp  in  case  it  shouLi 
accidentally  go  out.  L'  is  a  barrel  driven  by  a  spring  inclosed 
within  it,  and  driving  several  intermediate  wheels,  which  trans- 
mit its  motion  to  fly  o.  L  Ls  the  second  barrel,  driven  by  a 
stronger  spring,  and  driving  in  like  manner  the  fly  o'.  The 
racks  which  carry  the  carbons  work  with  toothed  wheels  attached 
to  the  barrel  L',  the  wheel  for  the  positive  carbon  having  double 
the  diameter  of  the  other,  the  same  as  in  the  Duboscq  lamp. 
The  current  enters  at  the  binding  screw  C,  on  the  base  of  the 
apparatus,  traverses  the  coil  of  the  electro-magnet  E,  and  passes 
through  the  wheel  work  to  the  rack  D,  which  carries  the  positive 
carbon.  From  the  positive  carbon  it  passes  through  the  voltaic 
arc  to  the  negative  carbon,  and  thence,  through  the  support  H, 
to  the  binding  screw  connected  with  the  negative  pole  of  the 
battery.  When  the  armature  F  descends  toward  the  magnet, 
the  other  arm  of  the  lever  F  P  is  raised,  and  this  movement  is 
resisted  by  the  spiral  spring  R,  which,  however,  is  not  attached 
to  the  lever  in  question,  but  to  the  end  of  another  lever,  pressing 
on  its  upper  side  and  movable  about  the  point  X.  The  lower 
side  of  tJiis  lever  is  curved,  so  that  its  point  of  contact  with  the 
first  lever  changes,  giving  the  spring  greater  or  less  leverage, 
according  to  the  strength  of  the  current  In  virtue  of  this 
arrangement,  which  is  due  to  Eobert  Houdin,  the  armature, 
instead  of  being  placed  in  one  or  the  other  of  two  positions,  as 
in  the  ordinary  forms  of  apparatus,  has  its  position  accurately 
r^ulated,  according  to  the  strength  of  the  current  The  anchor 
T  ^  is  rigidly  connected  with  the  lever  F  P,  and  follows  its  oscil- 
lations. If  the  current  becomes  too  weak,  the  head  t  moves  to 
the  right,  stops  the  fly  o'  and  releases  o,  which  accordingly 
revolves,  and  the  carbons  are  moved  forward.  If  the  current 
becomes  too  strong,  o  is  stopped,  o'  is  released,  and  the  carbons 
are  drawn  back.  When  the  anchor  T  <  is  exactly  vertical,  both 
flies  are  arrested,  and  the  carbons  remain  stationary.   The  curva- 
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tare  of  the  lever  on  which  the  spring  acts  being  very  slight,  <Jie 
oscillations  of  the  armature  and  anchor  are  small,  and  very 
slight  changes  in  the  strength  of  the  current  and  brilliancy  of 
the  light  are  immediately  corrected. 

Mr.  Hart,  of  Edinburgh,  Scotland,  has  invented  a  simple 
lamp,  in  which  the  weight  of  the  rod  in  which  the  carbon  is 
fixed  supplies  the  place  of  the  clock  work  in  the  lamp  just  de- 
scribed, and  an  electro-magnet  lets  it  descend,  or  locks  it,  as  the 
carbons  are  consumed. 

Mr.  Farmer,  of  Newport,  R  L,  has  also  invented  an  automatic 
lamp,  containing  but  little  train  work,  and  whose  action  is  con- 
trolled by  a  regulator  or  relay,  consisting  of  an  axial  magnet, 
the  coils  of  which  are  placed  either  directly  in  the  main  circuit 
or  in  a  branch  of  the  same,  and  a  delicately  poised  lever,  from 
one  end  of  which  the  axis  bar  of  the  coil  is  suspended.  The 
action  of  the  current^  when  too  strong,  tips  the  bar  in' one  direc- 
tion, and  when  too  weak  a  retractile  spring  tips  it  in  the  other. 
It  is  the  employment  of  this  relay  t9  operate  the  mechanism  of 
the  lamp,  through  the  intervention  of  local  or  branch  circuits, 
which  constitutes  the  principal  difference  between  this  and  most 
of  the  other  forms  qf  lamps  now  in  use.  The  train  of  wheel 
work,  driven  by  a  spring,  tends  to  cause  the  carbons  to  approach 
each  other,  but  the  motion  is  arrested  if  the  armature  of  a  small 
electro-magnet,  forming  part  of  the  apparatus,  is  attracted.  The 
tilting  bar  of  the  regulator  closes  the  local  circuit  of  this  releas- 
ing magnet  whenever  the  current  is  of  the  proper  strength,  but 
as  soon  as  the  current  weakens,  by  the  burning  away  of  the 
points,  the  retractile  spring  of  the  regulator  causes  the  lever  to 
open  the  branch  circuit  of  the  releasing  magnet,  and  the  arma- 
ture of  the  latter  then  allows  the  train  to  mova  The  carbons, 
consequently,  approach  each  other  until  the  main  current  again 
becomes  of  such  strength  that  the  regulator  closes  the  branch 
circuit  of  the  detaining  magnet,  and  thus,  once  more,  stops  the 
motion  of  the  train. 

When  the  points  run  into  actual  contact,  after  the  arc  has 
been  broken,  the  light  is  again  established  by  a  third  electro- 
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magnet,  also  in  the  main  circuit,  which  withdraws  the  lower  car- 
bon from  contact  with  the  upper,  and  holds  it  in  position  until 
the  arc  is  again  broken.  The  movement  of  the  carbon  holders 
is  caused  by  the  action  of  two  screws  so  geared  tpgether  that  one 
pencil,  the  positive,  moves  twice  as  rapidly  as  the  other. 

There  are,  besides,  conveniences  attached  to  each  of  the  car- 
bon pencil-holders,  so  that  they  can  be  disengaged  from  the 
screws  and  moved  independently  to  any  required  position  at 
pleasure;  The  holders,  also,  admit  of  separate  adjustments  on 
A  vertical  axis,  so  that  by  this  means  the  carbons  can  be  placed 
in  a  perpendicular  line,  one  above  the  other.  The  spring  does 
not  need  rewinding  oftener  than  new  carbons  are  supplied,  and 
the  performance  of  the  lamp  is  very  satisfactory.  It  has  been 
run  f  or^hours  when  required,  and  no  reason  exists  why  it  should 
not  run  continuously  until  the  pencils  are  consumed,  provided 
it  be  properly  adjusted  at  first 

Within  the  last  few  years  a  new  form  of  electric  light  appa- 
ratus has  been  introduced  in  France  and  elsewhere,  which,  from 
the  remarkable  properties  that  have  been  attributed  to  it,  has 
attracted  a  great  deal  of  attention.  The  invention  is  due  to  M. 
Jablochkoff,  a  Russian  engineer,  and  is  k^own  as  Jablochkoff's 
candle.  It  consists  of  two  carbons  placed  side  by  side,  and  sep- 
arated by  an  insulating  and  fusible  substance.  No  clock  work 
whatever  is  required,  and  the  light  is  very  soft  and  steady. 
Fig.  7  shows  the  arrangement  as  originally  designed.  The 
carbons  a,  6,  some  four  inches  in  length  and  one  quarter  of  an 
inch  square,  are  imbedded  in  an  insulating  substance,  c;  the  car- 
bon slips  being  also  separated  from  each  other  some  three  six- 
teenths of  an  inch,  and  the  whole  moulded  into  the  shape  of  a 
candle.  In  order  to  facilitate  the  early  action  of  the  current,  a 
small  piece  of  carbon,  about  the  size  of  the  lead  of  an  ordinary 
lead  pencil,  is  placed  across  the  top  of  the  electrodes.  A  series 
of  experiments  with  candles  of  this  description  were  carried  out 
at  Chatham  some  time  since,  and,  it  is  stated,  the  power  then 
obtained  was  some  fifty  per  cent  greater  than  that  obtained 
previously  from  the  recognized  electric  light 
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Since  then,  M.  JablocKkoff  has  twice  modified  this  arrange- 
ment, each  modification  being  attended  with  success  beyond  that 
obtained  by  the  preceding.  His  first  proceeding  was  to  divest 
the  carbons  of  their  outer  covering,  leaving  nothing  but  the 
carbon  slips  a,  b  (fig.  8),  and  the  intervening  substance,  kaoline, 
c  Each  carbon  is  fixed  in  a  small  brass  tube  d,  c,  the  lower 
portions  of  which  are  left  vacant,  so  that  they  may  fit  over  two 
metal  pins,  attached  to  which  are  the  wires  from  the  magneto 
machine.  These  tubes  are  insulated  one  from  the  other,  and 
the  whole  bound  together  by  a  band  of  insulating  material/ 

The  latest  modification  embraces  the  removal  of  the  carbons 
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and  the  replacement  of  them  by  a  carbon  paste,  a  sort  of  prim- 
ing, the  object  of  which  is  to  reduce  the  resistance  which  the 
kaoline,  when  cold,  interposes  to  the  passage  of  the  current 
With  this  arrangement  a  splendid  band  of  light,  constant,  soft 
and  steady,  is  obtained. 

The  principal  advantages  of  the  candle  appear  to  be  due  to 
the  fact  that  it  is  neither  dazzling  nor  blazing,  and  does  not, 
therefore,  surround  the  various  objects  illimiinated  with  the 
disagreeable  haze  and  ghastly  shadows  that  are  observed  when 
the  ordinary  electric  light  is  used.  It  is,  however,  somewhat 
more  expensive,  but,  as  a  compensation,  is  said  to  allow  of  a 
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greater  subdivision  of  the  current — as  many  as  fifty  lights  having 
been  maintained  from  a  single  source  by  its  use. 

A  novelty  in  electric  lamps  has  just  been  brought  out  by  Mr. 
Wallace,  and,  we  leam,  will  soon  be  placed  in  the  market  at  a 
very  low  figure.  It  consists  principally  of  a  substantial  metallic 
frame  and  an  electro-magnet  There  are  two  slides  in  the  frame, 
each  capable  of  holding,  in  a  horizontal  position,  the  two  carbons, 
which  are  made  in  the  form  of  plates,  twelve  inches  long  by 
two  and  a  half  wide,  and  half  an  inch  thick.  The  upper  and 
lower  parts  of  the  fi-amework  are  insulated  from  each  other,  and 
in  electrical  connection  with  two  binding  posts,  oil  the  upper 
part,  serving  to  connect  them  with  the  magneto  machine.  The 
electro-magnet,  through  whose  helices  the  main  current  circu- 
lates, is  placed  in  the- centre  of  the  frame  above  the  carbons,  and, 
by  its  action  on  an  armature,  serves  to  separate  the  upper  carbon 
from  the  lower,  to  any  distance  desired. 

When  the  lamp  is  joined  with  a  magneto  machine  by  means, 
of  the  binding  posts  and  conducting  wires,  the  circuit  is  com- 
pleted through  the  carbons,  which  touch  each  other,  and  the 
armature  is  attracted,  thus  separating  and  holding  them  apart  so 
long  as  the  current  is  maintained.  The  light  bums  toward  the 
opposite  end  from  which  it  started,  then  changes  and  bums 
back  again,  always  buming  toward  the  place  where  the  carbons 
are  nearest  If,  from  any  cause,  the  light  goes  out,  the  circuit  is 
broken,  and,  of  course,  the  electro-magnet  ceases  to  act  But 
the  instant  the  upper  carbon  falls  the  circuit  is  again  closed,  and 
the  carbons  are  once  more  separated  and  relighted. 

The  advantages  of  this  lamp  are  that  it  contains  no  combina- 
tion of  wheels  or  springs,  and,  consequently,  there  is  no  winding 
up  of  the  apparatus  to  look  after.  The  carbons,  again,  are  so  large 
that  they  will  last  for  ten  nights,  of  ten  hours  each,  and  the 
lamp  requires  no  care  except  for  their  renewal  The  practical 
disadvantage  that  suggests  itself  is  its  lack  of  means  for  main- 
taining the  light  at  a  given  point,  so  as  to  use  it  in  connection 
with  a  reflector. 

Figs.  9  and  10  show  two  forms  of  the  Brush  electric  lamp,  as 
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manufactured  by  the  Telegraph  Supply  Company,  of  Cleveland. 
Pig.  9  is  a  hanging  lamp,  intended  for  factory  use;  fig.  10  an 
adjustable  table  lamp. 

There  are  also  a  great  many  other  lamps,  such  as  Serrin's, 
Browning's,  Siemensjs,  etc.,  and  all  of  which  are  more  or  less 
employed  when  it  is  desired  to  maintain  the  constancy  of  the 
light  for  long  continuous  working ;  but  the  apparatus  we  have 
just  described  contain  most  of  the  principal  characteristics  and 
conveniences  embodied  in  these,  and  it  will,  therefore,  be  un- 
necessary to  give  more  attention  to  this  part  of  the  subject  at 
present 

Instead  oiE  the  battery,  whose  employment  for  light  purposes 
is  now  almost  exclusively  confined  to  the  illustration  of  lecture- 
room  experiments,  and  physical  demonstrations  in  class  rooms, 
or  to  the  production  of  luminous  efiects  in  theatrical  exhibitions 
— places  where  it  is  seldom  convenient  to  employ  a  steam  en- 
gine—dynamo electric  machines  are  now  almost  universally 
used,  and  their  advantages  over  the  battery  are  very  marked  in 
a  great  many  particulars.  Of  late  years,  dynamo  machines  have 
also  been  extensively  introduced  in  electro  plating  establish- 
ments, to  take  the  place  of  batteries,  but  in  such  cases  their  con- 
struction is  considerably  modified,  in  order  to  adapt  them  to 
this  particular  kind  of  work.  As  ordinarily  constructed  for 
light  purposes,  the  machines  would  have  an  electro  motive  force 
far  too  high  for  plating,  where,  as  a  general  thing,  two  or  three 
volts  are  all  that  are  required. 

Large  djuamo  electric  machines,  for  light  purposes,  appear  to 
have  been  first  suggested  by  Professor  NoUet,  of  Brussels,  in 
1860,  but  since  then  a  great  many  modifications  and  improve- 
ments have  been  introduced,  so  that  the  machines  of  to-day, 
although  depending  for  their  action,  like  the  earlier  ones,  upon 
the  same  inductive  principle  by  which  mechanical  force  is  trans- 
formed into  electricity,  are  nevertheless  far  superior  to  them, 
both  as  regards  economy  and  effectiveness  when  in  action. 

Fig.  11  represents  one  of  the  first  forms  of  these  machines  as 
constructed  by  Holmes,  of  London,  and  the  Oompagnie  T  Alliance, 
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Fig.  9. 
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of  Paris,  and  which  at  one  time  promised  to  become  of  very 
extensive  application  for  light-house  purposes. 

In  this  machine  there  are  eight  rows  of  compound  horseshoe 
magnets  fixed  symmetrically  around  a  cast  iron  frame.  They  are 
so  arranged  that  the  opposite  poles  always  succeed  each  other, 
both  in  each  row  and  in  each  circular  set  There  are  also  seven 
of  these  circular  sets,  with  six  intervening  spaces.  Six  bronze 
wheels,  mounted  on  one  central  axis,  revolve  in  these  intervals, 


Fig.  u. 

the  axis  being  driven  by  steam  power,  transmitted  by  a  pulley 
and  belt  The  speed  of  rotation  is  usually  350  revolutions  of  the 
axis  per  minute.  Each  of  the  six  bronze  wheels  carries,  at  its 
circumference,  sixteen  coils,  corresponding  to  the  number  of  poles 
in  each  circular  set  The  core  of  each  coil  is  a  cleft  tube  of  soft 
iron,  this  form  having  been  foimd  peculiarly  favorable  to  rapid 
demagnetizatioiL  Each  core  has  its  magnetism  reversed  sixteen 
times  in  each  revolution,  by  the  influence  of  the  sixteen  succes- 
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dve  pairs  of  poles  between  which  it  passes ;  and  the  same  number 
of  currents,  in  alternately  opposite  directions,  are  generated  in 
the  coils.  The  coils  can  be  connected  in  different  way^  accord- 
ing as  great  electro-motive  force  or  small  resistance  is  required. 
The  positive  ends  are  connected  with  the  axis  of  the  machine, 
which  thus  serves  as  the  positive  electrode ;  and  a  concentric 
cylinder,  well  insulated  from  it,  is  employed  as  the  negative 
electroda 

In  1864  Siemens  devised  a  very  effective  armature,  which  has 
since  been  much  employed  by  other  manufacturers  in  different 
forms  of  machines.  The  principal  advantage  of  this  armature 
results  from  its-  occupying  but  little  space  for  rotation.  Conse- 
quently, it  can  be  kept  in  a  very  strong  magnetic  field ;  at  the 
same  time  also  its  form  renders  it  well  adapted  for  rotation.  It 
consists  of  a  peculiarly  shaped  electro-magnet,  such  as  would  be 
formed  by  cutting  two  wide  and  deep  longitudinal  grooves  oppo- 
site each  other  in  a  cylindrical  bar  of  iron,  and  then  continuing 
them  around  the  ends.  The  wire  is  wound  lengthwise  around 
the  core  in  the  groove,  like  thread  upon  a  shuttle,  and  brass  caps, 
provided  with  axes  and  a  pulley,  are  then  screwed  on  to  the  ends 
of  the  magnet  When  this  armature  is  mounted  between  the 
poles  of  a  series  of  permanent  horseshoe  magnets  and  rotated 
rapidly,  very  strong  currents  are  produced.  The  two  ends  of 
the  wire  are  connected  with  a  commutator,  formed  by  fastening 
two  semicircular  pieces  of  brass  to  an  ivory  ring  on  the  axis,  and 
springs  bearing  upon  these  brass  pieces,  and  in  metallic  con- 
nection with  the  binding  posts  of  the  apparatus,  supply  the  means 
for  collecting  and  conducting  away  the  electricity  produced  in 
the  wire  coila 

By  employing  two  of  these  armatures  and  taking  advantage 
of  the  property  which  soft  iron  possesses  of  receiving  a  much 
higher  d^ree  of  magnetism  than  steel,  and  consequently,  there- 
fore, of  its  capability  of  producing  stronger  currents  by  induc- 
tion in  movable  coils  within  its  field,  Mr.  Wilde,  of  Manchester, 
England,  has  succeeded  in  constructing  very  energetic  machines, 
and  which  are  well  adapted  for  producing  the  electric  light 


22 


THE  ELECTRIC  LIGHT. 


The  apparatus  in  reality  consists  of  two  macliines  combined  in 
one.  The  cmrent  from  one  of  the  Siemens's  armatures,  pro- 
duced by  its  rapid  rotation  in  the  strong  magnetic  field  of  a  series 
of  permanent  magnets,  is  employed  to  charge  a  large  and  power- 
ful electro-magnet,  between  whose  poles  the  second  armature  is 
made  to  revolve,  and  the  current  from  the  latter  is  utilized  for 
the  light 

Two  armatures  for  the  electro-magnet  are  sometimes  furnished 


Fig,  12. 

with  the  machine,  one  with  wire  coils  for  the  production  of  cur- 
rents of  rather  high  electro-motive  force,  to  be  used  for  light 
purposes  alone,  and  the  other  with  coils  of  sheet  copper  strips, 
which  give  currents  of  less  electro-motive  force,  but  more  espe- 
cially adapted  for  plating.  With  the  interchangeable  armatures, 
whfch  are  driven  by  belts  running  on  pulleys  on  their  axis,  the 
machines  can  be  used  either  for  lighting  or  for  plating  at  pleas- 
ure, and  this,  in  some  particular  cases,  is  a  very  desirable  f  eaturei 
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Knmerons  other  machines  are  constructed  with  interchangeable 
armatures,  on  the  same  plan  and  for  the  same  purposa 

Another  form  of  magneto  apparatus  is  that  known,  from  the 

name  of  its  inventor,  as  the  Ladd  machina     This  was  first 

publicly  exhibited  at  the  Paris  Exposition  of  1867.      It  is 

shown  in  fig.  12,  and,  as  will  be  seen,  employs,  like  the  Wilde 

machine,  two  Siemens's  armatures,  but  it  differs  from  the  latter 

principally  in  not  having  any  permanent  magnets  whatever  to 

charge  the  armature  which  supplies  the  horizontal  field  coils  B  B. 

Two  long  flat  pieces  of  soft  iron  are  placed  within  these  coils  and 

attached  to  the  iron  castings  or  pole  pieces  MM,  NN,  which  are 

turned  out  just  large  enough  for  the  armatures  to  fit  inside 

of  them  and  rotate  without  touching.     Thick  strips  of  brass 

or  other  non-magnetic  metal  are  also  placed  between  the  upper 

and  lower  castings  M  and  N,  to  keep  them  separate  from  each 

other,  and  thus  subject  the  armatures  between  them  to  the  full 

force  of  their  inductive  action. 

The  connections  of  the  coils  are  such  as  to  produce  opposite 
polarities  in  M  and  N ;  and  the  armature  at  the  left  of  the  ma- 
chine supplies  the  field  coils,  while  that  at  the  right  furnishes  the 
current  for  the  light. 

One  of  the  most- remarkable  properties  of  these  machines  is 
that  by  virtue  of  which  they  become  capable  of  producing  exceed- 
ingly powerful  currents  from  the  smallest  beginnings ;  the  simple 
reactive  effect  of  the  very  slight  residual  magnetism  that  remains 
in  the  cores  after  they  have  once  been  charged  being,  in  fact, 
all  that  is  required,  on  revolving  the  armatures,  for  their  produc- 
tion ;  and  to  operate  a  new  machine,  it  is  only  necessary  to  place 
it  in- such  a  way  that  the  armatures  will  stand  in  the  magnetic 
meridian,  and  then  cause  the  one  which  supplies  the  field  coils 
to  rotate  rapidly.  "^This,  of  course,  causes  the  convolutions  of 
wire  surrounding  the  latter  to  cut  through  the  lines  of  force  due 
to  terrestrial  magnetism,  and  produces  in  them  electrical  currents 
of  greater  or  less  magnitude,  depending  upon  their  velocity  of 
rotation,  which,  on  traversing  the  larger  coils  B  B,  render  the 
cores  and  pole   pieces  M  N  slightly  magnetic.     The  reactive 
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effect  of  the  magnetism  in  the  pole  pieces  on  the  armature  is 
thus  added  to  that  produced  by  the  earth's  magnetism,  and  an  in- 
creased current  flows  into  the  field  coils.  A  greater  degree  of  mag- 
netism is  consequently  produced  in  the  pole  pieces,  which  causes 
the  latter  to  react  once  more  on  the  armatures,  and  the  result  of 
which  is  a  corresponding  increase  in  the  current,  and  increased 
magnetism.  By  this  means,  therefore,  the  current,  in  an  exceed- 
ingly brief  interval  of  time,  increases  from  nothing  to  a  maxi- 
mum of  strength,  at  which  it  remains  practically  constant  for  a 
uniform  velocity  of  armature  rotation.  It  is  usually  better,  how- 
ever, and  much  more  convenient  in  charging  a  machine  for  the 
first  time,  to  use  the  current  from  a  battery,  or  from  another 
machine  already  charged,  than  to  depend  alone,  for  this  effect, 
upon  terrestrial  magnetism. 

The  machines  thus  far  described  furnish  only  momentary 
currents  of  varying  strength  and  polarity.  If  currents  of  but  one 
direction  are  required,  these  intermittent  currents  must  be  recti- 
fied, as  we  have  already  seen,  by  means  of  a  commutator,  and 
this  causes  a  diminution  in  the  strength  of  current,  and  is  fre- 
quently accompanied  by  the  production  of  sparks.  Mr.  Z.  J. 
Gramme  has,  however,  invented  a  machine  in  which  these  objec- 
tions are  not  met  with,  as  the  current  obtained  from  it  flows 
continuously,  and  in  one  direction  only. 

The  magnetic  field  in  this,  as  in  other  machines,  is  created  by 
a  powerful  magnet,  of  such  a  shape  that  its  poles  confront  each 
other,  and  its  characteristic  feature,  therefore,  lies  wholly  in  the 
construction  of  the  armature.  This  consists  of  a  ring  of  soft 
iron,  surrounded  by  an  endless  coil  of  wire,  and  is  rigidly 
attached  to  an  axis,  so  that  it  can  be  made  to  revolve ;  one 
half  of  the  ring  being  under  the  influence  of  the  north  pole,  and 
the  other  under  that  of  the  south  pole  of  the  magnet 

As  the  ring  revolves,  every  portion  of  it  changes  position  in 
the  magnetic  field ;  but  no  current  is  developed  in  the  wire,  con- 
sidered as  a  whole,  as  the  latter  entirely  surrounds  the  ring,  and 
the  magnetic  state  of  this,  as  a  whole,  remains  unchanged.  A 
point  on  the  ring  considered  by  itself,  however,  changes  polarity 
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twice  during  every  revolution.  As  it  recedes  from  one  pole,  it 
generates  in  the  surrounding  wire  an  electro  motive  force,  the 
same  as  that  generated  when  it  approaches  the  other  pole,  and 
the  two  electro  motive  forces,  consequently,  oppose  ea«h  other, 
but  whenever  an  external  conductor  is  provided  between  them, 
they  unite  and  produce  a  current 

In  practice,  the  ring  consists  of  a  bundle  of  soft  iron  wire,  and 
the  helix  is  made  in  sections,  each  one  of  which  is  connected  to 
its  neighbor,  and  also  to  a  strip  of  brass  forming  the  means  of 
connecting  with  the  external  circuit  During  a  revolution,  and 
when  the  electro  motive  forces  of  opposite  sections  are  at  a  maxi- 
mum, the  corresponding  brass  strips  touch  a  couple  of  metallic 


Fig.  13. 

springs,  and  thus  make  connection  with  the  external  conductor. 
The  peculiar  construction  of  the  ring  will  be  seen  by  referring  to 
fig.  18,  where  several  sections  of  the  wire  B  B  are  shown  upon 
the  ring  A.  The  figure  also  shows  the  way  in  which  connection 
is  made  with  the  brass  strips  R 

A  convenient  form  of  the  Gramme  machine,  constructed 
especially  for  the  laboratory  and  lecture  table,  is  shown  in 
fig.  14 

At  the  present  time  electric  light  machines  and  machines  for 
plating  purposQ?  are  made  by  numerous  manufacturers  in  this 
country;    but  formerly  by  none  on   a  scale  so   large  as  that 
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carried  on  by  Messrs.  Wallace  &  Sons,  of  Ansonia,  Conn.  This 
firm  began  the  construction  of  these  machines  for  the  market  in 
the  spring  of  1875,  and  since  that  time  there  is  hardly  any  form 
of  magneto  machine  that  has  not  been  built  and  tested  at  their 
works. 

The  machine  which*  they  finally  decided  upon  manufacturing, 
as  possessing  the  greatest  merit,  is  the  invention  of  Moses  G. 
Farmer,  formerly  of  Boston,  but  now  and  for  the  last  three  years 
electrician  at  the  Government  Torpedo  Station,  at  Newport,  R.  L 


Fig.  u. 

This  machine,  which  has  been  somewhat  modified  and  im- 
proved upon  from  time  to  time  by  Mr.  William  Wallace,  is,  in 
many  respects,  unlike  any  of  the  other  forms  that  we  have  con- 
sidered. It  consists  of  two  large  electro-magnets,  an  armature, 
two  commutators  and  four  brushes,  the  latter  forming  part  of 
the  circuit,  and  serving,  when  the  machine  is  in  operation,  to 
collect  the  currents  generated  in  the  armature  coils.  The  two 
magnets  are  mounted  upon  a  cast  iron  frame,  similar  to  that  of 
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a  lathe,  and  are  made  to  face  each  other,  while  the  armature, 
which  consists  of  an  iron  casting  of  varying  diameter,  according 
to  the  size  of  the  machine,  is  mounted  upon  a  shaft,  and  placed 
between  the  magnets.  The  shaft  also  carries  pulleys  at  each  of 
its  ends,  and  is  made  to  rest  in  bearings  in  the  yokes  of  the 
electro-magnets.  The  armature  disk  carries  on  each  side,  and 
near  its  periphery,  twenty-five  wedge  shaped  projections,  of 
which  there  are  fifty  in  all,  that  face  the  poles  of  the  electro- 
magnets, and  on  which  coils  of  wire  are  placed.  The  terminals 
of  these  coils  are  joined  together,  and  a  wire,  connected  with  the 
junctions,  leads  to  the  commutator,  situated  on  the  same  side  of 
the  plate — ^all  the  coils  on  one  side  connecting  with  one  com- 
mutator and  all  on  the  opposite  side  with  the  other. 

The  commutators  are  placed  upon  the  shaft,  between  the  legs 
rf  the  two  magnets,  and  consist  of  wood  or  other  more  durable 
insulating  substance,  on  which  strips  of  brass,  connecting  with 
the  wires  from  the  armature  coils,  are  secured.  The  connections 
of  the  machine  are  so  arranged  that  when  the  external  circuit, 
which  may  consist  of  the  light  apparatus  or  depositing  vats  with 
their  leading  wires,  is  completed,  the  armature  and  field  of  force 
coils  are  combined  with  it  in  one — an  arrangement  for  which  Mr. 
Farmer  obtained  a  patent  in  1872,  and  which,  when  the  external 
resistance  is  low,  is  of  very  great  advantage. 

The  eight  inch  machine,  so  called  from  the  length  of  its  electro- 
magnet, and  which  is  the  one  most  commonly  employed,  will  pro- 
duce two  lights  of  about  two  thousand  candle  power  each,  and 
is  so  arranged  that  the  two  may  be  combined  in  one  if  desired. 
It  weighs  six  hundred  pounds,  and  requires  to  drive  it  about  one 
horse  power  for  everytwelve  hundred  candle  light 

The  machines  made  by  Messrs.  Wallace  &  Sons  weigh  from 
one  hundred  and  twenty -five  to  three  thousand  pounds  each,  and 
are  capable  of  producing  alight  equal  to  that  of  from  one  thou- 
sand to  forty  thousand  candles.  Some  of  them  will  even  maintain 
the  aro  with  the  carbons  three  and  a  half  inches  apart  Fig.  15 
shows  another  form  of  the  light  machine,  as  constructed  by  the 
Telegraph  Supply  Co.,  of  Cleveland,  on  a  plan  devised  by  Mr.  C. 
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F.  Brush.  There  are  two  marked  differences  between  this  and 
other  machines,  the  first  of  which  consists  in  the  peculiar  method 
adopted  for  winding  the  armature ;  the  latter  is  composed  of  a 
ring  or  endless  band  of  iron,  but  instead  of  having  a. uniform 
cross  section,  like  that  of  the  Gramme  machines,  is  provided  with 
grooves  or  depressions  whose  direction  is  at  right  angles  to  its 
magnetic  axis  or  lengtL  These  grooves,  which  may  be  of  any 
suitable  number,  accordiug  to  the  uses  for  which  the  machine  is 
designed,  are  wound  full  of  insulated  copper  wira  The  advan- 
tage of  winding  the  wire  in  grooves  or  depressions  in  the  arma- 
ture is  twofold ;  first)  the  projecting  portions  of  the  armature 
between  the  sections  of  wire  may  be  made  to  revolve  very  close 
to  the  poles  of  the  magnets  from  which  the  magnetic  force  is 
derived  By  this  means  the  inductive  force  of  the  magnets  is 
uldlized  to  a  much  greater  extent  than  is  possible  in  the  case  of 
annular  armatures  as  ordinarily  used,  which  are  entirely  covered 
with  wire  and  cannot,  therefore,  be  brought  very  near  the  mag- 
nets ;  second,  owing  to  the  exposure  of  a  very  considerable  por- 
tion of  the  armature  to  the  atmosphere,  the  heat,  which  is  always 
developed  by  the  rapidly  succeeding  magnetizations  and  demag- 
netizations of  armatures  in  motion,  is  rapidly  dissipated  by  radi- 
ation and  convection-  In  the  case  of  armatures  entirely  covered 
with  wire  the  escape  of  the  heat  is  very  slow,  so  that  they  must 
run  at  a  comparatively  low  rate  of  speed,  with  corresponding 
effect)  in  order  to  prevent  injurious  heating.  The  second  differ- 
ence lies  in  the  manner  of  connecting  the  armature  coils  to  the 
commutator,  this  being  such  that  only  the  particular  coils  which 
contribute  to  the  production  of  the  current  are  in  circuit  at  onca 
During  the  time  they  are  passing  through  the  neutral  points  in 
the  magnetic  field  they  are  cut  out  one  after  the  other,  and  thus, 
while  idle,  do  not  tend  to  weaken  the  effects  df  the  machine  by 
affording  a  path  to  divert  the  current  generated  in  the  active 
sections  from  its  proper  channeL 

It  would  be  an  interesting  matter,  if  the  efficiency  of  all  the 
different  machines  employed  in  the  production  of  the  electric 
light  could  be  obtained  and  published,  so  as  to  be  readily  avail- 
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abla  A  general  comparison  could  then  be  made  which  wouldf  in 
a  measure,  settle  the  ever-recurring  question  in  regard  to  the 
superiority  of  this  or  that  machina  Undoubtedly,  this  infor- 
mation exists  for  many  of  the  machines,  as  numerous  measure- 
ments of  them  have  been  made  by  different  experimenters,  but 
the  results  have  in  most  cases  never  been  made  public,  and  are, 
therefore,  to  be  found  only  in  the  hands  of  the  individual 
experimenters  themselves.  It  may  be  stated,  however,  from 
such  information  as  we' have  found  available,  that  the  amoxmt  of 
energy  obtainable  as  electricity  from  the  best  machines  probably 
does  not  exceed,  or  if  so,  only  in  a  slight  degree,  two  thirds  that 
of  the  mechanical  force  required  to  drive  them. 

The  expense  of  maintaining  the  electric  light  is  much  less 
than  that  incurred  by  the  employment  of  any  of  the  ordinary 
methods  of  illumination.  Mr.  Farmer  states  tiiat  where  a  lai'ge 
amount  of  light,  say  from  five  thousand  to  ten  thousand  candle 
light,  is  required,  it  can  be  produced  from  a  suitable  machine  at 
the  rate  of  one  thousand  candle  light  per  horse  power;  but, 
smaller  amounts — say  two  hundred  to  three  hundred  candle 
light — are  relatively  more  expensive,  probably  about  one  half 
horse  power  for  two  himdred  to  two  hundred  and  fifty  candle 
light  . 

This  is  much  more  economical  than  when  produced  from  any 
of  the  ordinary  forms  of  galvanic  battery.  One  horse  power 
may  be  reckoned  as  costing  from  two  to  six  cents  per  hour, 
which  would  give  the  cost  of  ten  thousand  candle  light  as  sixty 
cents  per  hour,  simply  for  power.  Of  course  some  other  items, 
such  as  oil,  attendance,  interest  and  depreciation,  also  cost  of 
carbons  consumed,  would  increase  this  amount  somewhat,  but 
even  at  twice  or  three  times  this  cost  it  is  still  much  less  expen- 
sive than  gas  light  at  three  candle  light  to  the  cubic  foot  per  hour, 
at  $2.50  per  thousand  for  gas. 

The  difficTilty  of  procuring  carbons  that  would  bum  tmi- 
formly  has  been  a  source  of  a  great  deal  of  annoyance.  If  the 
carbon  is  taken  just  as  it  comes  from  the  gas  retorts  and  sawed 
into  shape,  it  is  found  to  contain  many  impurities,  and,  when 
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burning,  will  frequently  split  and  large  pieces  drop  oflE.  If  it  is 
first  pulverized  and  then  pressed  into  shape,  as  is  done  for  bat- 
tery plates,  difliculties  of  one  form  or  another  still  appear,  and 
the  long  road  of  trial  and  failure  has  generally  had  to  be  pretty 
well  trodden  over  by  all  who  have  given  this  part  of  the  sub- 
ject much  attention.  Mr.  Wallace,  who  has  studied  it  very 
closely,  has,  we  believe,  succeeded  in  producing  very  satisfactory 
carbons,  but  we  are,  as  yet,  unacquainted  with  the  process. 

The  best  illuminating  effect  appears  to  be  produced  from  thin 
carbon  pencils,  but  it  has  heretofore  been,  found  impracti- 
cable to  use  such  pencils,  on  account  of  their  high  resistance 
and  the  rapid  consumption  of  material  due  to  the  action  of  the 
air  on  their  highly  heated  ends.  Mr.  Brush  has  sought  to  ob- 
viate these  difficulties,  and  at  the  same  time  improve  the  illumin- 
ating power  of  the  light,  by  the  admixture  of  different  foreign 
substances  with  the  carbon  and  by  surrounding  the  stick  either 
mechanically  or  by  electro-plating  with  various  metals.  By  this 
means  a  free  and  ready  conductor  is  afforded  for  the  current 
and  a  good  connection  between  the  carbon  and  its  holder  secured, 
while  the  employment  of  longer  and  thinner  pencils  is  also  ren- 
dered practicable,  and  there  is  little  or  no  liability  to  breakage. 

In  operation  the  intense  heat  of  the  arc  melts  and  disperses  the 
-covering  of  the  carbon  sticks  at  their  opposing  points  and  for  a 
proper  distance  beyond,  but  no  farther.  The  balance  of  the  car- 
bons is  entirely  preserved,  while  as  fast  as  they  are  burned, 
just  so  fast  will  their  covering  be  removed,  leaving  the  carbons 
exposed. 

The  subdivision  of  the  light  is  another  of  the  problems  that 
have  occupied  the  attention  of  inventors  a  great  deal.  No  one 
doubts  that  the  division  can  be  effected,  but  to  do  this  in  a 
simple  manner,  and  offer  to  the  public  a  cheap  and  practical 
device  for  the  purpose,  has  not  been  an  easy  task.  It  would 
appear,  from  some  of  the  latest  experiments  made  at  the  works 
of  Messrs.  Wallace  &  Sons,  that  there  is  scarcely  any  limit  to 
the  number  of  subdivisions  that  can  be  made,  and,  to  a  cer- 
tain extent,  most  of  the  machines  are  now  constructed  to  give 
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separate  lights.  One  form  of  construction  of  the  Brush  machine 
is  capable  of  producing  four  independent  lights,  of  3,000  candle 
power  each. 

One  of  the  early  methods  of  obtaining  a  number  of  lights 
from  a  single  source  consists  in  the  employment  of  thin  strips  of 
platinum  or  iridium,  whose  temperature  is  raised  by  the  passage 
of  the  current  to  a  point  only  slightly  below  the  melting  point  of 
these  metals.  When  strips  or  wires  of  either  metal  are  rendered 
incandescent,  a  mild  and  pleasant  light  is  emitted,  much  less 
contracted  and  glaring  than  the  light  obtained  from  carbon  pen- 
cils; and  with  the  additional  advantage  also,  that  no  vitiation  of 
the  atmosphere  occurs,  and  the  amount  of  light,  at  any  one 
point,  can  be  made  as  small  as  may  be  desired. 

Platinum,  according  to  Mr.  Farmer,  affords  about  100  candle 
light  per  square  inch  of  incandescent  surface,  when  within  220^ 
of  the  point  of  fusion,  and  a  bar  or  wire  of  this  metal  can  be  main- 
tained at  this  temperature  for  any  length  of  time  by  means  of  a 
suitable  regulator  and  current.  Iridium  is  even  better  adapted 
for  illuminating  purposes  than  platinum,  as,  in  consequence  of 
its  higher  melting  point,  it  yields  more  light  per  square  inch  of 
heated  surface. 

While  it  is  undoubtedly  true  that  the  light  obtained  in  this 
way  is  not  the  most  advantageous  for  light  house  and  steamship 
purposes,  or  for  places  where  the  dazzling  light  of  the  arc  is 
required,  it  is  none  the  less  true  that  for  many  other,  and  es- 
pecially for  private  or  domestic  uses,  it  possesses  decided  advant- 
ages over  the  carbon  light,  and  on  many  accounts — ^among- 
which  the  facility  attending  its  regulation  is  not  least — is  far 
preferable. 


CHAPTER    II. 

PROGRESS  IN  ELBCTRIG  LIGHTING. 

The  first  chapter  of  this  work  is  confined  to  a  brief  general 
idea  of  the  production  of  the  electric  light  and  to  the  state  of  the  art 
at  the  close  of  the  year  1878.  The  second  chapter  is  devoted  to 
a  reconsideration  of  the  subject,  and  to  the  presentation  of  such 
additional  information  as  will  give  the  reader  a  comprehensive  idea 
of  the  prepress  which  was  made  in  the  application  of  electricity 
to  lighting  purposes  during  the  succeeding  two  years.  The  third 
chapter  describes  the  invention  and  development  of  incandescent 
electric  lighting;  and  the  succeeding  chapters  illustrate  the 
enormous  strides  which  have  been  made  within  the  past  few 
years,  both  in  electric  lighting  and  in  the  production  and  trans- 
mission of  electric  energy. 

It  has  been  stated,  on  page  SO,  that  much  difficulty  is  ex- 
perienced in  procuring  proper  carbon  pencils  for  light  purposes 
— a  fact  that  any  one  who  has  at  all  experimented  with  electric 
lighting  cannot  have  failed  to  notice ;  and  it  will,  therefore,  be 
interesting  to  say  a  few  words  first  in  regard  to  the  best  means 
that  have  been  devised  by  different  experimenters,  in  the  pre- 
paration of  materia],  for  remedying  this  defect. 

Foucault  certainly  made  a  decided  step  toward  the  practical 
use  of  the  light  when  he  substituted  gas  retort  carbon  for  the 
substance  previously  used.  Before  that  time  the  arc  was  scarcely 
more  than  an  interesting  toy,  and  only  rarely  seen  outside  of  the 
cabinets  of  schools  and  colleges ;  but,  as  intimated,  the  substitu- 
tion partook  more  of  the  nature  of  an  improvement  than  any- 
thing else,  and  did  not  solve  the  question  completely,  since,  to 
this  day,  it  occupies  the  attention  of  practical  men. 

One  of  the  earlier  methods  of  preparing  carbons,  and  which  to 
some  extent  is  still  used,  consists  in  first  reducing  coke  to  a  very 
fine  powder  and  mixing  it  with  syrup  with  which  it  is  thoroughly 


34  THE    ELECTRIC   LIGHT. 

incorporated  The  mixture  is  then  strongly  compressed  in 
moulds  and  baked,  and  afterwards  placed  in  a  concentrated 
solution  of  sugar  or  molasses  until  saturated  It  is  then  placed 
in  an  oven  and  raised  to  a  white  heat,  at  which  it  is  maintained 
for  an  hour  or  more.  By  this  means  moisture  is  all  driven  off 
and  a  compact  mass  is  formed,  which  may  be  rendered  still  more 
solid  by  repeated  saturation  and  baking.  The  disadvantage  of 
carbons  prepared  in  this  manner,  however,  is  that  they  con- 
tain all  the  impurities  of  the  coke,  no  means  being  taken  to 
exclude  these  injurious  matters. 

A  purer  material,  capable  of  giving  a  very  steady  light,  is  made 
by  placing  pencils  of  gas  retort  carbon  in  caustic  potash  or  soda, 
melted  and  raised  to  a  white  heat,  and  in  which  they  are  allowed 
to  remain  a  quarter  of  an  hour  or  mora  The  sticks  are  then 
washed  in  hot  water,  and  placed  in  a  porcelain  or  refractory- 
earthen  tube,  through  which  a  current  of  chlorine  is  passed, 
while  the  whole  is  maintained  at  a  red  heat  for  several  hours. 
Many  of  the  impurities  that  are  not  removed  by  the  potash  or 
soda  are  thus  changed  into  volatile  chlorides  and  driven  off. 

Another  way  of  procuring  very  pure  carbons,  according  to  M. 
Fontaine,  from  whom  we  bonx)w  liberally  on  this  point,  has 
been  suggested  by  M.  Jacquelin,  a  French  chemist,  of  the  Central 
School,  at  Paris.  This  consists  in  imitating  the  condition  of 
things  that  is  brought  about  in  gas  retorts  during  the  manufac- 
ture of  gas,  which  is  the  reduction  of  the  material  and  contact  of 
the  heated  and  very  dense  hydrocarbon  matter  with  the  sides  of 
the  retort.  Part  of  the  matter  is  thus  volatilized,  while  the  rest 
is  decomposed,  and  leaves  a  deposit  of  carbon.  In  the  retorts  of 
gas  works  the  hydrocarbon  matters  carry  with  them  much  of 
the  impurities  contained  in  the  coal;  but,  by  taking  tar,  pro- 
duced by  actual  distillation,  which  is  consequently  free  from  all 
non- volatile  impurities,  and  reproducing  the  above  conditions 
in  specially  prepared  apparatus,  it  would  seem  possible  to  pro- 
duce carbon  of  great  purity,  and  such  has  actually  been  found  to 
be  the  casa  Plates  obtained  in  this  manner,  and  sawed  into 
sticks  of  the  proper  dimensions,  give  a  perfectly  steady  light  that 
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is  not  only  whiter,  but  more  intense  as  well — something  like 
twenty-five  per  cent  more  so  for  a  given  current  than  that  pro- 
duced by  carbons  prepared  in  the  ordinary  manner.  Consider- 
able inconvenience,  however,  is  experienced  in  preparing  the 
sticks  for  use,  as  the  carbon  is  so  hard  that  it  can  only  be  cut 
with  the  greatest  difficulty. 

A  composition  for  artificial  carbons,  consisting  of  powdered 
coke,  calcined  lamp  black  and  a  particular  syrup  formed  of 
twelve  parts  of  gum  and  thirty  of  cane  sugar,  has  been  intro- 
duced in  France  within  a  couple  of  years  past,  and  is  strongly 
recommended  by  the  inventor,  M.  Carr&  The  proportions  given 
in  his  patent  are,  fifteen  parts  of  the  purest\coke,  reduced  to  a 
very  fine  powder ;  five  parts  lamp  black,  and  seven  to  eight  of 
the  syrup.  The  whole  should  be  thoroughly  ground  together, 
and  one  to  three  parts  of  water  added  to  compensate  for  the  loss 
by  evaporation,  and  give  it  the  degree  of  consistency  which  it  is 
desired  the  paste  should  possess.  The  latter  is  then  pressed  and 
passed  through  a  die  pla*o,  by  which  process  the  proper  form  is 
given  to  the  carbons.  These  are  afterwards  packed  in  crucibles 
and  subjected  to  a  high  temperature. 

The  baking  of  the  carbons  really  comprehends  a  series  of 
operationa  In  the  first  place,  the  drawn  or  moulded  sticks, 
while  yet  soft,  are  placed  in  a  horizontal  position  on  a  bed  of 
coke  dust,  in  crucibles,  each  layer  bemg  separated  from  its 
neighbor  by  a  sheet  of  paper  between  them,  so  as  to  prevent 
adherence  of  one  to  the  other.  A  layer  of  powdered  coke, 
of  about  four  tenths  of  an  inch  in  thickness,  is  then  placed  on 
top,  between  the  last  series  and  the  cover,  and  over  the  joint  of 
the  latter  is  spread  a  like  thickness  of  silicious  sand. 

After  the  first  baking,  which  should  be  continued  at  a  cherry 
red  heat  for  four  or  five  hours  at  least,  the  carbons  are  taken 
out  and  placed  in  a  vessel  of  boiling  hot  and  very  concentrated 
gyrup  of  sugar  cane,  or  caramel,  and  left  for  two  or  three  hours, 
allowing,  also,  two  or  three  cooling  intervals  of  some  duration, 
so  that  the  pores  may  become  filled.  The  carbons  are  then 
drained  by  opening  a  stop  cock  at  the  bottom  of  the  vessel,  and. 
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allowing  the  liquid  to  run  out  They  are  then  stirred  a  few 
moments  in  boiling  water,  to  dissolve  any  sugar  that  may  remain 
on  the  surface. 

When  dried,  they  are  again  replaced  and  baked  once  more, 
after  which  they  may  be  packed  in  the  crucible  in  a  standing 
position,  with  sand  between  them,  the  above  operation  being 
repeated  until  they  have  acquired  the  density  and  solidity 
required.  They  are  then  dried  slowly,  the  drying  process  being 
terminated  in  a  drying  oven,  whose  temperature  gradually  attains 
eighty  degrees  centigrade,  in  twelve  or  fifteen  hours,  and  to  pre- 
vent their  change  of  shape  in  drying,  the  sticks  are  placed  in 
V-shaped  pieces  of  metal. 

The  Carr^  carbons  are  more  tenacious  and  rigid  than  retort 
carbon,  and  are  remarkably  straight  and  regular.  Sticks  two 
fifths  of  an  inch  in  diameter  may  be  used,  eighteen  inches  in 
length,  without  fear  of  breaking ;  and  their  cylindrical  form, 
joined  to  their  homogeneity,  causes  their  ends  to  remain  as  per- 
fectly sharpened  as  if  they  were  turned.  They  are  also  better 
conductors  than  retort  carbon.  The  only  inconvenience  that 
appears  to  accompany  the  use  of  carbons  prepared  in  this  man- 
ner, consists  in  their  rapid  wasting  away,  the  production  of  small 
sparks  and  the  irregularity  of  the  Idminous  effect 

We  learn  from  M.  Fontaine's  work,  that  the  admixture  of 
foreign  substances  with  the  carbon,  of  which  mention  has  been 
made  on  page  81,  has  also  been  carefully  studied  by  M.  Carr^, 
within  a  few  years  past,  with  very  interesting  results;  and, 
from  a  large  number  of  experiments  made  by  him,  he  has  been 
able  to  deduce  the  following  important  facts  : 

1.  That  potash  and  soda  at  least  double  the  length  of  the  arc, 
rendering  it  also  free  from  the  hissing  sound  so  peculiar  to  it 
when  carbon  alone  is  used,  while,  at  the  same  time,  by  combining 
with  the  silicates  that  are  usually  present,  they  eliminate  these 
substances  from  the  pencil  points,  causing  them  to  fuse  into 
clear,  vitreous  and  often  colorless  globules  just  outside  of  the 
arc,  and  that  they  increase  the  illuminating  power  in  the  ratio 
of  1.23  to  1. 
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2.  That  lime,  magnesia  and  strontium  increase  the  light  in 
the  proportion  of  1.40  to  1,  and  color  it  variously. 

3.  That  iron  and  antimony  enhance  the  illuminating  effect  to 
1.60  and  even  to  1.70. 

4.  That  boracic  acid,  forming  a  covering  that  excludes  the 
material  from  the  oxygen  and  the  air,  increases  the  durability  of 
the  carbon  materially,  though  without  augmenting  the  light 

Numerous  experiments  have  also  been  made  by  M.  Gaudoin 
with  carbons  containing  borate,  chloride,  phosphate  and  silicate  of 
lime,  pure  precipitated  silex,  borate  of  magnesia,  magnesia, 
aluminum  and  silicate  of  aluminum,  the  proportions  being  cal- 
culated so  as  to  give  about  five  per  cent  of  oxide  after  the  baking 
of  the  carbons;  but,  although  the  light  is  about  double  that 
obtained  from  gas  retort  carbons,  the  flame  and  vapor  resulting 
from  the  use  of  carbons  prepared  in  this  manner,  is,  aside  from 
the  dangerous  character  of  the  fumes,  a  great  obstacle  to  their 
practical  introduction,  and  for  this  reason  chemically  pure 
carbons  only  should  be  employed  where  continuous  light  is 
desired. 

The  dust  of  retort  carbon,  although  containing  but  a  small  pro- 
portion of  foreign  matters,  is,  nevertheless,  not  sufficiently  pure 
for  this  use,  and  its  employment  presents  some  inconveniences, 
while  washing  in  acids  or  alkalies,  to  which  the  carbonaceous 
matters  may  be  submitted,  with  the  aim  of  extracting  the 
impurities  they  contain,  is  a  costly  and  insufficient  operation. 
Lamp  black  is  pure  enough,  but  its  price  is  high  and  its  man- 
agement difficult 

M.  Graudoin,  however,  has  found  a  solution  of  the  problem 
in  decomposing,  by  heat  in  closed  vessels,  the  dried  pitches,  fats 
or  liquids,  tars,  resins,  bitumens,  natural  or  artificial  essences 
or  oils,  and  other  organic  matters,  capable  of  leaving  behind 
sufficiently  pure  carbon  after  their  decomposition  by  heat 

The  apparatus  employed  for  effecting  this  decomposition  con- 
siste  of  closed  retorts  or  crucibles  of  plumbago,  and  these  are 
placed  in  a  furnace  capable  of  being  heated  to  a  bright  red. 
'The  lower  parts  of  the  crucibles  are  f  urnisheci  with  two  tubes, 


88  THE   ELECTRIC  LIGHT. 

one  serving  for  the  disengagement  of  gas  and  volatile  matters^ 
and  the  other  for  the  introduction  of  the  primary  material  The 
volatile  products  of  decomposition  may  be  conducted  under  the 
hearth  of  the  furnace  and  there  burnt  for  heating  the  crucibles, 
but  it  is  more  advantageous  to  conduct  them  into  a  condensing 
chamber  or  into  a  copper  still,  and  thus  recover,  after  condensa- 
tion, the  tars,  oils,  essences  and  hydrocarbons  that  are  produced 
in  the  operation. 

M.  Gaudoin  also  utilizes  these  different  subproducts  in  the 
manufacture  of  his  carbons,  and  he  takes  great  care  to  avoid  the 
use  of  iron,  zinc,  or  any  substances  susceptible  of  being  attached 
by  these  tars  to  the  worms  of  the  receiver,  as  the  whole  value 
rests  in  purity. 

Whatever  the  primary  material  employed  for  the  manufacture 
of  this  carbon  may  be,  the  decomposition  by  heat  should  be 
capable  of  being  conducted  either  slowly  or  quickly,  according 
to  the  nature  of  the  subproducts  to  be  obtained.  For  operating 
slowly,  it  is  suiBcient  to  fill  the  retort  two  thirds  full  and  heat 
gradually  up  to  a  clear  red,  avoiding  as  much  as  possible  the 
boiling  over  of  the  substances.  For  operating  quickly,  the 
%mpty  retort  is  first  heated  to  a  deep  red,  and  the  primary 
material  thrown  into  the  bottom  in  small  quantities,  in  a  thin 
stream,  if  it  is  liquid,  and  in  small  fragments  if  it  is  solid.  The 
slow  distillation  gives  most  tars  and  heavy  oils  and  little  gas. 
The  quick  decomposition  more  light  oils  and  gas. 

When,  then,  the  primary  material  has  been  properly  chosen,  a 
carbon,  more  or  less  compact,  remains  in  the  retort  This  is 
pulverized  as  finely  as  possible,  and  then  agglomerated  either 
alone  or  with  a  certain  quantity  of  lamp  black,  by  means  of  the 
carbides  of  hydrogen  obtained  as  secondary  products.  The  car- 
bides thus  prepared  are  completely  free  from  iron,  and  much 
preferable  to  those  found  in  commerce,  not  only  for  agglomer- 
ating the  carbon,  but  also  for  impregnating  or  soaking  the  manu- 
factured objects.  The  last  operation,  when  effected  with  com- 
mercial products,  introduces  oxide  of  iron  in  the  pores.  Objects 
made  in  agglomerated  carbon  are,  for  the  same  variety  of  car- 
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bon,  the  more  combustible  as  they  are  more  porous,  and  more 
porous  as  the  pressure  in  moidding  is  lessened.  The  inventor 
uses  steel  moulds  capable  of  resisting  the  highest  pressure  of  a 
strong  hydraulic  press. 

Although  the  draw  plate,  or  moulding  apparatus,  that  has  long 
been  in  use  for  the  manufacture  of  ordinaiy  graphite  carbons 
may  also  be  used  in  the  manufacture  of  carbons  for  the  electric 
light,  M.  Gaudoin  has  added  certain  important  improvements, 
that  make  the  apparatus  more  valuable  and  better  adapted  to 
the  work.  Thus,  instead  of  causing  the  carbons  to  issue  from 
top  to  bottom,  vertically,  he  places  the  orifice  or  orifices  of  the 
mould  upon  the  side,  and  in  such  a  manner  that  the  issuing  car- 
bons form,  with  the  horizon,  a  descending  angle  of  twenty  to 
seventy  degrees.  The  carbon  is  guided  for  the,  whole  length 
by  tubes  or  gutters.  This  arrangement  allows  emptying  the 
whole  of  the  matter  contained  in  the  mould  without  interrupt- 
ing the  work ;  and  as  the  carbon  is  constantly  supported,  it  does 
not  break  under  its  own  weight,  which  frequently  happens  when 
issuing  vertically. 

We  have  made,  at  different  times,  says  M.  Fontaine,  numer- 
ous trials  with  all  kinds  of  carbons,  and  those  of  M.  Graudoin's 
manufacture  have  given  the  best  results.  It  has,  however, 
necessitated  much  time  and  considerable  expense  to  remove  this 
manufacture  from  the  merely  scientific  domain  to  that  of  the 
practical,  but  success  has  crowned  the  efforts  of  the  inventor. 
The  results  of  some  of  these  experiments,  which  include  the 
retort,  Archereau,  Carr^  and  Gaudoin  carbons,  are  given  in  the: 
accompanying  table,  No.  1. 
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No.    1. 


TABLE 

OF     EXPERIMENTS 
DIFFERENT 

MADE    KC 
KINDS  OF 

>VEMBER     6,     1»76,     WITH 
CARBONS. 

ConstimpCloB. 

1                   1 

X«iu« 

3 

^ 

m 

c 

5 

1 

i 

of 
Carbuii. 

UimeatloniL 

o 

1 

5 
1 

1 
o 

B 

i 

1 

ii 

IteSuUHfy. 

Retort. 

9m.  zn.  square, 
toa.  m.  gquare. 

800 
900 

m.m. 
•19 

23 

m.Dk 

36 

48 

m.in  1  ]ii.  111.  1                            1 

^  1 «,  i  !l»Te?"lar.      Scintillating,  eclipsed  for 
r^\  'Sufficiently     a  short  Uine»  a  aiigkt 
71  J      (      regalar.        disaggregation. 

Archereau. 

lOm.  m.  diam. 
10m.  m.  diam. 

800 
920 

20 

30 

60 

«0 

J]       r  Sufficiently  \\  slight  disaggregation, 

1  -85-^      regular.         a  few  sparlEs,  cinders 

Qf)i  1         jSofflciently      of    oxide  of   Iron   in 

^  J       L     regular.         mther  large  qoantitieB. 

White    light.      Cones 

1    good. 

Carrt. 

104m.m.  diam.   800 

10  4m.  m.  diam.    820 

1 

18 
26 

60 
80 

78 

K 

Irregular. 
Regular 
enough. 

A  slight  disaggregation, 
a  few  sparks,  more  cin- 
ders    than     the    pre- 
ceding, reddened  for  a 
greater  length. 

Gaudoin. 

11  8m.  m.  diam.  1  800 

11  3m.  m.  diam  \  890 

1 

: 

38 
50 

68  1      rVery    regu- Neither     disaggregation 
1^1      lar.                nor  sparks;    less  cin- 

88  I       I  ,  Very    regu-,    ders  than  the  Carr6  and 
J       L     lar-            1    Archereau  carbons. 

The  light  produced  with  the  retort  carbons  was  equal  to  one 
hundred  and  three  burners,  that  by  the  artificial  carbons  varied 
between  one  hundred  and  twenty  and  one  hundred  and  eighty 
burners  for  the  Archereau  and  Carr^  carbons,  and  between  two 
hundred  and  two  hundred  and  ten  for  the  Gaudoin  carbons. 
The  mean  of  one  hundred  and  fifty  burners  may  be  applied, 
without  appreciable  error,  to  the  Archereau  and  Carr^  carbons, 
and  that  of  two  hundred  and  five  to  the  Gaudoin  carbons. 

Eeduced  to  a  uniform  section  of  0.0001  square  mfetre,  the 
consumption  of  the  carbons  was,  respectively : 

For  the  retort  carbons 61  millimetres  (aboat  2     iDches). 

"      Archereau  carbons 66         "  "     2.6       " 

"      Gaudoin  "      73  "  "      2.87     " 

"      Carre  •'      T7  "  **     3  " 

*  To  convert  mllUmdtres  into  inches,  multiply  by  .080S7. 
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In  proportion  to  the  light  produced,  the  consumption  was : 

For  tho  Gaudoin  carbons,  35  millimdtres  (about  1.38  inch)  per  100  buraera. 
"      Archereau    "        44         "  "    1.73    "  "  " 

"      Carre  "        51         "  "    2         "  "  " 


retort 


49 


1.93 


A  Gramme  machine,  constructed  by  M.  Br^guet,  and  a  Carr6 
lamp  by  the  same  maker,  were  used  in  conducting  these  experi- 
ments, and  the  carbons  were  taken  at  random  from  a  lot  of 
several  metres  for  each  series. 

At  the  request  of  one  of  the  inventors,  and  with  the  coopera- 
tion of  Messrs.  Gramme  and  Lemonnier,  some  additional  experi- 
ments were  made  with  a  more  powerful  Gramme  machine  and  a 
SeiTin  lamp. 

No.  2, 

RESULTS  OF  A  SERIES  OF    EXPERIMENTS  MADE   APRIL  4,    1877, 
UPON  SEVERAL  DIFFERENT   KINDS   OF   CARBONS. 


Haa« 

• 

a 
a 

or 

Carbon. 

i 

Jl 

r 

is 

2  . 

Ma 
•  33 

P 

H 

1^ 

RflgaUrltr. 

ObMnratlouiL 

Betott   car- 
qualiij. 

Sqnare,  0  m.  m. 
In  the  side. 

81 

60 

ISO 

2.5   820 

i 

Passable. 

Splinters  numerous.  Sepi^ 
ration  of  small  pieces. 
Scintillation.  Carbons 
were  shaped  very  irregu- 
larly. 

Arch«reaa*8 
carbons. 
Dew  speci- 
men. 

Round,  10  m.  m. 
dlam. 

78 

68 

173 

8 

820 

Null. 

Disaggregation.  Sparks. 
Light  very  variable  in 
Intensity  at  periods,  ubap- 
ing  into  small  facets. 

Carry's  car- 
boos,  new 
epecimen. 

Round,  0  m.  m. 
dlani. 

64 

00 

175 

8 

8S0 

Middling. 

Small  sparks.  Light  run- 
ning  round.  Very  varisr 
ble  in  intensity,  (^ood 
shaping  of  the  carbons. 

Gaadoln'B, 
Type  No.  1. 

Roand,  11J8  m. 

96 

80 

aoa 

8 

820 

Good. 

Neither  sparks  nor  splln« 
ters.  Light  a  little  red, 
but  pretty  constant. 

6«idoiii*0 
Afelomeni- 
^n  of 
wood  car- 
bon. 

Round. 

• 

78 

240 

S 

820 

Sufficiently 
good. 

Light  very  white.  Less 
steady  than  with  Gau- 
doin's  carbons.  No.  1. 
No  sparks.  Small  varia 
tlons. 
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The  preceding  table  (No.  2)  gives  the  mean  of  three  series  of 
these  experiments,  made  with  the  greatest  precision.  The  elec- 
tric lamp  was  placed  vertically  and  on  the  same  level  with 
the  oil  lamp  and  photometer,  and  every  precaution  was  taken 
to  prevent  any  sensible  error  in  the  measurements  of  the  lumin- 
ous intensity. 

The  rate  of  consumption  of  the  carbons  in  these  experiments, 
and  reduced  to  a  uniform  section  of  .0001  square  metres,  was 
respectively : 

For  the  Carre  carbons *44  millimetres. 

"       retort      **      49  " 

"       Archereau  carbons 53  '* 

"       Graudoin  (wood  carbon) 61  *■ 

"       Gaudoin,  No.  1 78 

In  proportion  to  the  light  produced,  the  consumption  was  as 
follows : 

Fur  the  Gaudoin  (wood  carbon) 32  mQlimetrcs  per  100  burners. 

"      Archereau  carbons 39 

"      Carre  carbons 40  *•  "  " 

"      Gaudoin,  Na  1,  carbons 40  "  "  " 

"      retort  carbons 60  "  *'  " 

The  light  given  by  the  Gaudoin  carbons  was  a  little  less 
regular  than  that  obser\''ed  on  November  6,  1876.  That  given 
by  the  Carr6  carbons  varied  in  less  than  a  minute  from  one 
hundred  to  two  hundred  and  fifty  burners;  the  arc  ixDtated 
positively  round  the  points,  the  same  as  if  alternating  currents 
were  being  used  The  Archereau  carbons  appeared  to  be  less 
effective  than  at  the  first  trial ;  they  were  consumed  slowly,  but 
produced  a  light  so  variable  that  it  was  difficult  to  take  photo- 
metric measurements.  Only  the  retort  carbons  maintained 
their  durability,  luminous  intensity,  and,  unfortunately,  also 
their  irregularity. 

"We  cannot  do  better,  while  on  this  subject,  than  describe  the 
later  improvements  that  M.  Gaudoin  has  made  in  his  process,  and 
which  were  patented  April  7,  1877. 

•  To  convert  millimetres  Into  inches,  multiply  by  .03937. 
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Instead  of  carbonizing  wood,  reducing  it  to  powder,  and  then 
submitting  it  to  mixture,  the  inventor  takes  dried  and  properly 
chosen  wood,  to  which  he  gives  the  definite  form  the  carbon  is 
to  possess,  and  then  converts  it  into  hard  carbon,  and  finally 
soaks  it  in  the  manner  before  described. 

The  distillation  of  the  wood  is  effected  slowly,  so  as  to  drive 
out  the  volatile  substances,  and  the  final  desiccation  is  made  in 
a  reducing  atmosphere,  at  a  very  high  temperature.  A  previous 
washing,  in  acids  or  alkalies,  removes  from  the  wood  any  im- 
purities that  it  possessed. 

M.  Gaudoin  points  out  also  the  means  of  filling  up  the  pores 
of  the  wood,  by  heating  to  redness,  and  submitting  it  to  the 
action  of  chloride  of  carbon  and  different  carbides  of  hydrogen. 
He  hopes  by  this  means  to  produce  electric  carbons  of  small 
consumption,  and  giving  an  absolutely  steady  light 

Since  the  first  edition  of  this  work  was  printed,  a  series  of 
experiments  has  been  made  by  a  committee  of  the  Franklin 
Institute,  with  several  of  the  machines  now  used  for  light  pur- 
posea  Having  also  been  conducted  with  the  greatest  care  and 
skill,  and  including,  as  they  do,  accurate  measurements  of  the 
various  factors  which  affect  the  general  question  of  electric 
lighting,  these  experiments  will  necessarily  possess  a  great  deal 
of  interest  for  persons  whose  attention  may  be  directed  to  the 
subject,  and  we,  therefore,  give  a,  large  share  of  the  committee's 
report  in  regard  to  them  completa 

Previous  to  the  commencement  of  the  labors  of  the  commit- 
tee, an  invitation  was  extended  to  makers  of  dynamo-electric 
machines,  with  a  request  that  they  should  furnish  machines  for 
competitive  trial  The  machines  supplied  were  two  each  of  the 
Brush  and  Wallace-Farmer  types,  and  a  Gramme  machine 
which  had  formed  a  part  of  the  exhibit  of  M.  Breguet,  at  the 
Centennial  exhibition. 

In  measuring  the  power  used,  indicator  diagrams  were  taken 
from  the  engine,  as  a  check  on  the  dynamometer  readings, 
although  the  latter  were  relied  upon  in  making  our  calculations, 
except  in  the  case  of  the  large  Wallace  machine.     This  machine 
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requiring  more  power  than  could  be  supplied  by  the  institute's 
engine,  or  safely  transmitted  by  the  dynamometer,  it  was  taken 
to  the  wprks  of  the  I.  P.  Morris  Co.,  and  driven  by  an  engine  of 
9"  bore  and  18"  stroke,  and  the  amount  of  power  consumed  de- 
termined from  the  indicator  diagrams.  This  determination  was 
sufficient  to  demonstrate  the  fact  that  this  machine  possesses  no 
economical  advantages  over  the  smaller  one  of  the  same  make, 
but  the  power  consumed  is  omitted  from  the  table  of  results,  as 


Fig.  16. 

comparisons  based  on  the  different  methods  would  be  obviously 
unsatisfactory. 

The  following  is  a  description  of  the  machines  submitted  to 
examination.     Their  dimensions  are  given  in  Table  IIL 

The  Gramme  machine,  fig.  16,  consists  of  two  cylindrical 
electro-magnets,  with  their  combined  poles  extended  by  pieces 
of  such  shape  as  nearly  to  envelop  the  armature  which  rotates 
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between  them,  fig&  17  and  18.  The  armature  is  composed  of 
a  ring  of  soft  iron,  with  insulated  copper  wire  wound  over  its 
entire  surface.  This  wire  is  divided  into  sixty  coUs,  connected 
successively  at  their  ends,  and  the  loops  thus  formed  between 
each  pair  of  coils  are  connected  to  the  copper  strips  of  the  com- 
mutator. Fig.  18  represents  the  mode  of  winding  this  wire  on 
the  ring,  only  a  few  turns,  however,  being  shown. 

The  commutator  consists  of  copper  strips  equal  in  number  to 
the  armature  coils,  placed  radially  edgewise  around  the  shaft  of 
the  machine,  and  insulated  from  each  other  and  the  shaft,  thus 
forming  a  cylinder,  the  surface  of  which  is  composed  of  alter- 
nate strips  of  copper  and  insulating  material     Upon  the  sur- 


l^.  17. 
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face  of  the  commutator  rest  bundles  of  soft  iron  wire,  by  which 
the  currents  generated  in  the  armature  coils  are  conducted  to 
the  external  circuit  As  the  armature  is  rotated  between  the 
poles  of  the  field  magnets,  currents  of  electricity  are  generated. 
These  machines  are  also  constructed  with  two  conmiutators, 
each  connected  respectively  to  alternate  armature  coils,  in  which 
case  the  external  circuit  can  be  divided ;  but  it  is  usual  to  pass 
both  currents  through  the  field  coils,  and  then  join  them  in  the 
external  circuit.  This  machine  runs  smoothly  and  very  quietly, 
with  few  or  no  sparks  at  the  commutator,  and  very  little  heating, 
the  temperature  of  the  armature  being  about  98°  Fahr.  after 
running  nearly  five  hours. 


brush's  dynamo  machine. 
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The  Brush  machine,  fig.  19*,  has,  for  its  magnetic  field,  two 
horseshoe  electro-magnets,  with  their  like  poles  facing  each  other, 
at  a  suitable  distance  apart,  the  circular  armature  rotating 
between  them. 

In  this  machine  the  currents  are  generated  in  coils  of  copper 
wire,  wound  upon  an  iron  ring,  constituting  the  armature.  This 
ring  is  not  entirely  covered  by  the  coils,  as  in  the  Gramme 
armature,  but  the  alternate  uncovered  spaces  between  the  coils 
are  almost  completely  filled  by  iron  extensions  from  the  ring, 
thus  exposing  large  surfaces  of  the  armature  ring  for  the  dissi- 
pation of  heat,  due  to  its  constantly  changing  magnetism,  as  in 
the  Pacinotti  machine. 


Fig.  VJ. 

The  ring  revolves  between  the  poles  of  two  large  field  mag- 
nets, the  two  positive  poles  of  which  are  at  the  same  extremity 
of  the  diameter  of  the  armature,  and  the  two  n^ative  poles  •  at 
the  opposite  extremity,  each  pair  constituting  practically  ex- 
tended poles  of  opposite  character. 

The  coils  on  the  armature  ring  are  eight  in  number,  opposite 
ones  being  connected  end  to  end,  and  the  terminals  carried  out 
to  the  commutator.  Figs.  20  and  21  show  this  arrangement, 
only  one  pair  of  coils,  however,  being  shown  in  fig.  20  as  con- 
nected.     In  order  to  place  the  commutator  in  a  convenient  posi- 
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tion,  the  terminal  wires  are  carried  through  the  centre  of  the 
shaft,  to  a  point  outside  the  bearings. 

The  commutators  are  so  arranged  that,  at  any  instant,  three 
pairs  of  coils  are  interposed  in  the  circuit  of  the  machine,  work- 
ing, as  it  were,  in  multiple  arc,  the  remaining  pair  being  cut  out 
at  the  neutral  point;  while  in  the  Gramme  machine,  the  num- 
erous armature  coils  being  connected  end  to  end  throughout, 
and  connections  being  made  to  the  metal  strips  composing  the 
commutator,  two  sets  of  coils  in  multiple  arc  are  at  one  time  in- 
terposed in  the  circuit,  each  set  constituting  one  half  of  the 
coils  on  the  armature. 

The  commutator  consists  of  segments  of  brass,  secured  to  & 


H-'II 


F,'j.  20. 


FXj.  21. 


ring  of  non-conducting  material,  caiTied  on  the  shaft  These 
segments  are  divided  into  two  thicknesses,  the  inner  being  per- 
manently secured  to  the  non-conducting  material,  and  the  outer 
ones,  which  take  all  the  wear,  are  fastened  to  the  inner  in  such  a 
manner  that  they  can  be  easily  removed  when  required. 

The  commutator  brushes,  which  are  composed  of  strips  of 
hard  brass,  joined  together  at  their  outer  ends,  are  inexpensive, 
and  easily  renewed  The  high  speed  at  which  these  machines 
are  run,  together  with  the  form  of  the  armature,  cause  the  rota- 
tion of  the  latter  to  be  considerably  resisted  by  the  air,  and  pro- 
duce a  humming  sound,  but  otherwise  they  run  smoothly; 
the  heating  of  the  armature  being  inconsiderable,  not  exceeding 
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one  hundred  and  twenty  degrees  Fahrenheit  after  four  and  three 
quarter  hours'  run.  They  are  simple  in  construction,  all  the 
working  parts  being  easily  accessible,  and  the  cost  of  mainte- 
nance low. 

Fig.  19  represents  the  smaller  Brush  machine,  which  is  iden- 
tical in  mechanical  design  with  the  larger,  except  that  in  the 
former  there  are  two  commutators,  each  of  which  is  connected 
with  alternate  armature  coils. 


Fig,  22 

By  this  arrangement  connections  can  be  so  made  as  to  produce 
electric  currents  of  high  or  low  electromotive  force  (fifty-five 
to  one  hundred  and  twenty  volts,  as  will  hereafter  be  shown),  or 
the  conductor  can  be  divided  into  two  circuits,  each  of  which  can 
be  utilized  for  producing  its  own  light,  or  for  performing  other 
work. 

In  the  Wallace-Farmer  machine,  fig.  22,  the  magnetic  field  is 
also  produced  by  two  horseshoe  electro-magnets,  but  with  poles 
of  opposite  character  facing  each  other.'  Between  the  arms  of 
the  magnets,  and  passing  through  the  uprights  supporting  them, 
is  the  shaft,  carrying  at  its  centre  the  rotating  armatura 
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This  consists  of  a  disk  of  cast  iron,  near  the  periphery  of 
which,  and  at  right  angles  to  either  face,  are  iron  cores,  wound 
with  insulated  wire^  thus  constituting  a  double  series  of  coils. 
These  armature  coils  (figs.  28  and  24)  being  connected  end  to 
end,  the  loops  so  formed  are  connected  in  the  same  manner,  and 
to  a  commutator  of  the  same  construction,  as  that  of  the  Gramme. 
As  the  armature  rotates,  the  cores  pass  between  the  opposed 
north  and  south  poles  of  the  field  magnets,  and  the  current  gene- 
rated depends  on  the  change  of  polarity  of  the  cores.  It  will  be 
seen  that  this  constitutes  a  double  machine,  each  series  of  coils, 
with  its  commutator,  being  capable  of  use  quite  independently 
of  the  other;  but  in  practice  the  electrical  connections  are  so 


Fig,  23. 


Fig.  24. 


made,  that  the  currents  generated  in  the  two  series  of  armature 
coils  pass  through  the  field  magnet  coils,  and  are  joined  in  one 
external  circuit.  This  form  of  armature  also  presents  consider- 
able uncovered  surface  of  iron  to  the  cooling  effect  of  the  air, 
but  its  external  form,  in  its  fan-like  action  on  the  air,  like  that 
of  the  Brush,  presents  considerable  resistance  to  rotation.  In  the 
Wallace-Farmer  machine  there  was  considerable  heating  of  the 
armature,  the  temperature  being  sufficiently  high  to  melt  sealing 


wax. 


The  Brush  and  Wallace-Farmer  machines  were  accompanied 
by  lamps,  or  carbon  holders,  which  were  thought  by  their  makers 
to  present  advantages,  if  not  for  all  machines,  at  least  to  be  espe- 
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cially  adapted  to  the  requirements  of  their  own.  The  usual  Serrin 
lamp,  "which  is  made  by  M.  Breguot  for  the  Gramme  machine, 
did  not  accompany  the  latter.  The  result  of  experiment,  how- 
ever, quickly  established  the  suitability  of  the  Brush  lamp  as  the 
source  of  light  for  all  the  machines,  and  the  same  lamp,  with 
carbons  properly  adjusted  as  to  size,  was  used  for  the  several 
trLal& 


Fig,  26. 

This  lamp  is  shown  in  fig&  25  and  26,  in  which  a  is  a  helix 
of  insulated  copper  wire,  resting  upon  an  insulated  plate,  6,  up- 
held by  the  metallic  post  a  Loosely  fitted  within  the  helix  is 
the  core  d^  partially  supported  by  the  adjustable  springs  e.  The 
rod  /  passes  freely  through  the  centre  of  the  core  d,  and  has  at 
its  lower  end  a  clamp  for  holding  the  carbon  pencil  A  washer, 
Ay  of  brass,  surrounds  the  rod  /  just  below  the  core  d^  and  has 
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one  edge  resting  on  the  lifting  finger  attached  to  the  latter,  while 
the  other  edge  is  overhung  by  the  head  of  an  adjustable  screw 
stop,  oc. 

The  metal  post  c  is  supported  and  guided  by  a  tubular  post, 
I,  secured  to  a  suitable  base  plate.  Attached  to  the  lower  end 
of  the  post  c,  and  passing  out  through  a  slot  in  i,  is  the  arm  y, 
supporting  an  insulated  holder  for  the  lower  carbon. 

If,  now,  one  conducting  wire,  from  the  machine,  be  connected 
to  the  base  plate,  and  the  other  to  the  lower  carbon  holder,  the 
-current  of  electricity  will  pass  up  through  the  posts  i  and  c, 


Fig.  26. 

through  the  helix  a,  rod/  and  the  carbons  k  A,  thus  completing 
the  circuit 

The  axial  magnetism  produced  in  the  helix  will  draw  up  the 
core  d,  and  it,  by  means  of  the  lifting  finger,  will  raise  one  edge 
of  the  washer  A,  which,  by  its  angular  impingement  against  the 
rod/,  clamps  and  lifts  it  to  a  distance  controlled  by  the  adjust- 
able stop  X,  but  separating  the  carbon  points  iax  enough  to 
produce  the  light. 

As  the  carbons  bum  away,  the  increased  length  of  the  electric 
arc  increases  its  resistance  and  weakens  the  magnetism  of  the 
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helix,  and,  therefore,  the  coil,  rod  and  carbon  move  downward 
by  the  force  of  gravity,  until,  by  the  shortening  of  the  arc,  the 
magnetism  of  the  helix  is  strengthened  and  the  downward  move- 
ment arrested.  When,  however,  the  downward  movement  is 
sufficient  to  bring  the  clutch  washer  h  to  the  support  l^  it  will 
be  released  from  the  clamping  effect  of  the  lifting  finger,  and  the 
rod /will  slip  through  until  arrested  by  the  upward  movement 
of  the  core,  due  to  the  increased  magnetism  of  the  helix. 

The  normal  position  of  the  clamp  washer  is  with  the  edge 
under  the  adjustable  stop,  just  touching  the  support  g^  the  office 
of  the  core  being  to  regulate  the  slipping  of  the  rod  through  it. 
If,  however,  the  rod,  from  any  cause,  falls  too  far,  it  will  instantly 
and  automatically  be  raised  again,  as  at  first,  and  the  carbon 
points  thus  continued  at  the  proper  distance  from  each  other. 

In  the  lamp  used  in  these  experiments,  the  helix  was  com- 
posed of  two  separate  insulated  wires  wound  together,  so  that,  by 
means  of  suitable  pin  contacts,  shown  at  the  top  of  fig.  25,  they 
could  be  connected  either  in  couples  or  end  to  end,  thus  varying 
the  intensity  of  the  magnetism  of  the  helix.  This,  in  connection 
with  varying  the  weight  to  be  lifted  by  the  magnetism  of  the 
helix,  either  by  loading  the  core  or  increasing  the  upward  thrust 
of  the  springs,  enabled  us  to  adjust  the  lamp  to  suit  the  varjdng 
qualities  of  the  currents  dealt  with. 

In  order  to  make  the  measurements  as  accurate  as  possible,  it 
was  found  necessary  so  to  arrange  the  apparatus  that  no  reflected 
or  diffused  light  should  fall  on  the  photometer,  and  thus  intro- 
duce an  element  of  error.  The  arxangement  of  the  apparatus  to 
accomplish  this  is  shown  in  fig.  27.  The  electric  lamp  was  en- 
closed in  a  box,  open  at  the  back  for  convenience  of  access,  but 
closed  with  a  non-reflecting  and  opaque  screen  during  the  experi- 
ments. Projecting  from  a  hole  in  the  front  of  the  box  was  a 
wooden  tube,  6,  6"  square  inside  and  8'  long,  with  its  inner  sur- 
face blackened  to  prevent  reflection,  thus  allowing  only  a  small 
beam  of  direct  light  to  leave  the  box.  This  beam  of  light  passed 
into  a  similar  wooden  tube,  c,  placed  at  a  proper  distance  from 
the  first,  and  holding  in  its  further  end  the  standard  candle  cL 
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This  tube  also  held  the  dark  box  of  a  Bunsen  photometer 
moiuited  on  a  slide,  so  as  to  be  easily  adjusted  at  the  proper  dis- 
tance between  the  two  sources  of  light.  A  slit  in  the  side  of  the 
tube  enabled  the  observer  to  see  the  diaphragm.  The  outer  end 
of  the  second  tube  was  also  covered  with  a  non-reflecting  hood, 
and  the  room  was,  of  course,  darkened  when  photometric  mea- 
surements were  taken.  The  rigid  exclusion  of  all  reflected  or 
diffused  light  is  believed  to  be  the  only  trustworthy  method  of 
obtaining  true  results,  and  will,  no  doubt,  account  in  a  large 
measure  for  the  lower  candle  power  obtained  by  these  experi- 
ments than  that  obtained  by  many  previous  experimenters. 

The  difficulties  encountered  in  the  measurement  of  the  light, 


Fig,  27. 

arising  from  the  difference  in  color,  were  at  first  thought  to  be 
considerable,  but  further  practice  and  experience  enabled  the 
observer  to  overcome  them  to  such  an  extent  that  the  error  arising 
from  this  cause  is  inconsiderable,  being  greatly  less  than  that  due 
to  the  fluctuations  of  the  electric  arc. 

The  advantage  to  be  derived  from  using  a  larger  source  of 
light  than  the  standard  candle,  in  measuring  the  electric  light, 
was  considered.  A  gas  flame,  giving  twenty  candles'  light,  and 
the  oxyhydrogen  light,  so  adjusted  as  to  give  seventy  to  one 
hundred  and  thirty-six  candles,  were  carefully  measured  and 
used  as  a  comparison.  Both  of  these  were  found  unsatisfactory, 
and  the  measurements  relied  on  for  our  calculations  were  made 
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entiiely  with  a  standard  candle,  carefully  corrected  for  any 
variation  of  consumption  from  one  hundred  and  twenty  grains 
per  hour. 

Were  much  higher  intensities  of  light  to  be  measured,  it 
would  be  well  to  use,  as  a  means  of  comparison,  a  large  gas 
burner  or  a  multiple  wick  lamp,  such  as  are  employed  in  light- 
house service,  its  power  being  constantly  checked  by  measure- 
ments with  the  standard  candle  and  separate  photometer ;  but, 
with  the  volume  of  Hght  dealt  with  in  these  experiments,  the 
candle  was  sufficiently  large,  and  its  direct  use  greatly  reduced 
the  chance  of  error. 

In  the  earlier  experiments,  measurements  of  light,  current 
and  power  were  made  simultaneously,  thus  establishing  standard 
references  by  which  after  experiments  upon  the  different  points 
were  connected. 

In  determining  the  amount  of  light  produced  by  each  machine, 
it  was  run  continuously  for  from  four  to  five  hours,  and  observa- 
tions made  at  intervals,  care  being  taken  to  maintain  the  speed 
and  other  conditions  normal  One  of  the  most  important  con- 
ditions necessary  to  insure  correct  results  was  the  relative  posi- 
tion of  the  carbon  points.  Great  care  was  taken  that  the  axes 
of  the  two  sticks  or  pencils  of  carbon  were  in  the  same  line,  so 
that  the  light  produced  should  be  projected  equally  in  all  direc- 
tions. Were  the  axes  of  the  carbon  pencils  not  in  the  same 
line,  a  much  greater  quantity  of  light  would  be  projected  in 
one  direction,  and  the  result  of  calculation  of  the  light  pro- 
duced, based  on  the  inverse  square  of  the  distance  from  the 
photometer,  would  be  too  great  or  too  small,  accordingly  as  this 
adjustment  was  in  the  one  or  the  other  direction. 

To  facilitate  observations  during  the  experiments,  there  was  at- 
tached at  e,  to  the  side  of  the  box  a,  holding  the  electric  lamp,  a 
focussing  lens,  with  its  axis  at  right  angles  to  the  beam  of  light, 
to  the  photometer,  and  an  image  projected  upon  a  screen  enabhng 
the  observer  to  see  the  condition  and  position  of  the  carbon 
points  without  fatiguing  the  eye.  Photographs  were  also  taken, 
from  time  to  time,  at  the  moment  of  making  the  photometric 
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observations — thus  securing  a  permanent  record  of  the  condition 
of  the  carbon  pointa 

Another  difficulty  in  determining  the  exact  photometric  value 
of  the  electric  light  is  the  fluctuation,  or  rather,  the  moving 
from  side  to  side,  of  the  electric  arc,  and  great  care  was  taken  so 
to  adjust  the  conditions,  that  the  arc  or  flame  should  be  steady, 
and  equally  distributed  about  the  ends  of  the  carbon  pencils^ 

Figs.  28  to  85  are  full  size,  exact  reproductions  of  the  photo- 
graphs taken,  and  fairly  represent  the  average  condition  of  the 
carbon  when  observations  were  mada 

It  was  found,  that  although  there  was  a  slow  consumption  of 
the  negative  carbon,  there  was,  at  the  same  time,  a  constant 
"  stalagmatic''  growth  of  particles  carried  from  the  positive  car- 
bon by  the  action  of  the  electric  current  These  stalagmites 
assumed  different  forms,  as  shown  in  the  cuts,  but  no  particular 
form  seemed  to  be  produced  by  the  current  from  the  different 
machines,  except  that  the  deposits  on  the  negative  carbon  would 
become  greater  with  increased  current  These  deposits  would 
build  up  gradually  until  they  had  assumed  the  forms  shown  in 
figs.  83  and  35;  then  growing  narrower  near  the  base,  until,  by 
a  weakening  of  the  current  by  this  and  the  consumption  of  the 
upper  carbon,  the  lamp  would  readjust  itself,  and  the  piece 
would  drop  off  The  effect  of  these  growths  on  the  intensity 
of  the  light  was  scarcely  appreciable,  except  for  a  few  seconds 
before  and  after  the  readjustment  of  the  lamp. 

Experiments  were  also  made  to  determine  what  would  be  the 
effect  on  the  amount  of  light  produced  by  so  adjusting  the 
carbons,  that  the  front  edge  of  tiie  upper  one  was  in  line  with 
the  centre  of  the  lower  one.  Fig.  86  shows  such  an  adjustment, 
and  is  from  a  photograph  taken  while  measuring  the  light  pro- 
duced from  the  small  Brush  machine,  running  at  twelve  hundred 
and  fifty  revolutions  per  minute,  and  resulting  as  follows: 

Front 2218  candles. 

Side 678        " 

"    673        " 

B«sk Ill 

3486^=871. 
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The  light  produced  by  the  same  machine,  under  the  same 
conditions,  except  the  carbons  being  adjusted  in  one  vertical 
line,  was  equal  to  that  of  five  hundred  and  twenty-five 
candles.     This  would  seem  to   indicate   that  nearly  sixty-six 


F^,  28. 


Fig.  29. 


F[g  30. 


Fig.  31. 


i 


jF\g,  32.  ♦  Fig.  33.  Fig.  34.  Fig.  36. 

per  cent  more  light  was  produced  by  this  adjustment  of  the 
carbons;  but  a  close  study  of  the  conditions  satisfies  us  that 
such  is  not  the  case,  and  that  there  is  no  advantage  to  be  derived 


♦  The  voltaic  arc  should  haye  been  shown  in  fig.  32  as  in  fig.  34.     All  the 
carbons  used  were  coated  with  copper. 
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from  such  adjustment,  except  when  the  light  is  intended  to  be 
used  in  one  direction  only. 

We  would  here  call  the  attention  of  those  who  may  compare 
our  results  with  those  obtained  at  the  recent  experiments  at 
South  Foreland,  England,  to  the  following  statement  upon  this 
point,  in  the  report  of  Mr.  Ja&  N.  Douglas,  engineer  to  the 
Trinity  House,  page  sixteen  of  the  official  report: 

I  have  found  this  arrangement  of  the  carbons  (the  axis  of 
the  bottom  carbon  nearly  in  the  same  vertical  plane  as  the  front 
of  the  top  carbon),  and  assimiing  the  intensity  of  the  light  with 
the  carbons  having  their  axis  in  the  same  vertical  line  to  be 
represented  by  one  hundred,  the  intensity  of  the  light  in  four 


Fig  36. 

directions  in  azimuth,  say  east,  west,  north  and  south,  will  be 
nearly  as  follows : 

East  or  front  intenaity 387  to  100 

North  or  aide 116  to  100 

South  or    "   116  to  100 

Westorback 38  to  100 

557h-4=139  to  100 
******* 

In  measuring  the  candle  power  of  the  light  produced  by 
each  machine,  I  have  given  the  mean  intensity  obtained  in  the 
direction  of  the  photometer,  the  carbons  in  lamp  working  with 
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the  Holmes  and  Alliance  machines  being  always  arranged  with 
the  axes  in  the  same  vertical  line^  and  the  carbons  in  the  lamp 
working  the  Gramme  and  Siemens  machine  being  always  ar- 
ranged with  the  front  edge  of  the  top  carbon  nearly  on  the 
centre  of  the  bottom  carbon. 

It  is,  therefore,  evident  that  the  results  given  by  Mr.  Douglas 
must  be  divided  by  2*87  in  making  a  comparison  with  those 
obtained  by  us. 

Thus,  in  the  table  on  page  31  of  the  official  report,  in  the 
column  headed  light  produced  by  horse  power  in  standard 
candles,  he  gives  for  the  Gramme  machine  condensed  beam 
twelve  hundred  and  fifty -seven ;  but  if  this  be  divided  by  287,  we 
have  four  hundred  and  thirty-eight  candles,  which  is,  no  doubt, 
still  too  high,  our  result  of  three  hundred  and  eighty-three  can- 
dles per  horse  power  for  the  Gramme  being  obtained  under  the 
careful  and  rigid  conditions  before  named. 

In  many  battery  circuits  a  high  external  resistance  may  be 
employed,  and  the  electromotive  force  remain  comparatively 
constant,  while  in  dynamo-electric  machines,  in  which  the  re- 
action principle  is  employed,  the  introduction  of  a  very  high 
external  resistance  into  the  circuit  must  be  necessarily  attended 
by  decided  variations  in  the  electromotive  force,  due  to  changes 
in  the  intensity  of  the  magnetic  field  in  which  the  currents  have 
their  origia  Moreover,  a  considerable  difficulty  is  experienced 
in  the  great  variations  in  the  behavior  of  these  machines  when 
the  resistance  of  the  arc,  or  that  of  the  external  work,  is 
changed  Changes,  due  to  loss  of  conductivity  by  heating,  also 
take  place  in  the  machine  itself. 

The  variations  above  mentioned  are  also  attended  by  changes 
in  the  power  required  to  drive  the  machine,  and  in  the  speed  of 
running,  which  again  react  on  the  current  generated. 

There  are  certain  normal  conditions  in  the  running  of  dy- 
namo-electric machines  designed  for  light,  under  which  all 
measurements  must  be  made,  viz. : 

1.  The  circuit  must  be  closed,  since,  on  opening,  all  electrical 
manifestations  cease. 
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2.  The  circuit  must  be  closed  through  an  external  resistance 
equal  to  that  of  the  arc  of  the  machine. 

3.  The  arc  taken  as  the  standard  must  be  the  normal  arc  of 
the  machine.  This  condition  can  only  be  fulfilled  by  noticing 
the  behavior  of  the  machine  while  running,  as  to  the  absence  of 
sparks  at  the  commutator,  the  heating  of  the  machine,  the  regu- 
larity of  action  in  the  consumption  of  carbons  in  the  lamp,  eta 

4.  The  speed  of  the  machine  must  be,  as  nearly  as  possible, 
constant 

5.  The  power  required  to  maintain  a  given  rate  of  speed  must 
be,  as  nearly  as  possible,  constant 

The  machines  submitted  to  us  for  determinations  were,  as 
already  stated : 

1.  Two  machines  of  different  size,  and  of  somewhat  different 
detailed  construction,  built  according  to  the  invention  of  Mr.  C. 
F.  Brush,  and  styled  respectively  in  our  report  as  A^,  the  larger 
of  the  two  machines,  and  A^,  the  smaller. 

2.  Two  machines  known  as  the  Wallace-Farmer  machines, 
differing  in  size,  and  in  minor  details  of  construction,  and  desig- 
nated respectively  as  B^,  the  larger  of  the  two,  and  B',  the 
smaller.  In  the  case  of  the  machine  B^,  the  experiments  were 
discontinued  after  the  measurement  of  the  resistances  was  made, 
insufficient  power  being  at  our  disposal  to  maintain  the  machine 
at  its  proper  rate  of  speed. 

3.  A  Granune  machine  of  the  ordinary  construction. 

All  the  above  machines  are  constructed  so  that  the  whole  cur- 
rent traverses  the  coils  of  the  field  magnets,  being  single  current 
machines,  in  which  the  reaction  principle  is  employed.  In  the 
case  of  the  machine  designated  A*,  the  commutators  are  so 
arranged  as  to  permit  the  use  of  two  separate  circuits  when 
desired. 

For  the  purpose  of  preserving  a  ready  measure  of  the  current 
produced  by  each  machine,  under  normal  conditions,  a  shunt  was 
/Constructed  by  which  an  inconsiderable  but  definite  proportion  of 
the  current  was  caused  to  traverse  the  coils  of  a  galvanometer, 
thus  giving  with  each  machine  a  convenient  deflection,  which 
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could  at  any  time  be  reproduced.  As  the  interposition  of  this 
shunt  in  the  circuit  did  not  appreciably  increase  its  resistance, 
the  normal  conditions  of  running  were  preserved. 

As  indicating  the  preservation  of  normal  conditions  in  any 
case,  the  speed  of  running  and  the  resistances  being  the  same  as 
in  any  previous  run,  it  was  found  that  when  there  was  an  equal 
expenditure  of  power,  as  indicated  by  the  dynamometer,  the  cur- 
rent produced,  as  indicated  by  the  galvanometer,  was  in  each 
case  the  same. 

Certain  of  the  machines  experimented  with  heated  consider- 
ably on  a  prolonged  run ;  most  of  the  tests,  therefore,  were  made 
when  the  machines  were  as  nearly  as  possible  at  about  the  tem- 
perature of  the  surrounding  air.  It  is  evident  that  no  other 
standard  could  be  well  adopted,  as  under  a  prolonged  run  the 
temperature  of  the  different  parts  of  the  machine  would  increase 
very  unequally ;  and,  moreover,  it  would  be  impossible  to  make 
any  reliable  measurements  of  the  temperatures  of  many  such 
parts. 

In  measuring  the  resistance  of  the  machines,  a  Wheatstone's 
bridge,  with  a  sliding  contact,  was  used  in  connection  with  a  deli- 
cate galvanometer  and  a  suitable  voltaic  battery.  In  taking  the 
resistances  of  the  machines,  several  measurements  were  made 
with  the  armatures  in  different  positions,  and  the  mean  of  these 
measurements  taken  as  the  true  resistance. 

It  was,  of  course,  a  matter  of  the  greatest  importance  to  obtain 
a  value  for  the  resistance  of  the  arc  in  any  case,  since  upon  the 
relative  values,  of  this  resistance,  and  that  of  the  machine,  the 
efficiency  would  in  any  given  case,  to  a  great  extent,  depend.  In 
each  case,  the  arc  of  which  the  resistance  was  to  be  taken  was 
that  which  was  obtained  when  each  machine  was  giving  its  aver- 
age results  as  to  steadiness  of  light  and  constancy  of  the  galvan- 
ometer deflection. 

The  method  adopted  for  the  measurement  of  the  arc  was  that 
of  substitution,  in  which  a  resistance  of  german  silver  wire  im- 
mersed in  water  was  substituted  for  the  arc,  without  altering  any 
of  the  conditions  of  running.     This  substituted  resistance  was 
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afterwards  measured  in  the  usual  way,  and  gave,  of  course,  the 
resistance  of  the  arc.  It  could,  therefore,  when  so  desired,  serve 
as  a  substitute  for  the  arc  No  other  method  of  obtaining  the 
arc  resistance  appeared  applicable,  since  the  constancy  of  the  re- 
sistance of  the  arc  required  the  passage  of  the  entire  current 
through  the  carbona 

It  may  be  mentioned,  as  an  interesting  fact  in  this  connection, 
that  when  the  current  flowing  was  great,  the  arc  corresponding 
thereto  had  a  much  lower  resistance  than  when  the  current  was 
smalL  This  fact  is,  of  course,  due  to  increased  vaporization, 
consequent  on  increased  temperature  in  the  ara 

In  determining  the  true  arc  resistance,  the  resistance  of  the 


Fig,  37. 

electric  lamp  controlling  the  arc  was  measured  separately,  and 
deducted  from  the  result  obtained  vrith  the  german  silver  wire 
substitute. 

For  ease  of  obtaining  a  resistance  of  german  silver  wire  equal 
in  any  case  to  that  of  the  arc,  a  simple  rheostat  was  constructed, 
by  winding,  upon  an  open  frame,  such  a  length  of  wire  as  was 
judged  to  be  in  excess  of  the  resistances  of  any  of  the  arcs  to  be 
measured-  By  means  of  a  sliding  contact,  successive  lengths  of 
the  wire  were  added,  until  the  conditions  as  above  stated  were 
reproduced  Fig.  87  shows  the  arrangement  of  the  rheostat 
With  this  arrangement,  no  difficulty  was  experienced  in  repro- 
ducing the  same  conditions  of  normal  running  as  when  the  aic 
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was  used.  The  same  condacting  wires  were  used  throughout 
these  experiments.  Being  of  heavy  copper,  their  resistance  was 
low,  vizu:  about  -016  ohm. 

Having  thus  obtained  the  circuit  resistances,  we  proceeded  to 
determine  the  value  of  the  current  Here  the  choice  of  a  num- 
ber of  methods  presented  itseli  We  selected  two  methods,  one 
based  on  the  production  of  heat  in  a  circuit  of  known  resistance, 
and  the  other  upon  the  comparison  of  a  definite  proportion  of 
the  current  with  that  of  a  Daniell's  battery. 

In  the  application  of  the  first  method,  eight  litres  of  water,  at 
a  known  temperature,  were  taken  and  placed  in  a  suitable  non- 
conducting vessel  In  this  was  inmiersed  the  german  silver  wire 
before  mentioned,  and  the  sliding  contact  so  adjusted  as  to  afford 
a  resistance  equal  to  that  of  the  normal  arc  of  the  machine  under 
consideration.  This  was  now  introduced  into  the  circuit  of  the 
machina  All  these  arrangements  having  been  made,  the  tem- 
perature of  the  water  was  accurately  obtained,  by  a  delicate  ther- 
mometer, reading  readily  to  quarter  degrees  Fahrenheit  The 
•current  from  the  machine  running  under  normal  conditions  was 
Allowed  to  pass,  for  a  definite  time,  through  the  calorimeter  so 
provided  From  the  data  thus  obtained,  after  making  the  nec- 
essary corrections  as  to  the  weight  of  the  water  employed,  the 
total  heating  effect  in  the  arc  and  lamp,  as  given  in  Table  IV., 
was  deduced. 

Since  the  heat  in  various  portions  of  an  electrical  circuit  is 
■directly  proportional  to  the  resistance  of  those  portions,  the  total 
heat  of  the  circuit  was  easily  calculated,  and  is  given  in  Table 
v.,  in  English  heat  units.  For  ease  of  reference,  the  constant 
has  been  given  for  conversion  of  these  units  into  the  now  com- 
monly accepted  units  of  heat 

Having  thus  obtained  the  heating  effect,  the  electrical  current 
is  readily  determined  by  the  well  known  formula, 
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where  t7=  the  veber  current  per  ohm,  TFthe  weight  of  water  in 
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pounds,  h  the  increase  of  temperature  in  degrees  Fahrenheit,  seven 
hundred  and  seventy-two  Joule's  constant,  R  the  resistance  in 
ohms,  t  the  time  in  seconds,  and  c  the  constant,  "787335  the 
equivalent  in  foot  pounds  of  one  veber  per  ohm  per  second.  The 
currents  so  deduced  for  the  difierent  machines  are  given  in 
Table  VL 

The  other  method  employed  for  obtaining  the  current,  viz.,  the 
comparison  of  a  definite  portion  thereof,  with  the  curreijt  from  a 
DanieU's  battery,  was  as  follows :  a  shunt  was  constructed,  of  which 
one  division  of  the  circuit  was  '12  ohm,  and  the  other  three  thou- 
sand ohms.  In  this  latter  division  of  the  circuit  was  placed  a 
low  resistance  galvanometer,  on  which  convenient  deflections 
were  obtained.  This  shunt  being  placed  in  the  circuit  of  the 
machine,  the  galvanometer  deflections  were  carefully  noted.  To 
the  resistance  afforded  by  the  shunt,  such  additional  resistance 
was  added  as  to  make  the  whole  equal  to  that  of  the  normal  arc 
of  the  machina  These  substituted  resistances  were  inmiersed  in 
water,  in  order  to  maintain  an  equable  temperatura 

Three  Daniell's  cells  were  carefully  set  up  and  put  in  circuit 
with  the  same  galvanometer  used  above,  and  with  a  set  of  stand- 
ard resistance  coils.  Eesistances  were  unplugged  sufficient  to 
produce  the  same  deflections  as  those  noted  with  the  shunt  above 
mentioned.  The  shunt  ratio,  as  nearly  as  could  conveniently  be 
obtained,  was  xzW^'    Then  the  formula, 

5  n  X  1  -079 

where  C  equals  the  veber  current,  s  the  reciprocal  of  the  shunt 
ratio,  n  the  number  of  cells  employed,  1-079  the  assumed  normal 
value  of  the  electro-motive  force  of  a  Danieirs  cell,  and  R  the  re- 
sistances in  the  circuit  with  the  battery,  gives  at  once  the  current 
In  comparison  with  the  total  resistances  of  the  circuit,  the  inter- 
nal resistance  of  the  battery  was  so  small  as  to  be  neglected. 
The  results  obtained  were  as  follows : 
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ShiiDt 
Ratio. 

Number  of 

Daniell*B 

CelU. 

Bedfltances 
Unplugged. 

Speed  of 
Machine. 

Large  finish 

rrhrv 
whfv 

3 
3 
3 
3 
3 

2710  ohms. 
3700      " 
8320      " 
6980      " 
4800      " 

1340  rev. 

Small  Brush 

1400     " 

Wallace-Farmer    

Gramme. ............ 

844     " 

1040     " 

800     " 

The  veber  currents,  as  calculated  from  the  above  data,  are 
given  in  Table  VL 

From  the  results  thus  derived,  the  electro-motive  force  was 
deduced  by  the  general  formula. 

The  electro-motive  force  thus  calculated  will  be  found  in 
Table  VL 

Statements  are  frequently  made,  when  speaking  of  certain  dy- 
namo-electric machines,  that  they  are  equal  to  a  given  number 
of  Daniell*s,  or  other  well  known  battery  cells.  It  is  evident, 
however,  that  no  such  comparison  can  properly  be  made,  since 
the  electro-motive  force  of  a  dynamo-electric  machine,  in  which 
the  reaction  principle  is  employed,  changes  considerably  with 
any  change  in  the  relative  resistances  of  the  circuit  of  which  it 
forms  a  part,  while  that  of  any  good  form  of  battery,  disregard- 
ing polarization,  remains  approximately  constant  The  internal 
resistance  of  dynamo-electric  machines  is,  as  a  rule,  very  much 
lower  than  that  of  any  ordinary  series  of  battery  cells,  as  gener- 
ally constructed;  and,  therefore,  to  obtain  with  a  battery,  condi- 
tions equivalent  to  those  in  a  dynamo-electric  machine,  a  suffi- 
cient number  of  cells  in  series  would  have  to  be  employed  to 
give  the  same  electro- motive  force;  while,  at  the  same  time,  the 
size  of  the  cells,  or  their  number  in  multiple  arc,  would  require 
to  be  such  that  the  internal  resistance  should  equal  that  of  the 
machina 

Suppose,  for  example,  that  it  be  desired  to  replace  the  large 
Brash  machine  by  a  battery  whose  electro-motive  force  and  in- 
ternal and  external  resistances  are  all.  equal  to  that  of  the 
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machine,  and  that  we  adopt  as  a  standard  a  Danieirs  cell,  of  an 
internal  resistance  of,  say,  one  ohm.  Referring  to  Table  VL,  the 
electro-motive  force  of  this  machine  is  about  thirty-nine  volts,  to 
produce  which  about  thirty-seven  cells,  in  series,  would  be  re- 
quired ;  but,  by  Table  IV.,  the  internal  resistance  of  this  machine 
is  about  49  ohm.  To  reduce  the  resistance  of  our  standard  cell 
to  this  figure,  when  thirty-seven  cells  are  employed  in  series, 
seventy-six  cells,  in  multiple  arc,  would  be  required.  Therefore, 
the  total  number  of  cells  necessary  to  replace  this  machine 
woxdd  equal  thirty-seven  by  seventy-six,  or  two  thousand  eight 
hundred  and  twelve  cells,  working  over  the  same  external  resist- 
ance. It  must  be  borne  in  mind,  however,  that  although  the 
machine  above  mentioned  is  equal  to  two  thousand  eight  hun- 
dred and  twelve  of  the  cells  taken,  that  no  other  arrangement  of 
these  cells  than  that  mentioned,  viz.,  seventy-six  in  multiple  arc, 
and  thirty-seven  in  series,  could  reproduce  the  same  conditions, 
and,  moreover,  the  external  resistances  must  be  the  same.  The 
same  principles,  applied  to  the  other  machines,  would,  when  the 
internal  resistance  was  great,  require  a  large  number  of  cells,  but 
arranged  in  such  a  way  as  to  be  extremely  wasteful,  from  by  far 
the  greater  portion  of  tbe  work  being  done  in  overcoming  the 
resistance  of  the  battery  itself. 

The  true  comparative  measure  of  the  efficiency  of  dynamo- 
electric  machines  as  means  for  converting  motive  power  into 
work  derived  from  electrical  currents,  whether  as  light,  heat  or 
chemical  decomposition,  is  found  by  comparing  the  units  of  work 
consumed  with  the  equivalent  units  of  work  appearing  in  the 
circuit  external  to  the  machina  In  Table  VIL,  the  comparative 
data  are  given.  In  the  first  column  the  dynamometer  reading 
gives  the  total  power  consumed ;  from  which  are  to  be  deducted 
the  figures  given  in  the  second  column,  being  the  work  expended 
in  friction,  and  in  overcoming  the  resistance  of  the  air ;  although, 
of  course,  it  must  be  borne  in  mind,  that  that  machine  is  the 
most  economical  in  which,  other  things  being  equal,  the  resist- 
ance of  the  air  and  the  friction  are  the  least  The  third  column 
gives  the  total  power  expended  in  producing  electrical  effects,  a 


70  THE   KLKCTRIC  LIGHT. 

portion  only  of  which,  however,  appears  in  the  effective  circuit, 
the  remainder  being  variously  consumed  in  the  production  of 
local  circuits  in  the  different  masses  of  metal  composing  the 
machinea  This  work  eventually  appears  as  heat  in  the  machine. 
Columns  four,  five  and  six  give  respectively  the  relative  amounts 
of  power  variously  appearing  as  heat  in  the  arc,  in  the  entire 
circuit,  and  as  heat  due  to  local  circuits  in  the  conducting  masses 
of  metal  in  the  machine,  irrespective  of  the  wire.  This  latter 
consumption  of  force  may  be  conveniently  described  as  due  to 
the  local  action  of  the  machine,  and  is  manifestly  comparable  to 
the  well  known  local  action  of  the  voltaic  battery,  since  in  each 
case  it  not  only  acts  to  diminish  the  effective  current  produced, 
but  also  adds  to  the  cost 

We  desire  to  call  attention  to  the  fact,  that  in  all  the  determi- 
nations conducted  by  us,  we  have  been  particularly  careful  to 
insure  a  definite  relation  between  the  external  and  internal  re- 
sistances in  each  case — a  condition  of  paramount  importance  in 
the  effective  working  of  these  machines.  It  is  evident,  indeed, 
that  no  determinations  made  with  an  unknown  or  abnormal  ex- 
ternal resistance  can  be  of  any  value,  since  the  proportion  of  work 
done,  in  the  several  portions  of  an  electrical  circuit,  depends  upon, 
and  varies  with,  the  resistances  they  offer  to  its  passaga  If, 
therefore,  in  separate  determinations  with  any  particular  machine, 
the  resistance  of  that  part  of  a  circuit  of  which  the  work  is  meas- 
ured be,  in  one  instance  large,  in  proportion  to  that  of  the  re- 
mainder of  the  circuit,  and  in  another  small,  the  two  measure- 
ments thus  made  would  give  widely  different  results,  since  m  the 
case  where  a  large  resistance  was  interposed  in  this  part  of  the 
circuit,  the  percentage  of  the  total  work  appearing  there  would 
be  greater  than  if  the  small  resistance  had  been  used. 

When  an  attempt  has  been  made  to  determine  the  efficiency 
of  a  single  machine,  or  of  the  relative  efficiency  of  a  number  of 
machines,  by  noting  the  quantity  of  gas  evolved  in  a  voltameter, 
or  by  the  electrolysis  of  copper  sulphate  in  a  decomposing  cell, 
when  the  resistance  of  the  voltameter  or  decomposing  cell  did 
not  represent  the  normal  working  resistance,  it  is  manifest  that 
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the  resnlts  cannot  properly  be  taken  as  a  measure  of  the  actual 
efficiency. 

In  Table  IV.  it  will  be  found,  that  in  general,  where  the  machine 
used  had  a  liigh  internal  resistance,  the  arc  resistance  normal  to 
it  was  also  high,  but  they  are  not  necessarily  dependent  upon 
each  other.  The  arc  resistance  depends  on  the  intensity  of  the 
current^  the  nature  of  the  carbons,  and  on  their  distance  apart 
Other  conditions  being  the  same,  the  resistance  of  the  arc  is  less 
when  the  current  is  great 

Since  all  the  machines  examined  were  built  for  lighting,  it 
will  readily  be  seen  that,  other  things  being  equal,  that  machine 
is  the  most  economical  in  which  the  work  done  in  the  arc  bears 
a  considerable  proportion  to  that  done  in  the  whole  circuit,  and 
since,  with  any  given  current,  the  work  is  proportional  to  the  re- 
sistance, we  have  in  Table  IV.  the  data  for  comparison  in  this 
regard.  For  example,  in  the  second  determination  of  A*,  the 
laige  Brush  machine,  the  resistance  of  the  arc  constitutes  con- 
siderably more  than  one  half  the  total  resistance  of  the  entire 
circuit,  while  in  B',  the  small  Wallace-Farmer  machine,  it  con- 
stitutes somewhat  more  than  one  third  the  total  resistance. 
These  relative  resistances  give,  of  course,  only  the  proportion  of 
the  current  generated,  which  is  utilized  in  the  arc  as  light  and 
heat,  the  conditions  of  power  consumed  to  produce  the  current 
not  being  there  expressed. 

During  any  continued  run,  the  heating  of  the  wire  of  the 
machine,  either  directly  by  the  current,  or  indirectly  from  con- 
duction from  those  parts  of  the  machine  heated  by  local  action, 
as  explained  in  a  former  part  of  this  report,  produces  an  increased 
resistance,  and  a  consequent  falling  off  in  the  effective  current 
Thus,  in  Table  IV.,  at  the  temperature  of  73-5^  Fahr.,  A^,  the 
large  Brush  machine,  had  a  resistance  of  "485  ohm,  while  at 
eighty-eight  degrees  Fahrenheit,  at  the  armature  coils,  it  was 
'495  ohm.  These  differences  were  still  more  marked  in  the  case 
of  BK 

In  A*,  the  small  Brush  machine,  it  will  be  noticed  that  two 
separate  values  are  given   for  the  resistance  of  the  machine^ 
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These  correspond  to  different  connections,  viz.,  the  resistanoe, 
1*289  ohms,  being  the  connection  at  the  commutator  for  low  re- 
sistance, the  double  conducting  wires  being  coupled  in  multiple 
arc,  while  5-044  ohms  represent  the  resistance  when  the  sections 
of  the  double  conductor  are  coupled  at  the  commutator  in  series. 

Referring  to  Table  V.,  the  numbers  given  in  the  column 
headed  "  Heat  in  arc  and  lamp,"  are  the  measure  of  the  total 
heating  power  in  that  portion  of  the  circuit  external  to  the 
machine.  They  do  not,  however,  in  the  case  of  any  machine, 
represent  the  energy  which  is  available  for  the  production  of 
light,  which  depends  also  on  the  nature  and  the  amount  of  the 
resistance  over  which  it  is  expended.  For  example,  the  heat  in 
arc  and  lamp  are  practically  the  same  in  each  of  the  Brush 
machines,  if  the  measurement  of  the  smaller  of  these  machines 
be  taken  at  the  higher  speed.  The  amount  of  light  produced, 
however,  is  not  the  same  in  these  two  instances,  being  consider- 
ably greater  in  the  case  of  the  larger  machine.  The  explanation 
of  this  apparent  anomaly  is  undoubtedly  to  be  found  in  the  dif- 
ferent resistances  of  the  arcs  in  the  two  cases.  In  the  large 
Brush  machine  the  carbons  are  nearer  together  than  when  the 
small  machine  is  used.  This  suggests  the  very  plausible  expla- 
nation, that  the  cause  of  the  difference  is  to  be  attributed  to  the 
fact,  that,  although  the  total  heating  effect  is  equal  in  each  case, 
when  the  large  machine  is  used,  the  heat  produced  is  evolved  in 
a  smaller  space,  and  its  temperature,  and  consequent  light  giving 
power,  thereby  largely  increased. 

It  would  seem,  indeed,  that  any  future  improvements  made  in 
the  direction  of  obtaining  an  increased  intensity  of  light  from 
a  given  current,  will  be  by  concentrating  the  resistance  normal 
to  the  arc  in  the  most  limited  space  practicable,  thereby  increas- 
ing the  intensity  of  the  heat,  and,  consequently,  its  attendant  light 

It  may  be  noted,  in  this  connection,  that  in  all  the  cases  in 
which  the  resistance  of  the  arc  was  low,  the  photometric  inten- 
sity was  high.  This,  indeed,  might  naturally  be  expected,  since 
a  great  intensity  of  heat  would,  under  existing  conditions  of  the 
use  of  the  arc,  admit  of  increased  vaporization,  and  consequent 
lowering  of  the  resistanca 
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In  the  column  headed  "Total  heat  of  circuit,"  are  given  the 
quantities  of  heat  developed  in  the  whole  circuit,  which  num- 
bers, compared  with  those  in  the  preceding  column,  furnish  us 
with  the  relative  proportions  of  the  work  of  the  circuit,  which 
appear  in  tho  arc  and  lamp. 

The  column  headed  "  Heat  per  ohm  per  second,"  gives  the 
relative  work  per  ohm  of  resistance  in  each  case,  and  these  num- 
bers, multiplied  by  the  total  resistance,  give  the  total  energy  of 
the  current  expressed  in  heat  units  per  second. 

In  Table  VL  are  given  the  results  of  calculation  and  measure- 
ment, as  to  the  electric  work  of  each  machine.  It  is  evident,  to 
those  acquainted  with  the  principles  of  electrical  science,  that  in 
the  veber  current  and  the  electro-motive  force,  we  have  the  data 
for  comparing  the  work  of  these  machines  with  that  of  any  other 
machine  or  battery,  whether  used  for  light,  heat,  electrolysis,  or 
any  other  form  of  electrical  work. 

As  might  be  supposed,  the  values  given  in  Table  VL,  of  the 
veber  current,  approximate  relatively  to  the  photometric  values, 
as  will  be  seen  from  an  examination  of  that  part  of  the  general 
report  of  the  committee  relating  to  photometric  measurementa 

The  values  of  the  veber  current,  as  deduced  from  the  heat 
developed,  and  from  the  comparison  with  a  Daniell's  cell,  do  not 
exactly  agree ;  nor  could  this  have  been  expected,  when  the 
difficulty  of  minutely  reproducing  the  conditions  as  to  speed, 
resistance,  etc.,  is  considered. 

By  comparison  of  the  electro-motive  force  of  the  diJBEerent 
machines,  it  appears  that  no  definite  unit  seems  to  have  been 
aimed  at  by  all  the  makers  as  that  best  adapted  to  the  produc^ 
tion  of  light 

Table  VIL  is  designed  especially  to  permit  a  legitimate  com- 
parison of  the  relative  efficiency  of  the  machines,  as  well  as  their 
actual  efficiency  in  converting  motive  power  into  current.  The 
actual  dynamometer  reading  for  which  we  are  indebted  to  the 
subcommittee  on  the  measurements  of  power,  is  given  in  the 
firat  column.  On  account  of  diflEerences  of  construction,  and 
difierences  in  speed  of  running,  the  friction  and  resistance  of  the 
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idr  vary  greatly,  being  least  with  the  Gramme,  as  might  be  ex- 
pected, since  the  form  of  the  revolving  armature,  and  the  speed 
of  the  machine,  conduce  to  this  result  This  is,  of  course,  a 
point  greatly  in  favor  of  the  Gramme  machine. 

That  portion  of  the  power  expended  available  for  producing 
current  is  given  in  the  third  column,  being  the  remainder,  after 
deducting  the  friction,  as  before  mentioned ;  but  this  power  is 
not  in  any  case  fully  utilized  in  the  normal  circuit  This  is 
found  to  be  the  case  by  comparing  calculations  of  the  total 
work  of  the  circuit  in  foot  pounds,  as  given  in  the  appropriate 
column,  with  the  amount  expended  in  producing  such  current 

For  instance,  in  the  case  of  A*,  the  large  Brush  machine,  the 
available  force  for  producing  current  is  89656  1  p.  per  minute, 
of  which  only  58646  reappear  as  heat  in  the  circuit  The  bal- 
ance is  most  probably  expended  in  what  we  have  termed  local  ac- 
tion^  that  is,  the  production  of  local  currents  in  the  various  con- 
ducting masses  of  metal  composing  the  machine.  The  amount 
thus  expended  in  local  action  is  given  in  the  column  designated 
"R  p.  unaccounted  for  in  the  circuit"  A  comparison  of  the 
figures  in  this  column  is  decidedly  in  favor  of  the  Gramme 
machine,  it  requiring  the  smallest  proportion  of  power  expended, 
to  be  lost  in  local  action.  When,  however,  we  consider  that  the 
current  produced  by  the  large  Brush  machine  is  nearly  double 
that  produced  by  the  Gramme,  the  disproportion  in  the  local  ac- 
tion is  not  so  great  The  columns  containing  the  percentages 
of  "Power  utilized  in  the  arc,"  and  "Useful  efEects  after  de- 
ducting friction,"  need  no  special  comment 

The  determination  which  we  have  made,  as  described  in  the 
forgoing  part  of  this  report,  have  enabled  us  to  form  the  follow- 
ing opinions  as  to  the  comparative  merits  of  the  machines  sub- 
mitted to  us  for  examination  : 

1.  The  Gramme  machine  is  the  most  economical,  considered 
as  a  means  for  converting  motive  power  into  electrical  cur- 
rent, giving  in  the  arc  a  useful  result  equal  to  thirty-eight  per 
cent,  or  to  forty-one  per  cent  after  deducting  friction  and  the 
resistance  of  the  air.  In  this  machine  the  loss  of  power  in  friction 
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and  local  action  is  the  least,  the  speed  being  comparatively  low. 
If  the  resistance  of  the  arc  is  kept  normal,  very  little  heating 
of  the  machine  results,  and  there  is  an  almost  entire  absence  of 
sparks  at  the  commutator. 

2.  The  large  Brush  machine  comes  next  in  order  of  efficiency, 
giving  in  the  arc  a  useful  effect  equal  to  thirty -one  per  cent  of 
the  total  power  used,  or  thirty-seven  and  one  half  per  cent  after 
deducting  friction.  This  machine  is,  indeed,  but  little  inferior  in 
this  respect  to  the  Gramme,  having,  however,  the  disadvantages  of 
high  speed  and  a  greater  proportionate  loss  of  power  in  friction, 
eta  This  loss  is  nearly  compensated  by  the  advantage  this 
machine  possesses  over  the  others,  of  working  with  a  high  external, 
compared  with  the  internal  resistance,  thus  also  insuring  compara- 
tive absence  of  heating  in  the  machina  This  machine  gave  the 
most  powerful  current,  and  consequently  the  greatest  light 

8.  The  small  Brush  machine  stands  third  in  efficiency,  giving 
in  the  arc  a  useful  result  equal  to  twenty-seven  per  cent,  or 
thirty-one  per  cent  after  deducting  friction.  Although  some- 
what inferior  to  the  Gramme,  it  is,  nevertheless,  a  machine  admir- 
ably adapted  to  the  production  of  intense  currents,  and  has  the 
advantage  of  being  made  to  furnish  currents  of  widely  varying 
electro-motive  force.  By  suitably  connecting  the  machine,  as  be- 
fore described,  the  electro-motive  force  may  be  increased  to  over 
one  hundred  and  twenty  volts.  It  possesses,  moreover,  the  ad- 
vantage of  division  of  the  conductor  into  two  circuits,  a  feature 
which,  however,  is  also  possessed  by  some  forms  of  other 
machines.  The  simplicity  and  ease  of  repair  of  the  commutator 
are  also  advants^es.     Again,  this  machine  does  not  heat  greatly. 

4.  "The  Wallace-Farmer  machine  does  not  return  to  the  effect- 
ive circuit  as  large  a  proportion  of  power  as  the  other  machines, 
although  it  uses,  in  electrical  work,  a  large  amount  of  power  in 
a  smaU  space.  The  cause  of  its  small  economy  is  the  expendi- 
ture of  a  large  proportion  of  the  power  in  the  production  of  local 
action.  By  remedying  this  defect,  a  very  admirable  machine 
would  be  produced. 

Within  a  short  time  past  a  new  dynamo  machine,  invented 
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by  Mr.  'n'ir<»n  Maxim,  of  this  city,  has  been  brought  out,  and  is 
now  being  introduced  by  the  United  States  Electric  Lighting 
Company.  This  machine  requires  one  and  a  half  horse  power 
to  drive  it  It  weififhs  three  hundred  pounds,  and  produces  a 
light  of  from  1,200  to  2,000  sperm  candles,  according  to  speed. 
The  magnets  are  similar  in  form  to  those  used  by  Dr.  Siemens, 
of  London,  but  the  armature,  or  revolving  portion,  is  a  new 
design,  which  is  said  to  be  free  from  many  objections  common 
to  other  machines.  The  only  point  where  any  considerable 
wear  takes  place  on  these  machines  is  in  the  commutator,  in 
whicK  a  stationary  copper  brush  takes  the  current  from  the 
revolving  part 

In  some  machines  this  portion  has  been  built  into  the  machine, 
so  that  when  it  is  worn  the  whole  machine  would  require  re- 
building in  case  of  repair.  Mr.  Maxim  has  constructed  bis 
machine  so  that  the  removal  of  a  nut  loosens  the  parts  subject 
to  wear,  so  that  they  may  be  replaced  in  a  few  minutes,  and  at  a 
trifling  cost 

Mr.  Maxim  has  also  produced  a  new  lamp,  which  is  shown  in 
the  accompanying  figurea  Fig.  S8  represents  a  vertical  section, 
fig.  S9,  a  perspective  view  of  the  same,  and  fig.  40,  a  detail 
A  is  the  positive  carbon  holder  and  B  the  negative.  The  opera- 
tion of  this  lamp  is  as  follows : 

The  negative  carbon,  which  may  be  six  inches  long,  being 
secured  in  the  lower  holder  B,  the  top  holder  may  be  drawn  up, 
as  the  pinion  that  gears  into  its  rack  is  free  to  turn  in  that 
direction  without  driving  the  train  of  gears.  A  carbon  eleven 
inches  long  may  now  be  inserted  in  the  top  holder,  and  its  point 
brought  in  line  with  the  lower  carbon  by  moving  the  lever  on 
the  back  of  the  carrier. 

The  wires  being  connected  to  the  binding  post  (one  on  each 
side  of  the  lamp),  the  thumb  nut  G-,  being  turned,  will  allow 
the  weight  of  die  positive  carrier  to  rotate  the  train  of  gearing, 
and  by  winding  up  a  cord,  to  draw  the  negative  upward  until 
the  combined  movement  of  both  causes  the  points  of  the  two 
carbons  to  meet    This  will  establish  an  electrical  contact,  the 
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Figs.  39  and  40. 
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current  will  at  once  commence  to  pass,  and  the  electro  magnet  in 
the  bottom  of  the  lamp  will  become  excited  and  draw  down- 
ward the  two  armatures,  one  of  which  draws  down  one  end  of 
the  cord  that  supports  the  negative  carbon,  and  the  other  locks 
the  gearing.  The  separation  of  the  carbons  by  this  downward 
movement  of  the  negative  establishes  the  voltaic  arc,  when  the 
light  comes  out  in  all  its  splendor.  As  the  carbons  waste  away 
the  arc  becomes  longer,  and  the  resistance  to  the  passing  current 
becomes  greater,  its  power  to  excite  the  electro  magnet  corre- 
spondingly decreasing.  The  armature  E  is  drawn  away  from 
the  magnet  by  a  retractile  spring,  the  tension  of  which  is  ad- 
justed by  thumb  screw  D.  When  the  magnetism  is  so  much 
reduced  that  the  pull  of  the  spring  is  greater  than  the  pull  of 
the  magnet,  the  spring  will  force  the  armatures  upward  and  re- 
move the  detent  from  the  ratchet  wheel  F,  thus  allowing  the 
train  of  gears  to  move  so  that  the  carbons  slowly  approach 
each  other,  until  a  point  is  reached  where  the  arc  is  shortened 
sufficiently  to  again  bring  the  magnet  up  to  its  original  strength, 
when  it  will  again  pull  down  the  armature  and  lock  the  gearing. 
A  too  rapid  movement  of  the  parts  is  prevented  by  a  small  fan, 
shown  in  fig.  40.  When  the  carbons  are  drawn  apart  to  a  con- 
siderable distance  and  then  allowed  to  approach,  this  fan  will 
revolve  with  great  speed,  and  its  wings  will  be  spread  by  cen- 
trifugal action  to  their  fullest  extent;  but  when  the  carbons 
touch,  and  the  electrical  current  is  established,  its  speed  is  much 
reduced,  as  the  larger  armature  C  is  drawn  down,  and  it  remains 
in  that  position  while  the  circuit  is  complete.  The  armature 
has  an  attachment  which  is  brought  within  the  field  of  the  ex- 
tended wings,  but  it  cannot  reach  them  when  they  are  closed. 
The  fan,  when  engaged  by  the  attachment,  can  revolve  only  a 
quarter  turn  at  a  time  and  at  a  very  slow  speed. 

When  the  ratchet  F,  on  the  fan  shaft,  is  unlocked,  it  can  re- 
volve rapidly  only  when  the  current  is  broken,  and  when  it  is 
released  to  feed  the  carbons  to  an  already  established  arc,  it  can 
only  turn  at  a  speed  a  little  faster  than  the  actual  consumption 
of  the  carbons.     Should  the  arc  be  broken,  or  the  light  be 
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extinguished,  from  a  high  wind  or  other  cause,  the  laige  arma- 
ture C  will  be  liberated,  and  by  bringing  the  lower  carbon 
against  the  upper  carbon,  it  reestablishes  the  arc  instantly.  A 
too  rapid  movement  is  prevented  by  a  controlling  chamber  or 
dash  pot  in  the  bottom  of  the  lamp.  All  the  comparatively 
heavy  work  of  separating  the  carbons  and  re^tablishing  the 
current  is  done  by  the  armature  C,  while  the  smaller  armature 
E  has  only  to  lock  and  unlock  the  train  of  gearing. 

As  the  distance  to  be  travelled  is  very  slight,  and  the  work  to 
be  done  so  light,  but  very  little  change  in  the  electro-motive 
force  of  the  current  is  required  to  stop  or  start  the  feeding  of 
the  carbons.  The  tension  of  the  spring  that  opposes  the  mag- 
netism can  be  adjusted  from  the  outside  of  the  case  to  balance 
its  pressure  against  a  current  of  any  strength.  Where  great 
nicety  and  steadiness  are  required,  this  lamp  seems  well  adapted 
to  meet  all  requirements.  It  is  small  and  compact,  and  appears 
a  very  substantial  and  beautiful  piece  of  mechanism. 

Fig.  41  is  a  side  elevation  of  a  less  expensive  kind  of  lamp, 
devised  by  the  same  inventor.  In  this  lamp  both  carbon  holders 
are  supported  by  a  cord.  As  the  upper  or  positive  holder  de- 
scends it  drawff  the  cord  over  a  pulley  and  raises  the  negative  just 
one  half  the  distance  travelled  by  the  positive.  When  the  wires 
are  properly  connected  and  the  carbons  are  in  position,  the  top 
holder  may  be  allowed  to  run  down  until  the  two  carbons  meet 
This  establishes  the  circuit  and  excites  the  axial  magnet  in  the 
bottom  of  the  case,  when  the  core  is  drawn  into  the  helix,  and 
the  two  carbons,  through  the  medium  of  levers,  are  drawn  apart 
until  the  magnetism  and  tension  of  the  spring  balance  each 
other ;  and  as  the  carbon  is  burned  away  the  arc  is  lengthened, 
the  magnetism  reduced,  when  the  core  is  drawn  out  of  the  spool, 
thus  feeding  the  carbons  together  as  they  are  consumed  until  the 
parts  have  reached  a  position  where  the  ratchet  on  the  lower 
lever  is  beyond  the  reach  of  the  pawl ;  then  the  core  descends  and 
the  ratchet  revolves,  when  the  carbons  take  a  new  position,  and 
the  feeding  goes  on  as  before.  The  ratchet  wheel  is  prevented 
from  tumicg  more  than  one  tooth  at  a  time  by  a  spring  at  the 
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end  of  the  lower  lever.  The  pull  of  the  rack  is  opposed  to  the 
spring,  and  when  the  pull  is  reduced  by  the  disengagement  of  a 
ratchet  tooth  the  lever,  and  with  it  the  ratchet,  are  forced  down- 
ward, and  the  succeeding  tooth  is  caught  on  the  pawL  The  core 
on  which  the  magnetism  operates  is  connected  with  the  rack  by 


Fig.  41. 


compound  levers,  so  that  by  changing  the  position  of  the  con- 
necting link  the  leverage  can  be  readily  adjusted- 
Adjustments  may  also  be  made  with  the  thumb  nut  on  the 
top  of  the  case,  which  is  attached  to  a  retractile  spring.     While 
this  lamp  is  not  so  susceptible  of  a  very  fine  adjustment,  still,  for 
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some  puipoaes,  it  is  better  than  the  more  expensive  one  just  de- 
scribed. In  places  where  the  speed  of  the  dynamo  machine 
varies  much,  or  where  the  machine  is  of  poor  quality,  it  is  better 
than  the  regular  clock  work  lamp. 

A  new  lamp,  which  is  quite  different  from  anything  before 
made,  is  shown  in  fig.  42.  This  lamp  is  in  two  parts,  connected 
by  vertical  tubes.  The  upper  portion  has  a  device  for  feeding 
the  carbons,  and  the  lower  portion  contains  a  device  for  separa- 
ting them.  The  focus  or  source  of  light  is  always  at  the  same 
place,  as  the  two  carbons  feed  exactly  in  proportion  to  the  ra- 
pidity with  which  they  are  consumed.  This  lamp  will  accom- 
modate itself  to  widely  varying  currents.  Should  a  slackening 
of  the  speed  allow  the  carbons  to  come  completely  together,  they 
would  at  once  draw  apart  on  the  increase  of  speed,  and  they  will 
do  this  any  number  of  times  in  succession ;  or  the  current  may 
be  broken  and  established  any  number  of  times  without  dis- 
arrangement of  the  parts.  This  feeding  has  positive  movement, 
and  is  so  nicely  balanced  that  a  very  slight  change  in  the  length 
of  the  arc  allows  the  carbons  to  feed,  and  should  the  current  be 
broken,  the  lower  carbon,  by  a  very  rapid  movement,  reestablishes 
it  before  the  heat  of  the  carbons  is  perceptibly  diminished,  and 
before  the  magnetism  of  the  machine  is  discharged. 

The  light  from  the  naked  carbon  points  is  dazzling  to  the 
eyes,  and  casts  very  distinct  shadows.  The  light  is  of  wonder- 
ful intensity.  To  diffuse  the  light  without  reducing  it  very 
much,  and  to  make  the  small  point  appear  as  large  as  possible, 
have  been  the  aim  of  the  inventor  in  constructing  this  lamp. 
Above  the  focus  is  a  silvered  reflector,  of  suitable  shape  to  throw 
the  beams  that  would  be  wasted  above  in  a  horizontal  or  down- 
ward direction,  and  from  this  reflector  two  rows  of  prisms  are 
suspended.  One  half  of  the  prisms  are  arranged  with  their  flat 
aide  to  the  light,  and  the  other  half  have  their  angular  side 
toward  the  light  Below  the  focus  is  a  bowl  shaped  glass, 
having  a  zone  ground  just  wide  enough  to  be  always  between 
the  eye  of  a  near  observer  and  the  luminous  arc.  The  j)oint 
from  which  the  light  is  emitted  appears  from  a  distance  diamond 
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Fig.  42. 
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shaped  and  quite  large.  Thus  modified,  the  light  can  be  looked 
at  with  perfect  ease,  while  its  brilliancy  does  not  seem  to  be  at 
all  impaired,  the  ground  glass  portion  of  the  globe  only  being 
between  the  eye  and  the  luminous  point  The  prisms  and  glass 
bowl  enclose  the  light  and  protect  it  from  the  wind.  The  bowl 
is  suspended  by  two  cords  that  pass  over  pulleys  and  are  at- 
tached to  the  reflector.  By  pulling  the  bowl  downward  the  re- 
flector is  raised  up,  thus  opening  a  space  through  which  the  car- 
bons may  be  viewed.  A  pair  of  carbons  f  xf  inch  in  these 
lamps  last  about  three  hours,  and  afford  a  very  steady  light 
Carbons  ^  x  IJ  inch  last  about  ten  hours. 

Electric  light  may  be  utilized  in  two  ways — either  by  power- 
ful foci  illuminating  at  great  distances,  or  by  less  intense  foci, 
giving  a  more  diffused  light,  suitable  for  all  kinds  of  night  work ; 
thus  including  lighthouse  service,  fortifications,  maritime  service, 
stores,  armies  in  action;  and  for  manufactories,  show  rooms, 
open  air  use,  large  workshops,  railroad  depots  and  yards,  wharf 
work,  steamboats,  mines,  theatres,  large  halls,  reading  rooms, 
streets,  squares,  and  many  other  places.  For  these  purposes 
electric  light  is  superior  to  all  others  and  much  cheaper.  Me- 
chanical workshops  have  been  among  the  first  to  make  use  of 
the  electric  light,  also  dyers  and  sugar  refiners,  who  need  a  very 
pure  and  white  light,  and  spinning  mills  and  foundries  have 
adopted  it 

In  the  matter  of  street  illumination  by  electricity  Paris 
originally  took  the  lead  of  the  world,  though  she  has  since  been 
surpassed  by  many  other  cities  both  in  the  United  States  and 
Europe.  The  early  development  of  the  Paris  system,  however, 
gave  it  a  degree  of  importance  which  has  not  been  equalled  else- 
where, and  we  therefore  present  the  following  interesting  de- 
scription of  it,  written  by  Frank  L.  Pope,  Esq.,  on  the  occasion 
of  his  visit  to  the  Paris  Exhibition,  in  1878. 

There  are  at  the  present  time  some  three  hundred  electric 
lamps  nightly  in  successful  operation,  illuminating  the  boule- 
vards, gardens  and  public  buildings  of  Paris,  and  arrangements 
for  lighting  all  the  principal  boulevards  and  places  are  now  in 
progress. 
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The  magneto-electric  apparatus  emplojced  is  a  Gramme  ma^ 
chine,  arranged  for  producing  alternating  currents,  the  field  of 
force  being  fed  by  a  smaller  machine  of  the  continuous  current 
variety.  The  candle  employed  is  the  double  carbon  construction 
of  Jablochkofi.  Owing  to  the  peculiar  arrangement  of  this  alter- 
nating machine,  it  is  possible  to  divide  the  current  so  as  to  fur- 
nish sufficient  electricity  to  sixteen,  or  more,  separate  candles. 
That  this  system,  in  a  scientific  and  practical  point  of  view,  is 
literally  a  brilliant  success  is  sufficiently  evident  to  any  one 
who  has  carefully  watched  its  operation,  night  after  night,  in 
the  streets  and  public  places  of  Paris.  The  quality  of  the 
light  is  pure,  soft  and  white,  the  general  effect  being  not  un- 
like that  of  an  unusually  powerful  moonlight,  but  differs  from 
the  latter  in  the  absence  of  the  heavy,  black  shadows.  These 
are  avoided,  partly  by  placing  the  candles  within  globes  of  opal 
glass,  and  partly  by  placing  the  lamps  at  a  considerable  eleva- 
tion above  the  ground,  perhaps  twenty  feet  or  more.  The  gas- 
lights in  the  vicinity  of  the  Place  de  TOpera  present  an  unusually 
red,  smoky  and  flickering  appearance  in  contrast  with  the  abso- 
lute clearness  and  steadiness  of  the  electric  light  That  the 
system  is  equally  successful  in  an  economical  point  of  view,  in 
some  of  its  applications  at  least,  would  seem  to  admit  of  very 
little  doubt  It  is  possibly  premature  to  assert  that  it  is  destined 
speedily  to  supersede  the  employment  of  gas  for  all  purposes  of 
public  and  general  illumination  on  a  large  scale,  yet  it  must  be 
said  that  such  a  result  seems  exceedingly  probable. 

The  construction  of  the  alternating  current  magneto  machine 
will  be  understood  by  reference  to  figs.  43  and  44,  the  former 
being  a  longitudinal  vertical  section  taken  in  the  plane  of  the 
dotted  line  A  B  C,  in  fig.  44  and  the  latter  an  end  elevation 
(partly  in  section)  of  the  same.  An  exterior  induction  ring 
or  armature  of  soft  iron  is  securely  bolted  to  the  frame  of  the 
machine,  and  is  wound  with  insulated  copper  wire  in  eight  sec- 
tions, each  of  which  consists  of  four  coils  or  subsections,  abed 
(see  fig.  44).  By  reference  to  the  figure  it  will  be  seen  that  the 
wire,  although  continuous,  is  wound  in  the  reverse  directioD 
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upon  each  alternate  one  of  the  eight  sections.  The  inducing 
magnet  T  revolves  within  the  induction  ring,  and  consists  of 
eight  soft  iron  cores,  K  K,  etc.,  projecting  radially  from  a  central 
hub,  H,  which  is  fixed  upon  a  horizontal  axis,  F,  revolving  in 
bearings,  and  provided  with  a  pulley,  which  receives  its  motion 


Fig.  44- 

from  a  belt  driven  by  steam  or  other  power.  Like  the  sections 
of  the  external  ring,  these  radial  cores  are  alternately  wound  with 
right  and  left  handed  coila  The  outer  poles  of  the  cores  are 
fitted  with  enlarged  projecting  pole  pieces,  as  seen  in  fig.  44,  in 
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order  to  increase  the  eflfective  area  of  the  magnetic  field,  by 
means  of  which  the  electric  currents  are  generated.  The  revolv- 
ing compound  radial  magnet,  when  the  machine  is  in  operation, 
is  magnetized  to  saturation  by  the  current  from  a  small  continu- 
ous current  Gramme  machine  of  the  ordinary  well  known  type, 
which  is  driven  from  the  same  motor.  The  same  result  might, 
of  course,  be  produced  by  the  action  of  a  voltaic  battery  of  suf- 
ficient power.  This  inducing  current  is  conducted  to  the  revolv- 
ing magnet  by  means  of  brushes  of  silver  plated  copper  wire,  P, 
pressing  upon  insulated  rings  of  copper  upon  the  shaft  to  which 
the  terminals  of  the  magnet  coils  are  connected.  It  will  be  ob- 
served that  by  this  arrangement  the  pole  changing  commutator, 
which  is  the  most  fruitful  source  of  electrical  and  mechanical 
difficulty  in  the  ordinary  magneto  machines,  is  entirely  done 
away  with,  and  to  this  feature  no  doubt  the  practical  success  of 
this  machine  is  very  largely  due. 

It  has  been  stated  that  the  eight  sections  of  the  soft  iron 
armature  are  each  provided  with  four  coils  or  subsections,  ab  c 
d,  all  wound  in  the  same  direction.  The  object  of  this  arrange- 
ment is  to  enable  a  division  of  the  current  to  be  eflEected  by 
connecting  the  coils  in  various  ways,  the  ends  of  the  latter  being 
brought  to  terminals  or  binding  screws  on  the  outside  of  the 
machine.  By  properly  connecting  these  terminals,  the  current 
produced  by  the  machine  may  be  divided  into  four,  eight,  six- 
teen or  thirty-two  circuits,  as  desired.  For  example,  if  it  is 
required  to  obtain  four  currents  for  four  different  lamps,  it  is 
only  necessary  to  connect  in  one  series  all  the  coils  marked  a,  for 
the  first  circuit ;  all  marked  5,  for  the  second  circuit,  and  so  of 
the  other  two. 

The  principle  of  operation  of  the  machine  is,  of  course,  suffi- 
ciently obvioua  When  the  shaft,  with  its  radial  magnet,  is  made 
to  revolve,  powerful  alternating  currents  are  induced  in  the  coils 
surrounding  the  soft  iron  ring  or  armature,  the  electro-motive 
force  of  which  depends  upon  the  intensity  of  the  magnetism  in 
the  revolving  magnet  and  upon  the  rapidity  of  its  revolutiona 

There  are  at  present  three  si25es  of  this  machine  made,  of 
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which  the  one  shown  in  the  illustration  is  the  largest  The 
weight,  capacity,  and  other  particulars  of  these  are  shown  in  the 
following  table : 


Pabtioulars  of  Machine. 


StzB  OF  Machixe. 


I  2 


Motive  power  required  (horse  power) 

Revolutions  per  minute 

Weight  of  machine  (kilogrammes) 

"        "    copper  wire  (kilogrammes) 

Number  of  Jablochkoff  candles  operated 

Cost  of  machine,  including  small  continuous  current  machine 

(francs) 


16 
600 
650 
103 

16 

10,000 


6 

700 

280 

40 

6 

5,000 


4 

800 

190 

28 

4 

3,600 


The  dimensions  of  the  machine  shown  in  the  figures  are  as 
follows :  Length,  including  shaft  and  pulley,  thirty-five  inchesj 
width  thirty  inches,  and  height  nearly  the  same.  The  extreme 
size  of  the  base  plate  is  twenty-eight  inches  by  thirty,  and  as  the 
drawings  are  made  to  scale,  the  dimensions  of  any  of  the  other 
parts  of  the  machine  may  be  estimated  without  diflSculty. 

It  will  be  seen  that  the  power  required  is  one  horse  power  for 
each  electric  candle,  each  candle  being  calculated  to  be  equal  to 
one  hundred  ordinary  gas  burners.  I  was  informed  that  the  re- 
sults of  the  operation  for  one  year,  at  the  Magazin  du  Louvre, 
showed  that  this  estimate  is  very  nearly  correct  Several  hun- 
dreds of  these  machines  have  been  at  work  in  Paris  during  the 
past  year,  an^l  so  far  as  my  inquiries  extended,  I  could  not  learn 
that  any  of  them  had  required  repairs  or  had  involved  any 
expense  whatever,  except  that  of  lubrication. 

I  was  informed  that  M.  Gramme  was  at  work  on  another  and 
still  smaller  machine,  intended  to  supply  two  candles  only,  which 
is  quite  different  in  construction  from  those  which  have  just  been 
described,  and  from  which  he  expects  to  realize  a  material  saving 
in  the  relative  expense  both  of  first  cost  and  power  consumed  in 
running.  There  is  also  a  Gramme  machine  shown  in  the  Expo- 
sition which  weighs  four  hundred  and  forty-one  pounds,  anci  is 
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said  to  produce  a  light  equal  to  thirty  thousand  candles,  the  cost 
of  which  is  only  about  1,500  francs.  For  practical  purposes, 
however,  this  model  is  not  considered  a  good  one,  as  it  is  much 
more  liable  to  get  out  of  order  than  the  standard  pattern. 

The  electric  candle  of  M.  Paul  Jablochkoff,  which  is  so  ex- 
tensively employed  in  electric  lighting  in  Paris,  in  connection 
with  the  magneto-electric  apparatus  of  M.  Gramme,  is  a  very 
simple  device;  so  simple,  indeed,  that,  as  is  frequently  the  case 
with  the  most  important  and  most  original  inventions,  the  first 
sensation  upon  seeing  it  is  one  of  wonder  that  nobody  ever 
thought  of  it  before. 

The  invention  consists  simply  in  placing  two  carbon  pencils 
side  by  side,  and  insulating  them  from  each  other  by  means  of  a 
thin  plate  of  some  refractory  material  inserted  between  them, 
which  is  a  non-conductor  at  ordinary  temperatures,  but  which 
becomes  a  conductor  when  fused  by  the  action  of  a  powerful 
current  The  most  suitable  material  yet  discovered  for  this  pur- 
pose is  plaster  of  paris,  which  is  used  in  all  the  candles  now  in 
operation.  One  of  the  results  of  the  use  of  this  material  is  to 
impart  to  the  light  a  faint  tinge  of  rose  color,  which  is  by  no 
means  unpleasant  to  the  eye. 

Referring  to  the  illustrations,  a  description  of  the  candles  and 
the  method  of  using  them,  as  employed  in  Paris,  will  now  be 
given.  Fig.  45  is  a  representation,  half  in  elevation  and  half 
in  section,  of  one  of  the  lanterns  in  the  Avenue  de  I'Opera.  Each 
lantern  contains  four  candles,  which  are  brought  into  operation 
successively,  only  one  candle  burning  at  a  time.  This  is  neces- 
sary in  order  to  keep  up  the  light  for  the  required  length  of  time 
each  night,  a  single  candle  as  now  made  lasting  only  one  and  a 
half  hours.  Fig.  46  is  an  enlarged  sectional  view,  showing  the 
candles  and  devices  for  holding  them  in  position.  These  are 
mounted  upon  a  circular  base  of  white  onyic,  A,  which  serves  not 
only  to  support  the  parts,  but  to  insulate  them  from  each  other. 
The  four  candles  are  placed  in  a  corresponding  number  of  clips 
or  candle-holders,  arranged  in  the  form  of  a  cross.  The  candles 
are  surrounded  by  a  globe  of  white  opal  glass,  sixteen  inches  in 
diameter. 
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Fig.  46. 
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The  candle  itself  is  shown  on  a  small  scale  in  fig.  46.  The 
two  cylindrical  pencils  of  compressed  carbon,  c  c,  are  each  two 
hundred  and  twenty-five  mm.  (8*8  inches)  in  length  and  four 
mm.  (0.157  inches)  in  diameter.  The  distance  apart  is  three  mm. 
(0.118  inches).  Fig.  47  shows  the  tip  of  a  candle  of  its  natural 
size,  in  elevation  and  in  section.  The  candle  holder  or  clip  con- 
sists of  two  jaws,  B  B*  (fig.  46),  one  of  which,  B,  is  fixed,  and 
the  other,  B^  is  movable.  The  opposite  faces  of  these  jaws  are 
provided  with  vertical  grooves  of  semicircular  form,  for  grasping 
the  candle.   The  four  fixed  jaws,  B,  in  each  lantern  are  mounted 
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upon  a  common  metallic  base  plate,  A*,  to  which  the  positive 
pole  of  the  circuit  is  connected  by  meaus  of  a  binding  screw,  a. 
Each  movable  jaw,  B^,  is  jointed  by  means  of  a  link,  5,  to  a 
block,  A*,  which  is  provided  with  a  binding  screw,  a^,  to  which 
the  n^ative  conductor  is  attached.  A  spring,  D,  presses  the 
movable  jaw  B*  against  the  candle  C,  and  holds  it  firmly  in 
position.  A  small  metallic  plate  is  attached  to  the  lower  end  of 
each  carbon  pencil  on  opposite  sides  of  the  candle,  in  order  to 
form  a  proper  electrical  connection  with  the  holder.  By  this 
simple  and  effective  arrangement  the  burned  out  candles  may  be 
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replaced  by  new  ones  almost  in  a  moment  There  are,  of  course, 
four  of  these  movable  jaws  in  each  lantern,  each  having  its  sepa- 
rate binding  screw. 

The  arrangement  of  the  electric  circuits  is  as  follows :  Refer- 
ring to  fig.  44  it  was  stated  that  four  distinct  currents  might  be 
derived  from  the  alternating  magneto  machina  Each  of  these 
currents  is  capable  of  supplying  four  candles  at  a  time,  when 
placed  in  series  in  the  circuit,  for  the  reason  that,  at  the  high  tem- 
perature produced  by  the  action  of  the  light,  plaster  of  paris 
fuses  and  becomes  a  tolerably  gowl  conductor  of  electricity.  A 
conductor  leads  from  the  positive  terminal  of  the  machine  to  an 
ordinary  lever  switch,  placed  in  the  base  of  the  lamp  post,  and 
accessible  by  a  small  door.  This  switch  turns  on  to  five  points, 
four  of  which  are  connected  respectively  with  the  four  movable 
jaws  B^,  of  the  candle  holders,  while  the  fifth  connects  with  the 
return  wire  leading  from  the  central  binding  screw  a.  This 
switch  thus  serves  to  direct  the  cuiTcnt  to  any  one  of  the  four 
candles,  or,  if  necessary,  to  cut  out  the  whole  arrangement  The 
return  wire  from  the  binding  screw  a  leads  to  the  next  lamp 
post,  and  from  that  in  a  similar  manner  to  the  next,  and  so  on 
through  the  four,  after  which  it  returns  to  the  negative  terminal 
of  the  machine.  Three  other  circuits  from  the  machine  are 
arranged  in  the  same  way,  so  that  when  in  operation  there  are 
four  distinct  circuits,  with  four  lights  in  each  circuit,  or  sixteen 
lights  in  alL 

Fig.  48  will  serve  to  give  an  idea  of  the  general  arrangement 
of  the  apparatus.  The  alternate  current  magneto  machine,  which 
supplies  the  current  for  operating  the  lamps,  is  seen  at  the  lower 
right  hand  comer  of  the  figure,  to  the  left  of  which  is  the  con- 
tinuous current  machine  which  supplies  the  field  of  force.  The 
arrangement  of  the  switch  in  connection  with  the  circuits  leading 
to  the  four  candles  will  be  readily  understood  from  the  figure. 

The  conductors  used  are  constructed  of  a  strand  of  seven  No. 
18  B.  W.  G.  wires,  of  tinned  copper,  twisted  together,  and  have 
a  resistance  of  about  one  ohm  to  one  thousand  four  hundred 
feet     These  conductors    are  insulated  with  strips  of   india 
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rubber,  several  thicknesses  of  which  are  wound  on  spirally  and 
united  by  india  rubber  cement  These  are  placed  underground^ 
in  tubes  similar  to  the  vitrified  drain  tile  used  in  this  country.. 
Some  arrangement  of  insulators  (which  was  not  seen)  is  em- 
ployed to  keep  the  wires  from  touching  the  interior  of  the  pipes^ 


It  should  have  been  mentioned  in  its  proper  place,  that  each- 
candle  is  provided  with  a  conducting  tip,  as  shown  as  c^  in  iig. 
47,  consisting  of  a  piece  of  powdered  plumbago  and  gum,  com- 
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pressed  into  a  little  cylinder  about  as  large  as  a  No.  18  wire, 
and  attached  to  the  candle  by  a  strip  of  asbestos.  The  object 
of  this  is  to  complete  the  circuit  when  the  machine  starts,  and 
maintain  it  until  the  fusion  of  the  plaster  of  pans  commences, 
when  the  latter  becomes  sufficiently  conducting,  as  before 
mentioned. 

The  number  of  lamps  now  in  operation  in  the  Place  de  I'Opera 
and  the  avenue  of  the  same  name  is  forty-six ;  but  as  the  two 
lamps  directly  in  front  of  the  opera  house  are  arranged  to  bum 
two  candles  at  a  time,  in  order  to  increase  the  brilliancy  of  the 
illumination,  it  will  be  seen  that  forty-eight  candles  are  in  opera- 
tion at  once.  The  average  distance  apart  of  the  lamps  on  each  side 
of  the  avenue  is  about  one  hundred  and  fifteen  feet  These  forty- 
eight  candles  are  fed  by  three  separate  machines  of  the  kind 
which  has  been  described.  The  greatest  distance  to  which  the 
current  of  any  one  machine  is  transmitted  is  said  to  be  two 
hundred  mfetres  (about  six  hundred  and  fifty  feet).  At  first  it 
was  necessary  to  employ  a  man  to  go  round  to  the  diflEerent 
lamp  posts  at  intervals  of  an  hour  and  a  half,  and  switch  the 
current  to  a  fresh  candle  as  the  old  one  burned  out ;  but  an  auto- 
matic apparatus  has  been  invented  for  doing  this,  which  is  now 
heing  applied,  and  which  will  be  understood  by  reference  to 
fig.  49.  A  and  A^  are  two  candle  holders,  in  which  are  placed 
the  candles  C  C^.  An  upright  angular  lever,  L,  is  pivoted  to  a 
standard,  Z^,  upon  the  base.  A  spring,  5,  presses  against  this  and 
tends  to  throw  it  into  such  a  position  as  to  bring  the  short  arm  I 
of  the  lever  into  contact  with  the  metallic  block  7n,  but  this 
movement  is  prevented  by  a  platinum  wire,  ti;,  which  is  attached 
to  the  top  of  the  lever  L,  and  rests  against  the  insulating  portion 
of  the  candle  C,  at  a  point  near  its  socket  This  arrangement 
forms  an  automatic  shunt,  for  when  the  candle  C  is  burned 
down  far  enough  to  release  the  wire  w,  the  spring  s  throws  the 
lever  L  over,  making  contact  between  /  and  m,  and  thus  bring- 
ing the  candle  C^  into  circuit  This  is  in  like  manner  arranged 
to  bring  the  third  candle  into  circuit  at  the  proper  time,  and 
so  on.  The  substitution  of  one  candle  for  another  produces 
scarcely  any  visible  interruption  of  the  illumination. 
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A  few  words  in  reference  to  the  cost  of  illumination  by  this 
system  may  be  of  interest  by  way  of  conclusion.  The  items  of 
expenditure,  other  than  that  of  interest  on  first  cost,  are  almost 
entirely  for  motive  power,  candles  and  attendance.  The  cost  of 
JablochkoflE  candles  is  given  as  about  fifteen  cents  each.  Mr. 
Stayton,  who  examined  the  apparatus  and  system  in  Paris,  in 
behalf  of  the  vestry  of  Chelsea,  a  parish  of  London,  gives  the 
total  running  expense  of  thirty-two  candles  as  sixteen  shillings 
(nearly  four  dollars)  per  hour.    His  estimate  includes  wages,  coal, 


Fig,  49. 

oil,  waste,  etc,  as  well  as  electric  candles.    This  would  make  the 
expense  per  light  per  hour  about  twelve  cents. 

The  system  now  in  operation  in  the  Place  and  Avenue  de 
rOpera  was  put  up  under  a  contract  with  the  director  of  public 
works  in  Paris,  by  the  General  Electricity  Company,  which  under- 
took to  provide  all  the  apparatus,  and  light  the  lamps  for  a  term 
of  six  months,  covering  the  penod  of  the  Exposition,  for  one 
franc  and  fortj^-'five  centimes  (twenty-nine  cents)  per  light  per 
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bonr.  The  amount  of  light  produced  by  each  electric  candle  is 
variously  stated  from  five  hundred  to  seven  hundred  wax 
candles. 

The  principal  difficulties  in  the  way  of  the  general  adoption 
of  this  light  for  street  purposes,  aside  from  the  original  outlay, 
which  is  a  pretty  serious  item,"  is  the  amount  of  power  required 
for  each  lamp,  and  the  difficulty  of  conveying  the  current  to  any 
considerable  distance  from  the  machine  without  seriously  re- 
ducing its  strength.  These  are  really  the  same  difficulties  in  two 
different  forms.  At  present,  however,  it  certainly  seems  admira- 
bly adapted  for  lighting  large  squares,  places  and  public  build- 
ings, and  it  does  not  seem  unreasonable  to  expect  that  it  will  ere 
long  be  utilized  for  other  purposes,  when  we  consider  what  a 
number  of  inventors,  some  of  them  of  exceptional  ability,  are 
now  at  work  upon  the  problem. 

Anotl^er  machine  for  use  in  electric  lighting,  and  somewhat 
resembling  the  Brush  machine  in  construction,  has  just  been 
brought  out  in  France,  and  is  highly  spoken  of  there.  One  of 
these  machines,  with  eight  magnets  only  (of  the  same  dimen- 
sions as  those  in  the  Alliance  machines^,  will,  it  is  said,  illumin- 
ate frofn  three  to  four  of  the  Jablochkoff  candles  with  an  expen- 
diture of  but  little  over  one  horse  power  for  driving  purposes. 
This  is  considerably  better  than  the  Gramme.  It  gives  reversed 
currents  and  experiences  scarcely  any  heating.  Its  dimensions, 
besides,  are  very  small,  and  the  elementary  parts  simple  in  con- 
struction and  easy  of  adjustment.  A  description  of  this  machine, 
for  which  we  are  indebted  to  the  Telegraphic  Journal,  is  given 
below: 

The  enhanced  effect  of  this  class  of  machines  is  due  to  the 
fact  that  to  the  induction  currents  produced  in  the  coil  of  the 
Gramme  machines  are  added  those  produced  in  ordinary  mag- 
neto electric  machinea 

In  order  to  understand  this,  let  us  imagine  a  Gramme  ring, 
fig.  60,  divided,  for  example,  into  four  sections,  insulated 
magnetically  the  one  from  the  other,  and  forming,  consequently, 
four  electro-magnets,  placed  end  to  end.     Let  us  suppose  that 
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the  iron  core  of  each  of  these  sections  is  terminated  at  each  end 
by  a  piece  of  iron,  A  B,  forming  expanded  prolongations  of  the 
poles ;  and  let  us  suppose  all  these  pieces  to  be  joined  by  pieces 
of  copper,  C  D,  to  form  one  solid  ring,  around  which  are  placed 
permanent  magnets,  N  S,  with  poles  alternating  with  each  other. 
Let  us  examine  what  will  tate  place  when  this  ring  accom- 
plishes a  revolution  upon  itself ;  and  let  us  see,  in  the  first  place, 
what  will  happen  on  the  approximation  of  the  expanded  pole  B, 
as  it  travels  from  left  to  right,  to  the  pole  N.  At  this  moment 
it  will  develop  in  the  electro-magnetic  helix  an  induced  current. 


riy,  50. 

as  in  the  Clark  machine.  This  current  will  be  instantaneous, 
and  in  a  contrary  direction  to  the  Amperian  currents  in  the 
inducing  magnet  It  will  be  very  powerful,  by  reason  of  the 
proximity  of  B  to  the  pole  N ;  but  the  ring,  in  passing  on,  causes 
a  series  of  magnetic  displacements  between  the  pole  N  and  the 
core  A  B,  which  give  rise  to  a  series  of  currents,  which  may  be 
called  currents  of  polar  introversion,  from  B  to  A.  These  cur- 
rents will  be  direct  in  relation  to  those  in  N,  but  they  are  not 
instantaneous,  and  they  increase  in  energy  from  B  to  A 
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To  these  currents  will  be  joined  simultaneously  the  currents 
(of  djmamic  induction)  resulting  from  the  passage  of  the  helix 
before  the  pole  N.  •  When  A  leaves  N  a  demagnetization  cur- 
rent is  produced,  equal  in  energy,  and  in  the  same  direction,  as 
the  magnetization  current  due  to  the  approximation  of  B  to  N. 
Thus  we  get  reverse  induced  currents  through  the  approach  and 
recession  of  B  and  A  ;  direct  induced  currents  during  the 
passage  of  the  core  A  B  before  the  inductor ;  direct  induced 
currents  resulting  from  the  passage  of  the  helix  in  front  of  N. 
All  these  inductive  effects  are  thus  accumulated  in  this  combina- 
tion ;  there  are  also  currents  resulting  from  lateral  reaction  of 
A  B  upon  neighboring  poles. 

To  still  further  augment  the  effects  of  induction,  M.  de 
M^ritens,  the  inventor,  makes  the  core  and  appendages  of  thin 
plates  of  iron,  cut  out  and  placed  together,  to  the  number  of 
fifty,  each  one  millimetre  thick.  The  coils  are  so  arranged  that 
they  can  be  connected  in  scries  or  for  quantity. 

In  fig.  60  we  have  considered  only  four  sections,  but  there 
are,  in  fact,  more  than  this ;  the  model  to  which  we  have  referred 
possessing  sixteen,  which  are  mounted  on  a  bronze  wheel, 
centred  on  the  motor  shaft  The  inductor  magnets  are  placed 
above  the  wheel  and  strongly  fixed  horizontally  to  two  bronze 
frame& 

A  little  consideration  will  show  that  the  ring  is  constructed 
under  the  best  possible  condition.  In  fact,  as  each  section  is 
separate,  it  may  be  dismounted  singly,  and  consequently,  the 
wire  can  be  wound  on  without  difficulty.  Those  who  know  the 
difficulty  of  winding  a  Gramme  ring  will  readily  appreciate  this 
advantage.  On  the  other  hand,  the  core  being  composed  of 
plates  which  can  be  at  once  removed  by^releasing  the  key  piece 
is  an  enormous  advantage,  for  it  obviates  the  precision  necessary 
to  the  construction  of  solid  rings,  which  are  always  difficult 
to  keep  perfectly  true.  Lastly,  there  is  neither  commutator  nor 
collector,  and,  consequently,  no  loss  of  current 

We  have  said  that  this  machine  can  feed  three  or  four 
Jablochkoff  candles  applied  to  an  electric  light  regulator ;  but 
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it  has  also  been  found  competent  to  illuminate  regulators,  even 
when  the  carbons  were  separated  by  a  distance  of  three  and 
a  half  centimetres.  It  is  certain  that  these  results  are  very- 
important,  and  we  may  safely  argue  a  future  for  this  machine. 

As  is  well  known,  when  an  electrical  current,  which  flows 
through  a  conductor  of  considerable  length,  is  suddenly  broken, 
a  bright  flash,  called  the  extra  spark,  appears  at  the  point  of 
separation.  The  extra  spark  will  appear,  although  the  current 
is  not  sufficient  to  sustain  an  arc  of  any  appreciable  length  at 
the  point  of  separation. 

In  the  system  proposed  by  Professors  Thomson  and  Houston, 
one  or  both  of  the  electrodes,  which  may  be  the  ordinary  carbon 
electrodes,  are  caused  to  vibrate  to  and  from  each  other.  The 
electrodes  are  placed  at  such  a  distance  apart  that  in  their  moticHi 
towards  each  other  they  touch,  and  afterwards  recede  a  distance 
apart  which  can  be  regulated.  These  motions  or  vibrations  are 
made  to  follow  one  another  at  such  a  rate,  that  the  eflEect  of  the 
light  produced  is  continuous;  for,  as  is  well  known,  when 
flashes  of  light  follow  one  another  at  a  rate  greater  than  twenty- 
five  to  thirty  per  second,  the  effect  produced  is  that  of  a  con- 
tinuous light.  The  vibratory  motions  may  be  communicated  to 
the  electrodes  by  any  suitable  device,  such,  for  example,  as 
mechanism  operated  by  a  coiled  spring,  a  weight,  compressed 
air,  etc. ;  but  it  is  evident  that  the  current  itself  furnishes  the 
most  direct  method  of  obtaining  such  motion,  as  by  the  use  of 
an  automatic  vibrator  or  an  electric  engine. 

In  practice,  instead  of  vibrating  both  electrodes,  it  has  been 
found  necessary  to  give  motion  to  one  only;  and  since  the 
negative  electrode  may  be  made  of  such  size  as  to  waste  very 
slowly,  motion  is  imparted  to  it  in  preference  to  the  positive. 
The  carbon  electrodes  may  be  replaced  by  those  of  various 
substances  of  sufficient  conducting  power. 

In  this  system,  when  desired,  an  independent  battery  circuit 
is  employed  to  control  the  extinction  and  lighting  of  each  lamp. 

The  following  is  a  description  of  one  of  the  forms  of  the  elec- 
tric lamp  devised  to  be  used  in  connection  with  the  systenu 
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A  flexible  bar,  6,  of  metal,  fig.  51,  is  firmly  attached  at  one 
of  its  ends  to  a  pillar,  ^,  and  bears  at  its  other  end  an  iron  anna- 
ture,  a,  placed  opposite  the  adjustable  pole  piece  of  the  electro 
magnet  m,     A  metal  collar,  c,  supports  the  negative  electrode, 


Su 


Fig,  51. 


the  positive  electrode  being  supported  by  an  arm,  j\  attached  to 
the  pillar^. 
TTie  pillar  p  is  divided  by  insulation  at  i  into  two  sections,  the 
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upper  one  of  which  conveys  the  current  from  the  binding  post 
marked  -j-j  to  the  arm  jy  and  the  rod  R,  supporting  the  ix)sitive 
electrode.  The  magnet  m  is  placed,  as  shown  by  the  dotted 
lines,  in  the  circuit  which  produces  the  light  The  pillar  p  is 
hollow,  and  has  an  insulated  conducting  wire  enclosed,  which 
connects  the  circuit  closer  v  to  tlie  binding  post  marked  — . 
The  current  is  conveyed  to  the  negative  electrode,  through  b  and 
the  coils  of  the  magnet  m.  When  the  electrodes  are  in  contact, 
the  current  circulating  through  vi  renders  it  magnetic  and 
attracts  the  armature  a,  thus  separating  the  electrodes,  when,  on 
the  weakening  of  the  current,  the  elasticity  of  the  rod  h  again 
restores  the  contact  During  the  movement  of  the  negative 
electrode,  since  it  is  caused  to  occur  many  times  per  second,  the 
positive  electrode,  though  partially  free  to  fall,  cannot  follow  the 
rapid  motions  of  the  negative  electrode;  and,  therefore,  does  not 
rest  in  permanent  contact  with  it  The  slow  fall  of  the  positive 
electrode  may  be  insured  either  by  properly  proportioning  its 
weight,  or  by  partly  counterpoising  it  The  positive  electrode 
thus  becomes  self-feeding. 

The  rapidity  of  movement  of  the  negative  carbon  may  be 
controlled  by  means  of  the  rigid  bar  /,  which  acts,  practically, 
to  shorten  or  lengthen  the  part  vibrating. 

In  order  to  obtain  an  excellent,  but  free  contact  of  the  arm/ 
with  the  positive  electrode,  the  rod  r,  made  of  iron  or  other  suit- 
able metal,  passes  through  a  cavity,  5,  fig.  62,  filled  with  mer- 
cury, placed  in  electrical  contact  with  the  arm  j.  Since  the 
mercury  does  not  wet  the  metal  rod  r,  or  the  sides  of  the  open- 
ing through  which  it  passes,  free  movement  of  the  rod  is  allowed 
without  any  escape  of  the  mercury.  We  believe  that  this 
feature  could  be  introduced  advantageously  into  other  forms  of 
electric  lamps. 

In  order  to  prevent  a  break  from  occurring  in  the  circuit, 
when  the  electrodes  are  consumed,  a  button,  w,  fig.  61,  is  attached 
to  the  upper  extremity  of  the  rod  R,  at  such  a  distance  that  when 
the  carbons  are  consumed  as  much  as  is  deemed  desirable,  it 
comes  into  contact  with  a  tripping  lever,  r,  which  then  allows  two 
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conducting  plugs,  attached  to  the  bar  v,  to  fall  into  their  respect- 
ive mercury  cups,  attached,  respectively,  to  the  positive  and 
negative  binding  posts  by  a  direct  wire.  This  action  practically 
cuts  the  lamp  out  of  the  circuit  i| 

Another  form  of  electrical  lamp,  devised  recently  by  M. 
Eeynier,  is  shown  in  figs.  53  to  56.  The  action  of  this  lamp 
is  based  upon  the  well  known  principle  that  if  a  very  intense 
current  of  electricity  be  led  through  a  resisting  and  refractory 
conductor,  such  as  a  pencil  of  carbon,  the  temperature  of  this 
wnductor  may  rise  to  a  dazzling  white  heat,  and  it  will  then 
emit  a  vivid  light     The  principal  difficulty  to  be  overcome  in 


Fig.  62. 

the  electrical  lamp  is  to  limit  the  undue  waste  of  the  luminous 
conductors — a  waste  which  is  very  rapid,  even  in  an  enclosed 
space,  on  account  of  the  volatilization  and  disaggregation  of  the 
carbon  pencils ;  and  which  is  greatly  accelerated  in  the  open  air 
by  the  rapid  combustion  of  the  incandescent  carbon. 

In  the  various  systems  of  electrical  lamps  with  continuous 
conductors  heretofore  proposed,  the  renewing  of  the  carbon 
points  is  performed  in  the  following  manner :  The  incandescent 
pencil  is  placed  in  the  circuit,  with  fixed  contacts,  and  remains 
part  of  the  same  until  broken  by  being  consumed.  The  light  is 
then  extinguished.     The  current  now  suddenly  passes  from  this 
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carbon  to  another,  which  is  consumed,  the  circuit  broken  in  its 
turn,  and  so  on. 

This  method  is  open  to  many  objections ;  there  is  an  inter- 
ruption of  the  current,  accompanied  by  an  extinction  of  light 
at  every  rupture  of  the  pencil.  The  luminous  intensity  varies 
continually  on  account  of  the  gradual  thinning  of  the  carbon. 
The  conductor  only  gives  its  maximum  of  light  at  the  moment 
next  to  that  of  rupture.  Finally,  the  proposed  apparatus  can 
scarcely  work  except  in  an  enclosed  space. 

In  the  new  system  here  referred  to  the  renewal  of  the  carbon 
is  progressiva  The  carbon,  incandescent  a  part  of  its  length, 
advances  almost  continuously,  till  the  whole  available  part  has 
been  consumed.  The  system  can  operate  in  the  open  air.  The 
following  is  the  principle:  A  cylindrical  or  prismatical  pencil  of 
carbon,  C,  fig.  68,  between  i  and  y,  forms  part  of  an  electrical 
circuit  (continuous  or  alternate),  sufficiently  intense  to  render 
this  part  incandescent.  The  current  enters  or  leaves  at  the 
point  of  contact  I;  it  leaves  or  enters  at  the  point  of  contact  B. 
The  contact  /,  which  is  elastic,  compresses  the  pencil  laterally ; 
the  contact  B  touches  it  at  its  end.  Under  these  conditions  the 
carbon  is  consumed  at  its  extremity  sooner  than  at  any  other 
place,  which  tends  to  diminish  its  length.  Consequently,  if  the 
carbon  is  steadily  forced  in  the  direction  of  the  arrow,  it  will 
gradually  advance  as  it  is  consumed,  sliding  through  the  lateral 
contact  Z,  so  as  to  press  continuously  on  the  point  of  contact  at 
B.  The  heat  developed  by  the  passage  of  the  current  is  greatly 
increased  by  the  combustion  of  the  carbon. 

In  practice,  a  revolving  contact,  B,  fig.  54,  which  carries  off 
the  cinders  of  the  carbon,  is  substituted  for  the  fixed  contact 
The  rotation  of  the  contact  is  made  dependent  on  the  progressive 
movement  of  the  carbon,  so  that  the  weight  of  the  latter,  exerted 
at  its  end,  acts  as  a  brake  on  the  mechanism  of  the  motion. 

The  principle  of  this  new  system  once  established,  simple 
apparatus  to  realize  it  could  easily  be  devised.  The  specimens 
submitted  to  the  Society  of  Physics  may  be  understood  at  the 
first  glance.     The  advance  of  the  carbon  C,  fig.  55,  and  revolv- 
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iog  contact  at  B,  are  obtained  by  means  of  the  descent  of  the 
heavy  rod  P.  To  wind  up  the  lamp  it  is  only  necessary  to  raise 
this  rod.  The  carbon  pencil  is  placed  in  its  position  without 
any  adjustment  The  luminous  point  remains  fixed,  which  is 
always  advantageous,  and  particularly  so  in  optical  experiments. 
This  apparatus  gives  a  clear  white  light  with  four  Bunsen 
elements.     With  a  more  powerful  electrical  source,   several 

F^f.  63. 
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lamps  of  this  system  may  be  operated,  and  thus  "  a  subdivision 
of  the  electrical  light  may  be  obtained" 

The  following  experiments  were  made  before  the  Society  of 
Physics:  With  a  battery  of  thirty-six  elements  of  eighteen 
centimetres,  grouped  in  two  series  of  eighteen  each,  four  lamps 
were  operated  when  placed  in  a  single  circuit,  and  all  four  were 
repeatedly  extinguished  and  relighted  at  wilL     Each  of  the  four 
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lamps  could  be  extinguished  and  relighted  "individually,''  the 
three  others  continuing  unaSected.     Light  was  also  obtained 


Fig,  66. 

from  one  of  these  lamps  by  means  of  the  current  of  a  small 
Gramme  machine,  for  the  laboratory,  with  treadle  attachment 


reykier's  electric  lamp.  109 

Finally,  a  light  was  obtained  with  a  battery  of  three  Plantd 
(secondary)  elements,  which  were  charged  during  the  after- 
noon, at  the  establishment  of  M.  Brdguet,  and  carried,  charged, 
to  the  hall  of  the  society.  This  erperiment  may  be  consid- 
ered as  a  step  towards  the  application  of  the  electrical  light  to 
domestic  purposes. 

The  following  is  a  more  recent  arrangement  of  the  apparatus: 

In  this  arrangement  the  revolution  of  the  turning  contact  is 
obtained  from  the  tangential  component  of  the  pressure  of  the 
carbon  pencil  on  the  circumference  of  the  disk.  Thus  the  end  of 
the  pencil  never  leaves  the  revolving  contact,  and  all  causes  of 
irregularity  in  the  light  are  obviated. 

The  brake,  always  indispensable,  is  operated,  fig.  56,  in  the 
following  manner :  The  disk  B  is  carried  by  a  lever  swinging 
from  O.  The  pressure  exerted  by  the  carbon  on  the  disk  B  causes 
the  shoe  S  to  press  on  the  face  of  a  wheel,  A,  which  is  revolved 
by  means  of  the  weight  of  the  heavy  rod  P  through  its  rack  and 
the  pinion  a.  Accordingly  as  the  point  of  the  luminous  con- 
ductor presses  more  or  less  heavily  on  the  disk,  the  brake  will 
retard,  more  or  less,  the  descent  of  the  heavy  column,  which 
occuTB  at  almost  inappreciable  intervals. 

A  great  deal  has  been  said  lately  about  the  substitution  of 
the  electric  light  for  gas,  and  from  the  frequent  remarks  which 
we  hear  on  this  subject  it  would  appear  that  no  small  portion  of 
the  popular  mind  inclines  to  the  belief  that  the  realization  of 
this  event  on  an  extended  scale  is  not  far  distant  It  should, 
however,  be  remembered  that  the  great  advantage  of  the  electric 
Hght,  so  far  at  least  as  economy  is  concerned,  can  be  obtained  in 
the  highest  degree  only  where  a  large  quantity  of  light  is 
wanted,  and  that  the  circumstance  under  which  the  light  is  to 
be  used  has  a  modifying  influence  in  regard  to  its  application. 
A  place  already  provided  with  power,  or  in  such  a  position  as  to 
receive  it  without  necessitating  extra  provisions  for  the  purpose, 
would,  of  course,  be  served  more  economically  than  another 
requiring  the  special  introduction  of  machinery  and  the  employ- 
ment of  help  to  look  after  it  As  the  amount  of  light  required 
decreases,  the  economy  also  becomes  very  much  less  marked. 
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Platinum  and  iridium,  as  already  explained  on  page  32,  and 
gas  retort,  or  other  carbon  pencils  when  rendered  incandescent 
by  the  passage  of  sufficiently  powerful  currents,  serve  very  well 
for  illuminating  small  spaces  and  apartments,  but  the  difficulties 
attending  the  use  of  these  substances  are  considerable,  and  no 
extended  practical  application  of  them,  so  far  as  we  are  aware, 
has  yet  been  made.  The  subject  has,  however,  been  taken  up 
anew  by  Messrs.  Edison,  Sawyer  and  Man — the  former  working 
independently  and  the  two  latter  tc^ther — and  the  results  so  far 
obtained,  it  is  said,  promise  very  well  for  their  ultimate  succesa 

Considered  from  a  theoretical  standpoint  alone,  carbon  is  er&i 
better  adapted  for  lighting  purposes  than  platinum  or  iridium, 
since  its  radiating  power  for  equal  temperatures  is  greater  and  its 
capacity  for  heat,  referring,  of  course,  to  equal  volumes,  is  less 
than  that  of  either  of  these  metals ;  thin  sticks  of  this  material 
would  consequently  be  raised  to  a  much  higher  temperature  for 
a  given  current  than  equal  volumes  of  the  metals.  Carbon  also 
possesses  the  advantage  of  remaining  intact  at  the  highest  tem- 
perature, while  the  metals  become  fused  and  are  even  defla* 
grated ;  its  disadvantage,  on  the  other  hand,  aside  from  a  tend- 
ency to  volatilize  at  high  temperatures,  is  the  ready  combination 
of  its  heated  particles  with  the  oxygen  of  the  air,  but  this  in  a 
measure  has  been  overcome  by  confining  the  incandescent  carbon 
in  an  atmosphere  of  some  non-oxidizing  gas,  such  as  nitrogen 
The  Sawyer- Man  lamp  comprehends  the  use  of  this  gas  for  the 
above  mentioned  pui-pose,  but  the  idea  is  certainly  not  a  new 
one.     We  shall  refer  to  this  lamp  again  presently. 

It  having  been  announced  a  few  years  ago  that  Mr.  Edison 
had  discovered  a  means  for  subdividing  the  electric  current  in- 
definitely, thereby  making  it  possible  to  use  electricity  for  light- 
ing small  areas,  the  statement  had  a  marvelous  effect  in  bringing 
down  the  value  of  gas  stock  abroad. 

It  is  somewhat  remarkable,  too,  ihat  although  gas  shares  de- 
preciated greatly  and  suddenly  in  England,  on  this  announcement, 
few  persons  ia  that  country  bad  the  slightest  idea  of  what  the 
alleged  improvement  consisted :  they  had,  however,  seen  the  light 
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and  alreadjknew  what  wonderful  things  the  American  inventor 
had  done  in  other  directions,  and  that  seemed  quite  sufficient 

In  the  application  of  Mr.  Edison  for  a  patent  on  his  electric 
light  invention,  as  it  now  appears  on  the  records  of  the  English 
commissioners  of  patents,  bearing  date  of  Wednesday,  October 
23,  1878,  nothing  at  all  is  said  about  the  subdivision  of  the  cur- 
rent The  title  which  expresses  the  purport  of  the  invention, 
and  which  will  appear  on  the  face  of  the  patent,  is  as  follows : 
"Method  of,  and  means  for  developing  electric  currents  and 
lighting  by  electricity."  We  may,  however,  assume  that  the 
idea  is  included  therein.  It  will  not  be  out  of  place  in  this  con- 
nection to  note,  as  well,  that  an  application  was  also  filed  in  the 
English  patent  office  on  October  26,  just  three  days  later,  by  Mr. 
Charles  E.  Shea,  for  a  "  Method  of  dividing  and  distributing  the 
current  produced  by  magnetic  batteries  and  magneto  and  dyna- 
mo electric  machines  into  an  indefinite  number  of  separate  cur- 
rents, equal  or  relatively  unequal  to  each  other  in  quantity  or 
force."  How  many  other  persons  are  engaged  upon  the  same 
problem  it  would  be  difficult  to  state,  but  the  number  is  cer- 
tainly very  large.  But  leaving  out  of  consideration  the  pi'acti- 
•cability  of  the  infinite  subdivisions  of  the  current,  regarding 
which  scientific  electricians  have  well  known  views  that  are  not 
likely  to  be  much  affected  now,  we  come  to  the  principal  part 
of  the  invention.  More  than  a  quarter  of  a  century  ago  a  good 
deal  was  done  by  inventors  in  this  and  other  countries  toward 
securing  an  electric  light,  by  causing  a  current  to  pass  through 
a  platinum  wire,  and  so  raising  its  temperature  as  to  make  it  self- 
luminous.  The  results  at  that  time  fell  far  short  of  the  expecta- 
tions of  the  sanguine  experimenters.  One  obstacle  to  success 
was  the  liability  of  the  wire  to  fuse.  This  Mr  Edison  now 
claims  to  have  overcome  by  so  applying  a  small  bar  that  it  will 
expand  the  instant  the  wire  reaches  within  a  few  degrees  of  the 
fusing  point,  and  intercept  the  flow  of  the  current  through  the 
wire  sufficiently  to  prevent  fusing. 

This  automatic  arrangement  secures,  it  is  said,  an  even  tempera- 
ture in  the  wire  or  thin  strip  of  platinum,  and  consequently  a 
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steady  glow  of  pure  light  If  this  is  done  economically,  and  the 
practical  limit  of  the  subdivision  is  sufficiently  extended,  it  ia 
obvious  that  a  marked  advance  has  been  made  in  artificial  illu- 
mination. Actual  trial,  however,  must  determine  whether  the 
action  of  the  automatic  bar  regulator  will  do  all  that  is  claimed 
for  it 

A  somewhat  similar  arrangement,  or  one  which,  at  first  sight, 
might  be  thought  to  involve  the  same  principle,  was  exhibited 
before  the  Royal  Society  in  June,  1878,  by  Dr.  Siemens ;  and  the 
method  with  which  Mr.  Farmer  experimented  some  years  since 
might  notr  appear  altogether  dissimilar.  As  early  as  1869 — ^nine- 
teen years  ago — Mr.  Farmer  also  demonstrated  the  possibility  of 
subdividing  the  electric  current  for  illuminating  purposes,  and 
at  the  same  time  showed  its  application  to  private  dwellings  by 
actually  lighting  one  of  the  dwelling  houses  in  Salem,  Mass., 
every  evening  during  the  month  of  July  of  that  year.  This  was- 
undoubtedly  the  first  private  dwelling  ever  lighted  by  electricity. 
The  current  used  for  the  purpose  was  supplied  by  three  dozen 
six  gallon  battery  jars.  In  1875,  he  carried  the  subdivision  still 
further,  by  making  forty-two  divisions  in  the  current  from  a 
single  djmamo-electric  machine,  and  producing  as  many  separate 
lightSL  The  machine  used  in  this  case  did  not  weigh  over  eight 
hundred  pounds,  and  was  driven  by  a  small  steam  engine.  While, 
therefore,  a  casual  observer  might  discover  a  marked  similarity 
between  the  invention  of  Mr.  Edison  and  those  of  Messrs. 
Farmer  and  Siemens,  a  more  careful  one  would  scarcely  fail  to 
note  the  diflEerence  which,  in  one  sense,  is  quite  distinctive.  In 
both  of  the  latter  it  is  the  current  which  is  regulated,  while  in 
the  former  it  is  the  temperature  of  the  incandescent  substance, 
each  lamp  being  entirely  independent  of  the  strength  of  current 
above  a  certain  amount,  and  each  also  independent  of  the  other. 

The  new  form  of  electric  light  produced  by  what  is  known  as 
the  Sawyer- Man  lamp,  has  been  publicly  exhibited  in  New  York 
lately  by  the  Electro-Dynamic  Light  Company,  and  its  appear- 
ance alone  certainly  impresses  the  observer  very  favorably.  We 
have,  however,  no  reliable  data  in  regard  to  the  photometric  value 
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of  the  lights,  the  current  required  for  each,  nor  the  practical  limit 
to  the  subdivision  of  the  principal  current  Undoubtedly,  sub- 
division can  be  carried  as  far  with  this  form  of  lamp  as  with  any 
other  that  has  been  brought  out — it  may  be  further.  But  there 
is  a  limit  for  the  best — the  press  to  the  contrary  notwithstanding 
— as  will  readily  appear  when  we  consider  that  a  certain  amount 
of  current,  and  not  a  very  inconsiderable  one  either,  is  required 
for  each  lamp.  The  division  of  the  current  itself  to  almost  any 
extent  is  no  diflScult  problem  for  small  amounts,  it  being  only 
necessary  to  lead  off  a  number  of  branch  circuits  from  the  main 
conductor,  and  the  current,  following  Ohm's  well  known  law,  will 
divide  between  them  in  the  inverse  ratio  of  their  resistances ;  if 
all  are  equal,  the  currents  in  each  will  be  alike.  But  when 
a  current  sufficient  to  maintain  carbon  pencils  at  a  white  heat  is 
required  in  each  branch,  the  practical  limitations  begin  to  appear. 
It  is  said  that  by  the  use  of  M.  Bapieff  s  system,  which  has  been 
practically  introduced  into  the  London  Times'  composition  rooms, 
twenty  lights  from  a  single  machine  are  obtained,  and  that  the 
distributing  principle  has  proven  a  great  success. 

One  great  advantage  of  this  light  is  that  it  can  be  sustained 
for  a  whole  night,  if  necessary,  without  change  of  carlxms,  or 
any  attendance,  and  the  intensity  remains  always  the  same,  how- 
ever much  the  carbons  are  consumed.  Four  carbon  pencils 
instead  of  two,  as  in  the  ordinary  form  of  regulator,  are  used 
with  the  system.  These  are  opposed  to  each  other  in  pairs,  and 
so  placed  that  the  plane  of  one  is  at  right  angles  to  that  of  the 
other.  At  first  the  carbons  are  together,  but  when  the  current 
is  sent  through  them  they  are  drawn  apart  by  an  electro- 
magnetic apparatus,  which  forms  part  of  the  lamp,  and  as  the 
points  consume,  are  made  to  approach  each  other  slowly.  This 
is  effected  by  means  of  a  lead  weight  or  counterpoise  With 
carbons  twenty  inches  long  and  two  tenths  of  an  inch  in  dia- 
meter the  light  is  maintained  for  seven  or  eight  hours,  and  with 
carbons  twenty-four  hundredths  of  an  inch  thick  it  is  kept  up 
for  nine  or  ten  hours.  The  light  is  equivalent  to  from  one 
hundred  to  one  hundred  and  twenty  gas  flames,  or  about  one 
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thousand  candles,  but  a  smaller  form  of  the  lamp  is  made  which 
is  estimated  to  give  five  gas  flames.  The  resistance  of  the  arc  is 
only  two  or  three  ohms. 

The  Sawjer-Man  lamp  consists  of  two  conductors  enclosed  in 
a  sealed  g]fias  vessel  of  about  eight  inches  in  height  by  two  and 
a  half  in  diameter,  containing  nitrogen,  and  a  very  thin  carbon 
pencil,  probably  one  tenth  of  an  inch  thick  and  three  quarters 
long,  which  is  the  source  of  the  light  when  rendered  incandescent 
by  the  passage  of  the  current  Every  precaution  has  been  taken 
in  the  construction  of  the  lamp  to  modify  or  remove  even  the 
slightest  thing  that  could  tend  to  interfere  with  its  use  in  a  prac- 
tical way.  The  glass  is  made  very  clear,  to  prevent  undue  absorp- 
tion both  of  light  and  heat ;  the  wires  are  large  and  long,  so  as 
to  form  ready  conductors  for  the  dissipation  of  useless  heat  that 
is  always  generated,  and,  finally,  a  diaphragm  of  some  non- 
absorbing  substance  is  placed  immediately  below  the  carbon 
pencil  to  prevent  radiation  downward,  which,  if  allowed  to  take 
place,  might  seriously  interfere  with  the  sealing.  The  conductors 
are  also  wound  in  a  spiral  form  to  economize  space.  Consider- 
able secrecy  has  been  maintained  by  the  inventors  in  regard  to 
some  substance  contained  in  the  base  of  the  lamps  ;  but  this  is 
believed  to  be  metallic  potassium,  placed  there  to  absorb  any 
oxygen  that  may  chance  to  leak  through. 

We  have  seen  five  or  more  of  these  lamps  in  operation  at  one 
time,  and  were  much  pleased  with  their  performance.  Our  inves- 
tigation of  the  various  details  connected  with  their  construction 
and  practical  maintenance  was,  however,  too  limited  to  enable  us 
to  judge  of  them  from  an  economical  standpoint  One  or  two 
things  which  came  under  our  observation  did  not  impress  us 
quite  so  favorably  as  we  had  reason  to  anticipate  from  what  we 
had  heard  of  them.  Possibly  a  poor  adaptation  of  means  to  ends, 
which  is  so  often  noticeable  with  new  and  hastily  introduced 
apparatus,  is  in  part  responsible  for  this,  but  it  is  certainly  remark- 
able that  the  continuance  of  the  light  on  the  occasion  of  our  visit 
was  not  prolonged  beyond  five  minutes  at  the  most ;  and  this 
fact,  taken  in  connection  with  the  sound  from  the  dynamo- 
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electric  machine,  which  indicated  both  a  high  rate  of  speed 
and  the  production  of  a  powerful  current,  was  not  calculated  to 
greatly  astonish  any  one  familiar  with  the  subject  of  electric 
lighting.  The  particular  advantages  of  this  light,  however,  are 
its  steadiness  and  the  ease  with  which  it  can  be  controlled,  both 
very  desirable  qualities,  and  it  will  no  doubt  meet  with  consider- 
able  success. 


Fig.  6T. 

At  present  we  have  very  little  reliable  data,  beyond  that  given 
on  page  80,  regarding  the  cost  of  lighting  shops  and  factories 
in  this  country,  or  the  use  of  the  light  in  a  small  way.  What 
we  have  there  said,  however,  shows  under  what  conditions  the 
employment  of  the  electric  light  may  be  both  advantageous 
and  economical 

McBSTB.  Wallace  k  Sons,  of  Ansonia,  Conn.,  have  been  among 
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the  first  heie  to  introduce  the  light  in  a  practical  way,  and  their 
extensive  rolling  mills  have  been  very  successfally  lighted  with 
four  lamps  for  months  together.  Fig.  57  shows  one  form  of 
the  lamp  which  they  use ;  it  has  already  been  described  on 
page  16.  Various  other  applications  of  the  light  have  also  been 
made  elsewhere  in  this  country,  but  we  are,  unfortunately,  not 
in  possession  of  any  detailed  statement  of  the  cost  of  the  same, 
compared  with  that  of  gas  used  under  similar  circumstances. 

Mr.  Schuyler  informs  us,  however,  that  the  cost  of  lighting  one 
•of  the  corridors  in  the  Equitable  building.  New  York,  by  two 
Maxim  lamps,  like  that  shown  in  fig.  42,  and  one  of  the  Farmer- 
Wallace  machines,  is  a  trifle  over  fifteen  and  a  half  cents  per 
hour  for  running  expenses  alone,  as  against  fifty-one  cents  per 
hour  for  gas,  and  that  tlie  quantity  of  light  furnished  by  the  two 
lamps,  which  replace  fifty -one  gas  burners,  is  three  times  greater. 
It  is  confidently  hoped  by  Mr.  Schuyler  and  his  associates  that  the 
advantages  of  the  electric  light  will  be  even  more  marked,  both 
as  regards  steadiness  and  economy,  when  the  Farmer- Wallace 
machine  is  replaced  by  one  of  the  new  Maxim  machines,  as  is 
proposed  to  be  done  shortly.  This  machine  is  shown  in  fig.  58, 
and,  it  is  claimed,  will  furnish  a  very  laige  amount  of  current  for 
the  comparatively  small  amount  of  material  used  in  its  con- 
struction. Its  tendency  to  become  heated  is,  at  the  same  time, 
very  small,  on  account  of  the  manner  of  arranging  the  armature 
and  field  magnets,  whereby  a  constant  circulation  of  air  among 
all  the  parts  is  sectired. 

The  Maxim  machine  and  lamp,  we  understand,  have  been 
adopted  by  the  Russian  government  for  the  steamships  which 
are  being  constructed  for  it  in  this  country,  the  trial  on  one  of 
the  vessels  having  given  so  much  satisfaction  that  all  will  now 
be  similarly  equipped. 

In  England,  the  Lontin  machine  and  lamp  have  been  some- 
what extensively'introduced,  but  it  is  difficult  to  get  really  accn- 
rate  statements  in  regard  to  the  cost  of  operating  thenL  The 
machine,  which  has  not  been  noticed  in  the  preceding  pages,  is 
constructed  in  two  parts,  one  of  which  supplies  the  cnrrent  for 
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magnetizing  the  iron  cores  of  the  second,  on  the  principle  of  the 
Wilde  machine,  while  the  latter  is  arranged  to  supply  several  dif- 
ferent circuits  containing  separate  lamps.  The  lamp  is  a  modi- 
fied form  of  the  Serrin  regulator,  though  in  what  the  improvement 
introduced  in  it  by  M.  Lontin'really  consists  we  are  not  informe4. 
Like  the  Semn  lamp,  it  is,  doubtless,  rather  costly.     No  reliable 
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figures  have  been  published,  so  far  as  we  can  learn,  concerning 
the  cost  of  producing  light  by  this  system,  but  it  is  believed  to 
be  somewhat  less  than  that  of  the  Jablochkoff  candle  supplied 
by  the  Gramme  machine,  which  we  have  already  given  as  about 
twelve  or  thirteen  cents  per  light  per  hour,  not  including  expense 
of  repairs,  depreciation  and  interest  upon  original  outlay. 
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It  is  Stated  that  the  lighting  of  the  Gramme  workshop,  in 
Paris,  a  room  about  forty  feet  square  and  sixteen  feet  high,  has 
been  maintained  during  four  or  five  years  past  by  a  single  light 
taking  the  place  of  twenty-five  burners,  and  at  a  cost  not  exceed- 
ing twelve  cents  per  hour. 

The  Ducommun  foundries,  at  Mulhouse,  among  many  other 
places  abroad,  have  also  been  lighted  with  electricity  for  the 
past  three  years  or  more,  and  we  refer  to  them  here  because  of 
the  details  which  have  been  made  public  in  regard  to  the  appli- 
cation and  use  of  electricity  in  this  case.  One  enclosure,  about 
one  hundred  and  eighty-four  feet  long  and  ninety-two  broad,  is 
lighted  by  means  of  four  Serrin  lamps,  supplied  from  a  like 
number  of  Gramme  machines.  The  lamps  are  placed  about  six- 
teen feet  above  the  floor,  seventy  feet  apart  in  the  direction  of 
length,  and  forty-six  feet  in  the  direction  of  width.  Scarcely 
any  shadows  are  given,  as  the  cross  rays  of  the  lamps  are  such, 
when  placed  as  above,  as  to  illuminate  the  different  parts  oi  the 
room  almost  equally  well.  The  total  cost  of  the  complete 
equipment,  including  machines,  lamps  and  placing  of  the  same 
for  service,  amounted  to  about  two  thousand  dollars,  which  is 
near  what  it  would  have  cost  to  put  in  two  hundred  and  fifty 
gas  burners,  while  the  light  produced  with  the  present  arrange- 
ment really  exceeds  that  from  four  hundred  burners. 

A  comparison  of  the  cost  of  lighting  this  foundry  by  gas  and 
electricity  is  here  given,  on  the  authority  of  M.  Fontaine. 
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From  the  preceding  table  it  would  appear,  that  with  equal  light 
emission,  the  electric  light  in  this  case  costs  less  thaa  gas,  in  the 
ratio  of  about  1  to  2*26,  with  interest  and  deterioration,  and  of  1 
to  7*17  without  interest  and  deterioration. 

Before  concluding  the  chapter,  we  should  say  that  the  relative 
cost  of  gas  and  electric  lighting  given  above,  and  which  does  not 
appear  to  differ  materially  from  the  cost  under  similar  circum- 
stances in  this  country,  is,  after  all,  only  another  example  of 
lighting  on  a  large  scale,  in  which  case,  as  before  stated,  the 
electric  light  can  be  employed  to  the  greatest  advantage.  For 
the  illumination  of  small  apartments  and  for  private  houses, 
however,  where,  comparatively  speaking,  a  small  light  only  is 
wanted,  and  that  at  the  lowest  cost,  the  foregoing  advantages  are 
not  so  apparent  It  would,  however,  be  premature,  considering 
the  number  who  are  devoting  their  attention  to  this  subject,  and 
the  consequent  rapidly  increasing  application  of  electricity  as  a 
source  of  illumination,  to  assert  that  this  agency  may  not 
ultimately  be  made  to  yield  corresponding  advantages  on  a 
small  scale,  though  it  is  none  the  less  evident  now  iJia^t  other 
improvements  will  first  have  to  be  made. 

Since  the  foregoing  was  put  in  type  we  have  received  a  very 
interesting  communication  from  Mr.  Moses  G.  Farmer,  on  the  sub- 
ject of  electrical  lighting,  which  we  give  herewith.  Its  import- 
ance in  this  connection  is  amply  shown  in  the  amount  of  general 
information  it  contains,  and  which  Mr.  Farmer's  large  experience 
renders  him  so  eminently  able  to  give. 

In  the  summer  of  1858,  while  reading  of  the  very  interesting 
experiments  of  Prof.  Draper  on  the  heat.and  light  evolved  by  a 
platinum  wire,  which  was  traversed  by  an  electric  current,  I  was 
struck  by  the  rapid  increase  in  the  amount  of  light  given  out  as 
the  temperature  of  the  wire  approached  the  point  of  fusion,  and  it 
struck  me  that,  if  the  temperature  of  the  wire  could  be  steadily 
maintained  quite  near  the  melting  point,  a  useful  light  could  be 
obtained  from  it  I  was  not  long  in  devising  a  combination  of 
electro-magnets,  rheostats  and  batteries  that  would  give  the 
desired  result,  and  early  in  1859  I  put  the  idea  into  successful 
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and  practical  execution,  and  we  had  a  beautiful  light  in  use  in 
my  house  in*  Salem. 

I  at  once  entered  upon  a  protracted  investigation  of  the  con- 
ditions which  govern  the  management  of  the  current,  the  con- 
struction of  rheostats,  the  arrangement  of  lamp,  eta,  and  the 
best  proportion  of  length,  width  and  thickness  of  the  illumin- 
ator. I  tried  various  substances  in  the  course  of  my  investiga- 
tion, such  as  copper,  aluminum,  platinum,  iridium,  palladium, 
iron,  nickel,  carbon,  etc. 

Pure  iridium  gave  the  best  results  of  any  of  the  metalsi 
Alloys  of  iridium  and  platinum  gave  next  best  results,  and  next 
to  this,  platinum  and  palladium.  Carbon,  when  inclosed  in  an 
atmosphere  free  from  oxygen,  also  gave  satisfactory  resultei 
Nitrogen,  carbonic  oxide  and  hydrogen  are  all  suitable  gases  to 
surround  the  incandescent  carbon.  A  vacuum  is,  perhaps, 
better,  were  it  not  for  the  difficulty  of  maintaining  it 

The  important  point  is,  that  the  higher  the  temperature  of  the 
incandescent  substance,  the  greater  the  amount  of  light ;  and  it 
is  very  noteworthy,  that  it  requires  nearly  half  as  much  current 
to  make  platinum  shine  in  the  dark  as  it  does  to  hise  the  wire 
or  ribbon.  Three  quarters  of  the  fusing  current  will  not  give 
one  half  the  light  that  will  be  given  off  by  seven  eighths  of  the 
fusing  current  A  flat  ribbon  of  platinum  will  give  nearly  one 
hundred  candle  lights  per  square  inch,  if  it  be  maintained 
within  two  hundred  degrees  Fahrenheit  of  the  melting  point, 
and  I  have  been  able  to  keep  it  at  this  temperature  for  hours 
and  days.  A  bar  of  pure  iridium,  owing  to  its  higher  melting 
point,  will  give  several^  times  as  much  light  as  an  equal  and 
equally  exposed  surface  of  platinum  ;  but,  since  pure  iridium  is 
neither  malleable  nor  ductile  when  cold,  it  is  costly  to  work  it 
into  convenient  shape ;  hence,  I  have  had  recourse  to  alloys  of 
platinum  and  iridium,  which,  although  they  do  not  give  so  much 
light  as  pure  iridium,  are  yet  superior  to  pure  platinum.  The 
platinum  does  not  seem  to  waste  perceptibly,  yet  I  think  I  have 
detected  a  teiidency  to  volatilization. 

The  resistance  of  platinum,  at  the  melting  point,  is  nearly 
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seven  times  its  resistance  at  thirty-two  degrees  Falirenheit  A 
very  simple  empirical  formula  expresses  the  relation  between 
the  strength  of  current  needful  to  melt,  and  the  dimensions  of 
the  wire,  and  this  formula  serves  as  well  for  other  substances 
as  for  platinum,  when  the  proper  constants  are  supplied. 

I  found  no  difficulty  in  subdividing  the  current  into  as  many 
branches  as  I  pleased,  and  in  maintaining  as  many  lamps  as  I 
desired  in  each  branch,  provided  I  had,  at  my  control,  sufficient 
,  electro-motive  force  and  conductivity.  I  found  that  less  than 
two  hundred  foot  pounds  per  minute  would  maintain  one  candle 
light,  if  the  piece  of  platinum  were  of  suitable  form  and  dimen- 
siona  It  was  easy  to  supply  current  to  any  desirable  number 
of  branches,  and  to  so  adjust  the  regulator  that,  if  one,  two  or 
three  of  the  branches  were  removed  or  cut  off,  the  supply  of 
electricity  would  be  so  curtailed  as  to  maintain,  at  the  proper 
temperature,  the  lamps  in  the  remaining  branches. 

My  regulator,  as  I  used  it  in  1866, 1867  and  1868,  was  so  sen- 
sitive as  to  feel  the  current  of  air  arising  from  the  opening  and 
shutting  of  a  door  of  the  room  in  which  the  apparatus  was 
placed. 

I  had  this  apparatus  on  exhibition  at  109  Court  Street,  in 
Boston,  during  the  years  1865, 1866, 1867  and  1868,  until  it  was 
destroyed  by  fire.  Since  that  time  I  have  been  almost  continu- 
ously engaged  in  making  further  researches  in  this  direction ; 
have  studied  the  conditions  under  which  incandescent  bars  of 
carbon  can  be  used  in  sealed  globes,  and  have  studied  the  con- 
struction of  magneto-electric  machines  best  adapted  to  this 
purpose. 

Therc  are  four  principal  methods  of  producing  electric  light, 
on  which  I  have  bestowed  much  attention  : 

The  first  method  is  that  in  which  an  electric  arc  is  maintained 
between  carbon  points.  It  is  well  known  that  a  counter  electro- 
motive force,  or  polarizing  force,  is  encountered  in  the  passage 
of  the  current  between  the  electrodes,  and  this  polarization  is 
often  as  great  in  amount  as  twenty  or  thirty  volts. 

The  resistance  to  conductivity  in  the  arc  varies  also,  being  less 
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as  the  cross  section  of  the  arc  increases,  less  as  the  temperature 
increases,  also  as  the  length  of  the  arc  diminishes,  following  the 
laws  of  conduction  in  fluids  and  liquids.  With  carbon,  one 
quarter  inch  square,  and  a  current  of  from  twelve  to  twenty 
vebers,  the  resistance  of  the  arc  may  be  set  down  at  ten  to  thir- 
teen ohms  per  linear  inch  of  arc,  varying,  however,  between 
wide  limita 

With  carbon  one  half  inch  squai'e,  and  current  of  fifty  or 
more  vebers,  it  is  much  less.  The  best  prepared  carbon  weighs 
more  than  an  avoirdupois  ounce  per  cubic  inch. 

The  resistance  of  carbon,  unlike  that  of  metals,  does  not  vary 
greatly  with  the  changes  of  temperature.  The  resistance  of 
some  specimens,  which  I  have  tested,  is  about  fifteen  hundred  or 
sixteen  hundred  times  that  of  pure  copper,  at  thirty-two  degrees, 
while  the  specific  resistance  of  other  specimens  is  at  least  twice 
as  great 

The  light  evolved  is  due  in  considerable  measure  to  the  oxida- 
tion of  the  carbon  by  the  atmosphera  Much  of  the  light  is, 
however,  due  to  the  energy  of  the  current,  and  tbis  depends  on 
the  density  of  cun-ent  in  the  arc. 

A  second  method  of  producing  electric  light  is  by  rendering 
a  continuous  bar  of  carbon  incandescent  in  the  air  by  the  pas- 
sage of  a  current  of  sufficient  density  to  raise  its  temperature  to 
a  white  heat  Here  much  of  the  light  is  due  to  the  superficial 
oxidation  of  the  carbon  bar,  and  this  may  perhaps  prove  to  be 
the  most  economical  method  of  producing  it 

The  third  method  is  by  enclosing  the  carbon  bar  in  a  closed 
transparent  globe  free  from  oxygen.  In  this  case  the  carbon  is 
not  consumed,  but  the  light  is  wholly  due  to  the  energy  (RS*) 
of  the  current  acting  on  the  bar. 

The  fourth  method  is  that  of  rendering  some  of  the  metals, 
with  high  melting  points,  incandescent  by  the  passage  of  a  cur- 
rent of  great  density. 

This  is  the  method  to  which  I  have  given  most  attention,  and 
which  promises  to  be  the  most  convenient  for  minutely  sub- 
dividing and  widely  distributing  electric  light,  especially  for 


MR.  farmeb's  experiments  128 

dom^tdc  illamination.  An  entirely  new  field  for  electric  engi- 
neers is  thus  opened,  in  which  our  accumulated  stock  of  know-, 
ledge  will  be  most  usefully  employed. 

Previous  to  my  investigations,  Gardiner  and  Blossom  had 
experimented  on  and  patented  a  signal  lamp,  which  was  illumi- 
nated by  a  coil  of  platinum  wire,  heated  by  the  passage  of  a 
current  of  electricity  from  a  galvanic  battery. 

King,  Staite  and  others  had  studied  the  use  of  carbon  bars 
in  sealed  globes,  and  had  proposed  methods  that  would  have 
been  applicable  and  useful  had  there  been  any  cheap  and  con- 
venient source  of  electricity.  I  found  that  a  current  from  a 
galvanic  battery  increased  the  cost  of  electric  light  to  three  or 
four  times  the  cost  of  light  from  gas ;  and  to  remove  this  source 
of  difficulty  I  turned  my  attention  to  the  thermo-electric  battery 
in  1864-5,  just  then  being  brought  into  notice  by  Marcus,  of 
Berlin.  I  was,  however,  never  able  to  utilize  more  than  one 
three  hundredth  of  the  energy  possessed  by  a  pound  of  coal  in 
this  form  of  electro-motor;  and  so,  in  1866-6-7-8,  I  turned 
my  attention  to  the  perfection  of  a  form  of  magneto-electric 
machine  which  I  had  conceived  of  in  1859,  namely,  one  in  which 
the  current  derived  from  the  armature  should  maintain  the  field 
of  force  in  which  it  revolved,  and  also  perform  the  useful  work 
in  the  external  part  of  the  circuit  I  succeeded,  in  1866,  in 
so  far  perfecting  this  apparatus  as  to  be  able  to  give  some 
account  of  its  performance  to  Mr.  EL  Wilde,  of  Manchester, 
England,  in  October,  1866,  and  an  extract  from  my  letter  to  him 
was  published  in  the  Manchester  Philosophical  Magazine,  if  I 
recollect  rightly. 

From  all  my  researches,  I  conclude  that  when  light  is  pro- 
duced in  large  amountsr^say,  five  thousand,  ten  thousand,  fifteen 
thousand  candle  lights — from  one  lamp,  as  much  as  eight  hun- 
dred to  twelve  hundred  candle  lights  can  be  obtained  from  the 
expenditure  of  one  horse  power  upon  a  suitable  dynamo-electric 
machine  and  properly  prepared  and  utilized  carbon. 

Now,  while  it  is  remembered  that  as  much  as  two  thousand 
or  three  thousand  foot  pounds  of  energy  per  minute  per  candle 
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light  is  consumed  in  the  production  of  light  from  ordinary 
illuminating  gas,  it  will  be  apparent  that  a  large  field  is  opened 
for  the  introduction  and  utilization  of  the  electric  light,  which 
often  requires  the  expenditure  of  less  than  one  hundred  foot 
pounds  of  energy  per  minute  per  candle  light 

A  great  deal  has  been  said  and  written  about  the  difficulty  of 
subdividing  the  electric  light  Now,  there  is  really  no  difficulty 
except  that  which  arises  from  inexperience  and  the  lack  of  skill. 

If  a  wire  of  pure  platinum  five  inches  long  and  one  hundredth 
of  an  inch  in  diameter  be  traversed  by  a  current  of  electricity 
somewhat  more  than  five  and  less  than  six  vebers  in  strength,  it 
can  be  maintained  at  a  temperature  quite  near  to  the  point  of 
fusion,  and  while  in  this  condition,  it  will,  in  the  common  at- 
mosphere, emit  something  more  than  three  candle  lights,  and 
just  below  the  melting  point  the  light  will  be  between  four  and 
five  candle  lights. 

If  the  light  be  enclosed  in  a  glass  globe  and  surrounded  by 
hydrogen  gas  it  will  radiate  less  light  The  resistance  of  the 
wire  at  the  melting  point  will  not  be  far  from  one  and  a  quarter 
ohms  if  the  platinum  be  pure ;  hence  the  energy  active  in  the 
wire  with  a  current  of  five  and  a  half  vebers  (which  it  will 
ordinarily  withstand)  will  not  be  far  from  44iX(5i)*Xl-25= 
1678  foot  pounds  per  minute,  and  if  it  give  four  and  a  half 
candle  lights,  which  it  will  do  if  the  surface  of  the  platinum  be 
highly  polished,  we  should  require  i^.^*=say  870  foot  pounds  of 
energy  per  minute  per  candle  light 

Now,  if  one  hundred  such  wires  be  put  in  series  in  a  circuit,  the 
sum  of  this  resistance  would  be  one  himdred  and  twenty-five  ohms, 
and  it  woxdd  require  a  difference  of  potential  equal  to  125X5i 
=687^  volts  to  maintain  this  strength  of  current  of  five  and  a 
half  vebers  and  we  should  get  in  the  aggregate  five  hundred  or 
more  candle  lights. 

If,  further,  we  should  arrange  ten  such  circuits  in  multiple 
arc,  having  one  hundred  lights  in  each  of  the  ten  branches,  we 
should  find  the  joint  resistance  of  this  part  of  the  circuit  re- 
duced to  twelve  and  a  half  ohms ;   but  it  would  now  require 
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a  current  of  fifty-five  vebers'  strength  to  keep  the  lamps  all 

shining,  and  the  difference  of  potential  required  to  maintain  the 

one  thousand  lights,  each  from  three  to  five  candles,  would  still 

be  six  hundred  and  eighty-seven  and  a  half  volts;  but  we  should 

now  have  five  thousand  candle  lights  instead  of  five  hundred, 

and  the  energy  absorbed  in  this  part  of  the  circuit  would  be 

,  ^    44:25  X  12.5  X56«  i.       ^rx    i. 

equal  to a^  000    "^  more  than  fifty  horse  power  to 

maintain  the  five  thousand  candle  lights  or  one  hundred  candle 
lights  per  horse  power.  But  it  must  be  remembered,  that  this  is 
not  all  the  energy  consumed  in  the  production  of  the  light ; 
this  is  only  the  useful  energy. 

Besides  this,  there  is  the  R  S'  consumed  in  heating  the  leading 
and  distributing  wires,  also  that  consumed  in  the  magneto- 
electric  machines  or  whatever  source  be  employed. 

This  may  be  represented  by  B  S*,  wherein  B  represents  the 
internal  resistance  of  the  electro-motor,  and  can  be  made  as 
small  as  one's  purse  will  allow. 

On  this  basis,  let  us  suppose  a  city  of  five  hundred  thousand 
inhabitants  to  be  furnished  with  electric  light  from  platinum 
lamps,  one  of,  say  ten  candles  to  each  inhabitant  The  aggregate 
amount  of  light  would  be  five  million  candles ;  and  if  only  one 
hundred  candle  lights  were  obtained  from  one  horse  power, 
we  should  then  require  fifty  thousand  horse  power  to  furnish  this 
amount  of  light,  leaving  alone  the  energy  consumed  in  its  pro- 
duction and  distribution,  which  would,  without  doubt,  exceed  this 
amount,  or  nearly  so,  with  the  best  machine  now  in  use. 

If  you  turn  to  the  account  of  the  experiments  on  the  Brush 
light,  as  executed  at  the  Franklin  Institute,  you  will  find  that 
the  cost  of  production  was,  on  the  average,  in  excess  of  one 
three  hundredth  of  a  horse  power  per  candle  light ;  and  this,  too, 
with  carbon  points,  and  with  light  in  greater  amount  than  ten, 
fifteen  or  fifty  candle  Ughts  per  lamp.  Now,  it  is  well  known 
that  the  greater  the  amount  of  light  at  any  source,  the  greater 
the  economy,  and  so  a  five  or  ten  thousand  candle  light  costs 
less  per  candle  than  does  a  ten,  fifteen  or  twenty  candle  light 
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If  next  we  consider  the  incandescent  carbon,  in  an  atmofi- 
phere  free  from  oxygen,  as  in  King's,  Staite's,  Kosloffs,  and 
other  lamps  of  this  class,  we  shall  find  that  a  carbon  rod  three 
eighths  of  an  inch  in  length  and  one  thirtieth  of  an  inch  in 
diameter  will  offer  a  resistance  of  not  far  froni  half  an  ohm, 
whether  it  be  cold  or  hot,  and  such  a  bar  will  bear  a  current  of 
from  ten  to  fifty  vebers'  strength  for  a  time,  without  injury, 
and  will  give  a  soft,  mild  and  very  pleasant  light,  not  too  con- 
centrated, but  very  desirable ;  and,  as  with  the  platinum  lamp, 
many  of  these  lamps  can  be  put  in  one  circuit,  and  many 
branch  circuits  in  multiple  arc  can  be  heated  simultaneously  by 
one  source  of  electricity,  provided  it  have  sufficient  electro-mo- 
tive force  and  conductivity,  and  the  light  will  be  more  economi- 
cal than  from  platinum,  because  the  carbon,  when  thus  protected, 
will  vdthstand  a  higher  temperature  than  will  the  platinum. 

Next,  we  will  consider  the  electric  light  produced  by  the  arc 
between  carbon  points.  If  we  have  two  suitable  carbon  rods, 
each,  say,  five  sixteenths  of  an  inch  diameter,  and  separated  to 
the  distance  of  about  one  sixteenth  of  an  inch,  and  apply  to 
these  electrodes  a  source  of  electricity,  which  has  an  electro-mo- 
tive force  of,  say  seventy  volts,  and  an  internal  resistance  of,  say 
three  ohms,  we  shall,  after  establishing  the  arc,  find  a  current 
developed  of  about  eight  or  ten  vebers,  and  a  light  produced 
equal  to  from  one  hundred  to  four  hundred  candle  lights. 

It  the  resistance  (four  ohms)  of  the  circuit  were  all  metallic, 
the  current  developed  would  be  in  amount  equal  to  sixteen  or 
seventeen  vebers ;  but  the  electric  arc  behaves  like  an  electro- 
lyte, and  offers  a  counter  electro-motive  force,  and  so  the  actual 
electro-motive  force  in  the  circuit  may  be  thus  represented: 
E  —  c,  where  E  is  the  electro-motive  force  of  the  machine,  and 
—  e  the  counter  or  polarizing  force  of  the  ara  If,  now,  I  rep- 
resent the  resistance  to  conductivity  of  the  arc,  B  the  internal 
resistance  of  the  battery  or  machine,  and  r  that  of  the  leading 
wires,  then  the  strength  of  current  active  in  the  circuit  will  be 


B+H-/ 

The  value  of  e  varies,  and  all  the  conditions  of  its  variation 
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are  not  yet  well  understood  It  is  sufficient  for  our  present 
purpose  to  know  that  it  is  sometimes  as  high  as  twenty  or  thirty 
volts,  and  that  the  resistance  to  conductivity  in  the  arc  is  often 
as  high  as  fifteen  or  sixteen  ohms  per  lineal  inch  of  arc,  being 
much  smaller  when  the  light  is  very  great,  say  when  it  is  ten  or 
fifteen  thousand  candles. 

With  this  basis,  suppose  our  magneto-electric  machine  or  gal- 
vanic battery  possesses  an  electro-motive  force  of  seventy  volts, 
and  an  internal  resistance  of  three  ohms,  it  will  maintain  an  arc 
between  carbon  points,  and,  with  care,  this  arc  can  be  made  to 
exceed  one  sixteenth  of  an  inch  in  length,  if  the  carbons  be  of 
good  quality.  Now,  let  us  construct  a  machine  with  one  hun- 
dred and  forty  volts  intensity,  and  with  an  internal  resistance 
not  much  greater  than  three  ohms,  at  least  not  so  great  as  six 
ohms.  We  can  now  maintain  two  short  arcs  in  series  in  this 
circuit,  each  giving  considerable  light.  With  careful  manipula- 
tion, even  three  arcs  could  be  simultaneously  maintained  with 
such  a  machine. 

K,  now,  our  electro-motive  force  were  raised  to  or  in  excess  of 
seven  hundred  volts,  we  might  maintain,  possibly,  as  many  as 
ten  arcs  in  one  circuit ;  but  the  feeding  mechanism  of  the  lamps 
would  need  to  be  well  constructed,  accurately  adjusted,  and 
rendered  sensitive  to  slight  variations  in  the  strength  of  the 
current 

Suppose,  further,  that  our  machine  has  still  an  electro-motive 
force  of  seven  hundred  volts,  but  now  its  internal  resistance  is 
reduced  to  one  tenth  of  an  ohfn,  I  doubt  not  that  five  or  more 
such  circuits  of  ten  lamps  each  could  be  run  in  multiple  arcs  by 
the  aid  of  this  machine,  as  it  is  not  probable  that  all  the  lamps 
in  one  branch  would  go  out  at  once. 

I  have  maintained  three  or  four  branch  circuits  in  action  at 
the  same  time,  each  branch  having  one  lamp  in  it 

I  find  it  much  more  difficult  to  run  a  few  lights  in  each  branch 
circuit  than  it  would  be  to  run  several,  if  the  construction  of  the 
machine  be  suitable  and  the  power  ample,  as  the  laws  governing 
the  strength  of  current  in  branch  circuits  show  would  happen. 


128  THE  ELECrrRIC  LIGHT. 

To  sum  up,  then,  the  electric  light  question,  there  are  many 
good  and  well  known  magneto-electric  machines  free  to  the  pub- 
lic to  use,  for  instance,  the  Saxton,  the  Siemens,  Carpenter, 
Shepard,  and  many  others;  then,  too,  there  is  the  platinum 
lamp  of  Grardiner  and  Blossom ;  the  incandescent  carbon  lamps 
of  King,  Staite,  and  others. 

Besides  these  there  are  the  carbon  point  lamps  of  Browning, 
Dubosque,  Serrin,  Siemens,  and  many  more,  which  are  all  free 
to  the  public,  and  hampered  by  no  patents ;  no  carbon  point 
lamp  need  be  better  than  the  Serrin,  when  properly  constructed, 
as  it  can  be  run  for  hours  without  flickering,  or  going  out,  if  the 
carbons  be  good,  the  lamp  well  made  and  properly  adjusted,  and 
if  the  machine,  which  supplies  the  current,  be  of  ample  power. 

Light  to  the  amount  of  from  one  hundred  to  one  thousand 
candles  per  horse  power  can  be  obtained  from  some  of  these 
machines  and  lamps,  while  at  best  not  more  than  twenty -five  or 
thirty  candle  light  can  be  obtained  from  one  horse  power  s  worth 
of  gas. 

So  let  me  here  repeat  what  I  in  substance  published  in  the 
Scientific  American,  a  few  years  since,  namely,  that  one  pound  of 
coal,  if  used  for  making  gas,  would  yield  enough  to  supply  a 
candle  light  or  its  equivalent  for  about  fifteen  hours. 

One  pound  of  the  gas,  when  made  and  burned,  yields  a  candle 
light  for  seventy-five  hours.  Further,  one  pound  of  coal,  burned 
in  a  good  furnace  under  a  good  boiler,  will  furnish  sufficient 
steam  to  drive  a  good  steam  engine,  and  if  a  magneto-electric 
machine,  for  a  sufficient  length  of  time,  to  furnish  an  electric 
light,  which  in  intensity  and  duration  shall  be  the  equivalent  of 
one  candle  light  for  one  thousand  hours. 

But  if  all  the  energy  locked  up  in  one  pound  of  carbon  could 
be  liberated  and  converted  wholly  into  light,  it  would  be  equiva- 
lent to  that  given  by  one  candle  during  one  and  a  half  years,  if 
all  concentrated  in  one  source. 

Hence,  let  experimenters  take  courage,  and  try  to  fill  this 
-chasm  between  one  thousand  hours  and  one  and  a  half  years ! 

When  we  shall  see  the  electric  light  distributed  in  our  dwell- 
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ings  it  may  prove  a  source  of  pride  to  Salem  to  call  to  mind  that 
this  boon  met  with  its  first  success  in  that  city,  where  a  parlor,  in 
Pearl  Street,  was  lighted  every  evening  during  the  month  of  July, 
1859,  by  the  electi-ic  light,  and  was  undoubtedly  the  first  private 
dwelling  house  ever  lighted  by  electricity. 

A  galvanic  battery  furnished  the  electric  current,  which  was 
conveyed  by  conducting  wires  to  the  mantel  piece  of  the  parlor, 
vhere  were  located  two  electric  lamps.  Either  lamp  could  be 
lighted  at  pleasure,  or  both  at  once,  by  simply  turning  a  little 
button. 

This  light  was  soft,  mild,  agreeable  to  the  eye,  and  more  de- 
lightful to  read  or  sew  by  than  any  light  ever  seen  before.  It 
was  discontinued,  for  the  reason  that  the  acids  and  zinc  consumed 
in  the  battery  made  the  light  cost  about  four  times  as  much  as  an 
equivalent  amount  of  gas  light.  Now  that  we  can  have  cheap 
electricity  from  the  dynamo-electric  machine,  we  may  soon  expect 
better  things  of  it 

A  word  as  to  the  cost  of  electric  light  as  compared  with  light 
from  gas.  Perhaps  on  the  average,  one  pound  of  illuminating 
gas  will  give  seventy -five  candle  lights  per  hour.  One  pound  of 
illuminating  gas  possesses  a  sufficient  store  of  energy  to  enable 
it  to  give  out  by  combustion,  about  twenty  thousand  units  of 
heat,  or  the  equivalent  of  about  sixteen  million  foot  pounds  of 
work.  This,  if  burned  in  an  hour,  would  average  about  two 
hundred  and  fifty  thousand  units  of  work  per  minute,  or  about 
thirty- five  hundred  foot  pounds  per  minute  per  candle  light. 

A  very  large  electric  light,  say  ten  thousand  candles,  does  not 
consume  more  than  twenty  foot  pounds  of  energy  per  minute  per 
candle  light,  and  even  a  small  electric  light  of  twenty  candles 
need  not  consume  more  than  two  hundred  foot  pounds  per  min- 
ute per  candle  light  So  it  might  not  seem  extravagant  to  ex- 
pect that  one  pound  of  gas  per  hour  could  be  burned  in  a  suit- 
able furnace  under  a  proper  boiler,  and  steam  be  taken  from  the 
boiler  to  a  steam  engine  to  drive  a  magnetic  electric  machine, 
which  should  supply  five  electric  lamps  that  would  give  more 
light  than  five  gas  lamps,  each  consuming  one  fifth  of  a  pound 
of  illuminating  gas  per  hour. 


CHAPTER  IIL 

THE   EDISON   INCANDESCENT  ELECTRIC   LIGHT. 

The  iacandescent  system  was  first  represented  by  lamps  made 
from  an  incandescent  platinum  wire,  but  they  did  not  prove  to 
be  satisfactory,  principally  because  of  the  disaggregation  and 
partial  fusion  of  the  wire,  and  in  spite  of  the  numerous  im- 
provements made  by  Mr.  Edison,  who,  by  one  of  the  most  in- 
genious of  processes,  had  rendered  the  platinum  more  infusible 
and  harder,  still  it  had  to  be  absolutely  rejected,  at  least  for 
ordinary  lamps.  Then  it  was  suggested  to  employ  carbon, 
which,  if  not  allowed  to  burn,  is  infusible  in  the  highest 
heat  developed  in  the  lamps,  and  different  arrangements  of 
apparatus  were  put  together  at  various  times  by  King, 
Lodyguine,  Bouliguine,  Swan,  Sawyer,  and  others,  some 
avoiding  combustion  by  inclosing  the  lamps  in  receptacles 
where  a  vacuum  had  been  obtained,  others  by  filling  these  re- 
ceptacles with  gases  unfit  for  combustion,  as  nitrogen  or  oxide 
of  carbon,  or  simply  by  leaving  the  air  shut  up  in  the  receptacle 
to  be  vitiated  by  an  incipient  combustion. 

All  these  attempts  had  but  partially  succeeded,  to  say  nothing 
more,  when,  in  1879,  the  new  incandescent  carbon  lamp  of  Mr. 
Edison  was  announced,  and  many  scientists  at  home  and  abroad 
were  incredulous  as  to  i  he  correctness  of  the  favorable  reports 
which  were  published  in  regard  to  it,  amongst  whom,  in  partic- 
ular, was  Count  Du  Moncel,  who  has  since  published  a  highly 
appreciative  account  of  the  Edison  lamp  at  the  Paris  Exhi- 
bition. The  carbonized  paper  horse-shoe  appeared  incapable  of 
resisting  mechanical  shock  and  of  supporting  incandescence  for 
any  length  of  time.  At  this  epoch  Mr.  Swan  himself  said  that 
up  to  that  time  he  had  not  been  able  to  obtain  any  very  satis- 
factory result  by  an  analogous  disposition  of  the  incandescent 
organ. 
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Notwithstanding  the  abundant  opportunities  for  investiga- 
tion, the  impression  is  still  a  very  general  one  in  the  community 
that  the  Edison  light  is  an  arc  light  difiering  in  degree  only 
from  other  arc  lights.  So  far  from  this  being  the  case,  the  Edi- 
son light  is  not  only  not  an  arc  light,  but  its  invention  and 
introduction  mark  a  new  and  important  era  in  the  subject  of 
electric  lighting.  The  Edison  light  is  designed  to  take  the  place 
of  the  ordinary  gas  jet  to  which  we  have  been  accustomed  for 
so  many  years.  To  give  in  detail  the  history  of  the  invention 
and  perfection  of  the  Edison  system  of  lighting  would  occupy 
too  much  time  and  space,  including,  as  it  does,  the  laborious  toil 
and  patient  research  of  many  years.  Such  a  history  would  be 
exceedingly  interesting  to  the  scientist,  but  it  would,  perhaps, 
fail  to  interest  the  general  reader.  We  shall,  therefore,  confine 
ourselves  in  this  work,  more  particularly,  to  a  general  descrip- 
tion of  the  system,  and  its  constituent  parts,  and  to  its  practical 
use. 

In  discussing  the  Edison  system  of  electric  lighting  there  are 
to  be  considered,  first,  the  dynamo-electric  machine ;  second, 
the  conductors  and  their  accessories;  third,  the  lamps;  and 
fourth,  the  other  constituent  parts  of  the  system — ^all  of  which 
are  radically  different  from  any  others. 

THE  EDISON   GENERATOR. 

This  machine  (Fig.  59)  consists  of  a  powerful  electro-magnet, 
between  the  poles  of  which  an  armature,  or  inducing  coil,  re- 
volves. The  magnet  is  composed  of  iron,  part  of  which  is 
wound  round  with  insulated  copper  wire,  the  ends  of  which  are 
connected  so  as  to  form  a  complete  circuit.  The  armature,  or 
inducing  coil,  is  composed  of  an  iron  base,  this  also  being 
wound  round  lengthwise  with  insulated  copper  wire,  the  ends 
of  which  are  connected  to  a  smaller  cylinder  seen  in  Fig.  59, 
which  is  merely  part  of  a  mechanical  contrivance  for  collecting 
the  currents  generated.  The  dynamo  having  been  assembled 
in  the  shops,  it  is  then  started  as  an  electrical  machine  in  the 
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following  manner :  An  ordinary  chemical  battery  is  connected 
with  the  coils  of  wire  round  the  magnet,  and  a  current  of  elec- 
tricity is  sent  through  such  wire,  thus  charging  the  iron  with 


^^-r:^^^'^^"" 


Fig.  69. 

magnetism.  The  armature  is  then  revolved,  and  its  iix^n  base, 
-or  core,  becomes  in  turn  magnetized.  This  armature,  thus 
being  magnetized,  and  carrying  round  with  it  in  its  revolutions 
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the  coils  of  wire  with  which  it  is  wrapped,  induces  in  such  wire 
carrents  of  electricity.  These  currents  are  gathered  from  the 
smaller  cylinder  before  referred  to  by  the  brushes  which  form 
the  other  part  of  the  mechanical  contrivance  for  gathering  the 
currents.  The  current  then  flows  through  the  wire  leading  from 
the  brushes  to  the  top  of  the  machine,  from  whence  part  of  the 
current  so  generated  is  shunted  back  through  the  coils  of  the 
magnet,  thus  increasing  its  magnetic  strength,  the  surplus  being 
distributed  through  the  conductors  and  appearing  at  the  points 
desired  in  the  form  of  light  'J'he  magnet  being  now  charged, 
any  further  use  of  the  chemical  battery  is  unnecessary,  inas- 
much as  a  small  portion  of  magnetism  always  remains  in  the 
magnet  This  residual  magnetism  is  very  weak,  but  it  is  suffi- 
cient when  the  armature  is  caused  to  revolve,  to  again  extend 
its  influence  thereto  and  to  again  induce  currents  of  electricity, 
part  of  v/hich  is  being  constantly  shunted  through  the  coils  of 
the  magnet,  and  increasing  its  strength  as  long  as  the  armature 
continues  in  motion. 

This  is  the  theory  of  all  generators  of  electricity,  except  that 
in  some  other  dynamos  the  magnetizing  of  the  magnet  is  pro- 
duced by  a  current  of  electricity  from  an  entirely  distinct  gen- 
erator of  smaller  size,  called  an  exciter. 

Of  the  peculiarities  and  improvements  presented  in  the  Edi- 
son machine,  we  may  mention  two,  which  are  regarded  as  of  a 
fundamental  character  and  of  the  greatest  value  in  the  economic 
production  and  distribution  of  electric  currents  for  light  or 
power.  These  improvements  are,  first,  the  principle  of  maxim  um 
external  work,  that  is  to  say,  the  maximum  production  of  cur- 
rent whicb  may  be  availed  of  for  sale  to  and  consumption  by 
the  customer.  Second,  the  principle  of  economy  in  the  produc- 
tion of  electricity. 

When  Mr.  Edison  took  up  the  subject  of  electric  generators, 
an  idea  prevailed  in  the  minds  of  previous  inventors  that  gen- 
erators should  be  based  on  the  principle  of  maximum  current, 
and  that  the  external  resistance  to  the  passage  of  the  current 
should  equal  the  resistance  in  the  machine  itself. 
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It  may  be  well  to  explain  briefly  the  meaning  of  these 
technical  terms,  external  resistance  and  internal  resistanca 
Electricity  in  motion  may  be  regarded  as  a  current  which  in 
its  course  through  a  conductor  follows  the  same  natural  laws  as 
water.  If  we  force  a  large  quantity  of  water  through  a  narrow 
pipe,  there  will  be  oflEered  to  the  passage  of  the  body  of  water 
more  resistance  than  if  the  pipe  were  larger.  So  it  is  with  an 
electric  current,  the  resistance  to  the  passage  of  which  is  in- 
versely proportional  to  the  size  of  the  conductor.  External 
resistance  means  that  of  the  circuit  outside  of  the  generator,  or, 
in  other  words,  the  circuit  upon  which  the  current  is  being 
used  in  the  form  of  light.  Internal  resistance  means  that 
which  is  oflEered  to  the  circulation  of  the  current  within  the 
various  portions  of  the  dynamo  itself. 

The  resistance  of  the  large  copper  conductors  forming  a 
portion  of  the  external  circuit,  in  the  Edison  system,  is  of  itself 
a  small  item,  but  when  a  lamp  is  placed  between  the  two  cop- 
per conductors,  and  is  thus  made  a  part  of  the  circuit,  the 
resistance  of  the  external  circuit  becomes  140  ohms.^  It  may 
seem  contradictory  to  those  unacquainted  with  Mr.  Edison's 
system,  when  we  state  that  every  additional  lamp  decreases  the 
total  resistance  placed  in  the  external  circuit;  but  when  we 
consider  that  every  lamp  oflEers  an  additional  passage  for  the 
electric  current,  the  reason  for  this  decrease  of  resistance  be- 
comes very  plain.  Arguing  from  these  iacts  and  from  another 
one,  namely,  the  fact  that  the  resistance  of  the  external  circuit 

^The  unit  measure,  which  was  officially  adopted  at  the  Paris  Electrical  Con- 
gress m  October,  1881,  was  as  follows : 

The  elementary  unit,  or  uuit  of  resistance,  is  the  ohm,  which  equals,  verj 
nearly,  a  column  of  mercury  or  wire  of  mercury,  one  metre  in  length,  and  one 
millimetre  in  sectional  area. 

The  unit  of  potential,  or  electro-motive  force  is  the  volt,  which  is  practically 
that  of  a  Daniell*s  cell. 

The  ampere  is  the  amount  of  the  electricity,  or  tlie  current,  flowing  through 
an  ohm,  impelled  by  the  electro-motive  force  of  one  volt ;  it  was  formerly  known 
as  the  Wober. 

The  coulomb  is  the  current  that  would  flow  in  an  ampdre  in  one  aeoond. 
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must  never  be  less  than  that  of  the  internal  circuit,  it  will  be 
readily  seen  that  in  the  dynamos  of  other  inventors  a  limit  to 
the  number  of  lamps  which  can  be  used  in  the  external  cir- 
cuit is  quickly  reached,  because  in  such  machines  the  internal 
resistance  must  be  equal  to  that  of  the  external  circuit, 
while  in  the  Edison  machine  the  resistance  of  the  internal 
circuit  is  almost  infinitesimal,  and  for  this  reason  a  great 
number  of  lamps  may  be  added  before  the  resistance  of  the 
external  circuit  is  brought  down  too  low.  Now,  the  value  of 
a  generator  is  obviously  the  amount  of  work  which  can  be 
obtained  from  it  in  the  external  circuit,  that  is  to  say,  in  the 
form  of  light ;  the  work  in  the  machine  itself  being  not  only 
unavailable,  but  injurious,  since  it  heats  the  coils  of  the  ma- 
chine. It  will,  therefore,  be  seen  that  in  the  exact  proportion 
in  which  the  internal  resistance  is  kept  below  the  external  re- 
sistance is  the  useful  efficiency  of  the  machina  This  is  what 
Mr.  Edison  has  accomplished  by  making  the  internal  resistance 
of  his  machine  exceedingly  low  ;  in  fact,  so  low  as  to  be,  in  this 
respect,  practically  perfect 

In  regard  to  the  second  improvement  just  spoken  of,  there  is 
ali'o  seen  for  the  first  time  in  the  history  of  this  subject  high 
electro-motive  force  combined  with  extremely  low  resistance. 
This  feature  is  also  one  of  the  radical  differences  between  the 
Edison  and  other  types  of  generators.  In  other  generators 
heretofore  made,  the  effort  has  been  to  produce  the  maximum  of 
current  with  the  smallest  weight  of  iron  and  copper  in  their 
construction,  not  to  produce  the  maximum  of  current  from  the 
minimum  of  mechanical  energy  expended.  The  electro  motive 
force  is  proportional  to  the  strength  of  the  field,  and  a  field  of  a 
given  strength  may  be  produced  in  two  ways :  first,  by  using 
iron  cores  of  small  size  and  by  magnetizing  them  strongly  by  a 
very  intense  current ;  or,  second,  by  using  larger  magnet  cores 
and  magnetizing  them  by  a  less  intense  current  In  the  former 
case  the  magnetic  field  is  obtained  by  the  expenditure  of  cur- 
rent, which  also  means  expenditure  of  horse  power ;  in  the  lat- 
ter by  the  expenditure  of  iron.    The  one  is  the  more  economical 
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than  the  other  according  as  the  cost  of  current  or  of  iron  is  the 
greater.  Hitherto  the  effort  seems  to  have  been  to  make  the 
field  magnets  as  small  and  short  as  possible,  and  to  send 
through  them  the  entire  current  produced  by  the  machine.  In 
the  laboratory  the  absolute  cost  of  one  ampere  of  electrical 
energy  is  a  secondary  consideration,  the  whole  question  being 
the  relative  cost  as  between  similar  machines,  liut  in  practice 
the  absolute  cost  of  the  electricity  is  the  fundamental  question 
upon  which  commercial  success  mainly  depends.  Mr.  Edison, 
therefore,  made  the  inquiry  whether  it  is  cheaper  to  produce 
the  required  magnetism  by  using  small  magnets  charged  by 
powerful  currents  or  large  magnets  charged  by  weaker  currents. 
Since  current  is  expended  in  the  field,  and  must  be  continually 
reproduced,  while  the  expense  for  the  iron  is  only  the  interest  on 
the  first  cost,  it  would  appear  that  the  latter  course  was  the 
cheaper  one.  But  it  is  found  that  the  amount  of  electricity 
necessary  to  magnetize  iron  rises  in  a  very  rapid  ratio  as  the 
point  of  saturation  is  approached,  it  requiring,  when  the  iron  is 
half  saturated,  about  one  hundred  times  more  current  to  fully 
saturate  it.  Practically,  therefore,  given  the  strength  of  the 
field,  the  question  is  which  is  more  economical:  to  expend 
more  current  and  use  less  iron,  or  to  use  a  weaker  current  and 
more  iron  ;  the  cost  of  the  iron,  the  cost  of  the  current,  and  the 
percentage  of  saturation  by  a  current  of  given  strength,  af- 
fording the  data  for  the  computation.  It  is  found  an  am- 
pere can  be  produced  for  less  money  by  using  large  magnets 
and  a  current  sufficient  to  half  saturate  them.  This  idea  is  car- 
ried out  in  the  Edison  dynamo,  in  which  large  magnets,  half 
saturated,  are  used. 

There  is  also  one  other  improvement  in  the  Edison  dynamo 
which  enters  into  the  point  of  economy.  It  is  in  the  construc- 
tion of  the  iron  base  of  the  armature.  At  the  time  when  Mr. 
Edison  was  working  on  this  subject,  armatures  of  the  cylinder 
type  were  made  with  solid  iron  bases,  the  revolution  of  which 
caused  the  production  of  heat  in  the  body  of  the  armature,  and, 
second,   considerably   lessened  the  efficiency  of  the  machine. 
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Various  devices  were  adopted  to  remove  this  heating,  such  as 
blowing  a  current  of  air  or  passing  a  stream  of  cold  water  in  the 
neighborhood  of  the  armature  to  reduce  the  heat  But,  as  we 
all  know,  heat  developed  means  energy  wasted,  and  Mr.  Edison 
characterized  his  dynamo  by  a  fundamental  improvement  in 


Fig.  60. 

this  direction.  He  undertook  to  ascertain  what  was  the  cause  of 
the  heating  of  the  body  of  such  armatures.  He  revolved  a 
block  of  iron  between  the  poles  of  an  electro  magnet,  and,  after 
running  the  same  five  minutes,  it  was  found  that  a  piece  of 
meat  laid  upon  it  could  be  well  cooked  by  the  heat  developed. 
He,  therefore,  found  it  would  be  necessary  to  break  np  the  in- 
ducing currents  and  so  do  away  with  this  injurious  heating  of 
the  armature.     Accordingly,  then,  he  constructs  his  armature 


Fig.  61. 

of  disks  of  thin  iron  separated  from  each  other  by  a  sheet  of 
tissue  paper,  thus  breaking  up  the  induced  currents  and  the 
injurious  heating. 

The  armature  wire  consists  of  bars  of  copper.     These  bars 
lie  close  to  each  other  around  the  cylinder  which  forms  the 
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armature,  and  generate  the  current  Their  extremities  corre- 
spond to  disks  of  copper  (at  right  angles  to  them)  laid  one 
against  the  other  at  the  ends  of  the  cylinder  and  insulated  from 
each  other.  Each  bar  is  attached  to  these  disks  in  such  a 
way  as  to  form  a  single  circuit,  enveloping  the  cylinder  longi- 
tudinally, and  which  is  itself  connected  through  the  coupled 


F.y,  G3. 

bars,  with  the  collector.  Figs.  60  and  61  give  an  idea  of  this 
new  arrangement.  The  centre  of  the  cylinder  itself  is  occupied^ 
outside  of  the  rotating  axle,  by  a  cylinder  of  wood,  which  in 
its  turn  is  surrounded  by  a  thick  tube  made  of  a  series  of 
very  thin  disks  of  iron,  separated  from  each  other  by  paper. 
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This  arrangement  facilitates  the  rapid  changes  of  polarity  in 
the  plates.  This  tube  is  terminated  at  its  two  extremities 
by  two  thick  clamping  disks  which  are  made  to  compress 
the  others  laterally,  and  the  copper  disks  of  the  working  coil 
occupy  the  two  compartments  at  the    extremities  of  the  cyl- 


inder, as  seen  in  Fig.  60.  Under  such  conditions  as  these,  the 
resistance  of  the  generator  is  small,  and  permits  of  great  sub- 
division of  the  current  in  multiple  arc ;  nor  is  there  any  insula- 
tion to  be  burned  ;  and  in  case  of  the  deterioration  of  the  bars, 
they  can  be  easily  renewed,  for  they  are  simply  screwed  against 
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the  copper  disks  corresponding  to  them.     In  the  large  machines 
now  made  by  Mr.  Edison,  the  field  magnets  lie  horizontal  (fig. 
62),  instead  of  being  placed  in  the  vertical. 
The  Edison  dynamos  are  at  present  made  in  five  different 


Fig.  65. 


sizes,  for  supplying  15,  60  (fig.  63),  150  (fig.  64),  250  (fig.  65), 
and  1,200  sixteen  candle  power  lights  respectively :  or  double 
this  number  of  eight  candle  lighta  The  power  usually  estimated 
for  these  machines  is  4,  10,  18,  34,  and  150  horse  power,  for  the 
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five  machines.  This  is  a  liberal  estimate  of  power,  Mr.  Edison 
not  desiring  to  be  understood  as  limiting  the  light  producing 
capacity  of  the  machines  to  the  precise  number  of  lights  above 
stated  where  such  horse  power  is  used, 

The  Edison  generators  for  1,200  lights  and  above  are  con- 
structed on  a  modified  plan.  The  first  of  these  giant  machines 
was  exhibited  at  the  Paris  Electrical  Exhibition,  where  it  fur- 
nished the  current  for  500  lamps  in  the  grand  staircase,  250 
lamps  in  the  Edison  exhibit  rooms  and  about  200  more  scattered 
over  the  building. 

This  machine  (fig.  66),  with  its  engine,  rested  on  a  cast  iron 


Fig.  68. 
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bed  plate  12^  by  8^  feet,  weighing  9,600  lbs.  The  field  con- 
sisted of  eight  electro-magnets  each  8  feet  long,  placed  hori- 
zontally and  weighing  24,500  lbs.  The  annature  was  28  inclies 
in  diameter  and  5  feet  long,  and  weighed  with  its  shaft  8,500 
lbs.  In  place  of  wire,  copper  bars  three  quarter  inches  in  dia- 
meter (fig.  67),  covered  its  surface  parallel  to  the  axes,  their 
ends  being  connected  with  flat  disks  of  copper,  insulated  from 
each  other,  which  served  to  convey  the  current  across  the  ends 
of  the  cylinder.      Figs.  68  and  69  show   the  copper  disk,  and 
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lai^  armature.  The  object  of  the  bar  armature  is  to  furnish 
means  for  easily  removing  and  replacing  one  or  more  coils  of 
the  armature.  For  the  generative  portions  of  the  armature, 
coils  of  wire  or  naked  bars  are  employed,  electrical  connections 
from  each  bar  on  the  opposite  side  of  the  armature  being  made 
through  disks.  If  each  longitudinal  set  of  wires,  or  each  bar, 
be  considered  as  one  coil,  a  series  of  disks  equal  in  number  to 
half  the  coils  is  used  at  each  end  of  the  armature.  Referring  to 
the  illustrations,  which  are  diagrammatic  in  their  character, 
A  (fig.  69)  represents  a  disk  at  the  commutator  end  of  the 
armature,  and  B  a  disk  at  the  other  end. 

Each  disk.  A,  has  a  hole  punched  out  of  the  centre,  and  a 
finger,  c,  bent  out  at  right  angles  to  the  commutator  block,  H. 
D  is  a  core  of  insulated  disks  of  soft  iron.  Supposing  the 
upper  bar,  E,  to  be  moving  through  the  polar  space  of  the 
magnetic  field,  a  current  would  traverse  it,  say,  from  left  to 
right,  enter  the  disk  2,  by  the  lug,  b  (fig.  67),  cross  the  disk,  and 
return  by  a  bar  not  shown,  but  immediately  behind  the  lowest 
bar,  E,  to  the  disk  3,  and  then  two  paths  would  be  open  to  it, 
one  by  the  tongue,  r,  to  the  commutator,  and  the  other  through 
the  second  bar,  E,  attached  to  the  disk  3.  The  same  would 
occur  in  each  pair  of  bare  and  disks. 

The  resistance  of  the  armature  was  only  0.008  ohm.  The 
commutator  was  nine  inches  long,  composed  of  heavy  bars 
of  copper.  The  engine  weighed  10,000  lbs.  and  had  a 
cylinder  11  by  16  inches.  With  a  boiler  pressure  of  120  lbs. 
and  360  revolutions  per  minute,  it  developed  150  effective 
horse  power.  The  total  weight  of  the  machine  was  44,600  lb&, 
and  the  weight  of  copper  on  the  magnets  and  armature  was 
3,600  lbs.  Subsequently,  twenty -seven  other  machines  have  been 
made  upon  the  same  plan,  but  larger,  their  total  weight  being  36 
tons  eiach.  The  tests  of  these  machines  gave  excellent  results, 
showing  the  production  of  7.44  16-candle  lights  per  indicated 
horse  power.  Two  of  these  machines  were  sent  to  London,  and 
are  now  working  at  the  Holborn  Viaduct  Station. 

The  Edison  dynamo  is  able  to  convert  into  electricity  the 
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mechanical  energy  derived  from  the  steam  engine  with  a  loss  of 
only  five  per  cent 

A  distinction  is,  however,  to  be  made  here  between  total  effi- 
ciency and  commercial  efficiency.  Tbc  former  is  the  ratio  of 
current  energy  produced  to  mechanical  energy  absorbed,  and  is 
the  efficiency  ordinarily  spoken  of,  of  machines.  But,  as  shown 
above,  the  useful  work  of  a  muchine  is  that  done  in  the  external 
circuit  Hence  the  commercial  efficiency,  or,  in  other  words, 
the  economy  of  the  machine  is  its  total  efficiency  multiplied  by 
the  ratio  of  the  resistance  of  the  external  circuit  to  the  total 
resistance.  If  the  total  efficiency  of  these  dynamos  is  95  per 
cent,  and  the  ratio  above  mentioned  be  f  f ,  the  commercial  effi- 
ciency will  be  95  X  ^t  =  93  per  cent  These  results  have  been 
established  by  the  tests  made  by  Professors  Brackett  and  Young 
upon  the  earlier  dynamos  made  by  Mr.  Edison,  which  showed 
89.9  per  cent  total  and  84.1  per  cent  of  available  efficiency. 
(Am.  J.  Sci.,  Ill ,  xix.  476,  June  18,  '80),  and  by  Mr.  Howell, 
of  the  Stevens  Institute,  upon  the  later  and  improved  apparatus, 
which  showed  96.10  per  cent  total,  and  88.7  per  cent  commer- 
cial efficiency. 

The  smaller  dynamos  only  are  used  for  isolated  lighting,  the 
larger  for  general  illumination.  They  are  not  liable  to  get  out 
of  order,  and  need  no  more  than  five  minutes*  attention  each 
day  for  oiling  and  changing  position  of  the  brushes.  They 
may  be  run  by  any  ordinary  engineer  after  a  few  hours'  instruc- 
tion by  the  oompany^s  men,  who  are  sent  to  erect  the  machine. 
A  special  engineer  or  electrician  is,  therefore,  entirely  unneces- 
sary. 

The  current  generated  by  the  Edison  dynamos  is  absolutely 
harmless  to  life  or  healtL  The  wires  at  any  part  of  the  system, 
even  the  pole-pieces  of  the  machine  itself,  may  be  grasped  by 
the  bare  hand  firmly  or  otherwise,  without  the  slightest  injury 
whatever  to  the  person.  In  fact,  so  low  is  the  electro  motive 
force  or  tension  of  the  current  that  it  can  scarcely  be  felt  at  all. 

The  following  is  a  description  of  Mr.  Edison^s  Radial  Bar 
and  Disk  Dynamo  Electric  Machine,  patented  August  22,  1882  : 
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Mr.  Edison's  object  in  this  invention  was  to  produce  a  dynamo 
or  magneto  electric  machine  in  which  the  iron  core  of  the  arma- 
ture would  not  be  necessary,  and  the  loss  of  power  caused  by 
heating  would  be  avoided,  the  inductive  portion  only  of  the 
armature  being  passed  between  the  poles  of  the  excitiug  mag- 
net or  magnets,  which  poks  can  consequently  be  brought  close 
together,  so  as  to  produce  an  intense  magnetic  field,  and  which 
will  generate  a  continuous  current  of  high  electro  motive  force 
in  the  same  direction  without  the  use  of  pole-changers.  All 
the  inductive  portions  of  the  armature  are  constantly  in  circuit, 
and  the  internal  resistance  of  the  machine  is  exceedingly  small 
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Mr.  Edison  accomplishes  this  object  by  constructing  the  arma- 
ture in  the  shape  of  a  disk  or  plate  like  that  used  by  Arago  in 
his  experiments,  but  divided  into  radial  sections.  These  radial 
sections,  which  form  the  inductive  portion  of  the  armature,  are 
naked  copper  bars  connected  together  by  insulating  material, 
and  attached  rigidly  to  the  driving-shaft  by  an  insulating-hub. 
At  their  inner  ends  these  bars  are  connected  in  pairs,  by  means 
of  metal  plates  insulated  from  each  other,  which  plates  have 
tongues  secured  in  the  grooves  of  an  insulating  commutator- 
cylinder.  The  radial  bars  revolve  between  the  polar  extensions 
of  two  magnets,  and  outside  of  their  polar  extensions  the  disk 
formed  of  radial  bars  and  insulating  material  is  surrounded  by 
concentric  metal  rings,  which  are  insulated  from  each  other  and 
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the  radial  bars,  except  as  hereinafter  explained.  The  number 
of  the  rings  is  one  half  that  of  the  radial  bars.  The  pairs  of 
bars  are  connected  in  multiple  arc  at  their  outer  ends  by  these 
concentric  rings,  by  means  of  bands,  or  rods  extending  from  the 
bars  to  the  rings,  and  being  insulated  from  all  the  rings  except 
the  ones  they  are  intended  to  connect  with  the  bars.  The  rings 
connect  the  bars  in  such  manner  that  the  connections  are  sym- 
metrical at  every  position  of  the  machina  The  rings  are  com- 
plete, and  extend  in  both  directions  from  and  to  the  connecting 
bands  or  rods,  so  that  the  plates  are  connected  in  multiple  arc, 
half  the  current  passing  in  each  direction.  The  current,  com- 
mencing at  the  n^ative  commutator  brush,  is  divided  into  two 


parts,  each  of  which  parts  passes  through  one  half  of  the  radial 
bare  and  combines  with  the  other  part  at  the  positive  commu- 
tator brush.  In  this  manner  all  the  bars  are  continually  kept  in 
circuit,  and  a  current  is  generated  having  an  electro-motive  force 
due  to  one  half  the  length  of  all  the  plates.  The  concentric 
rings  are  arranged  outside  of  the  polar  extensions,  so  that  these 
extensions  can  be  brought  close  up  to^the  inductive  bars,  while 
the  rings  are  nearly  outside  of  the  magnetic  field,  and  do  not 
cut  the  lines  of  force  at  right  angles,  and  consequently  have  no 
counter  effect  upon  the  electro- motive  force  of  the  current.  As 
the  plates  connecting  the  radial  bars  with  the  commutator,  the 
concentric  rings,  the  connecting  bands,  or  rods,  and  the  radial 
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bars  themselves,  all  have  large  conducting  area,  the  internal 
resistance  of  the  machine  is  exceedingly  small. 

The  novel  features  of  this  machine  are  also  applicable  to 
electric  engines  and  motora  As  an  engine  or  motor  the  con- 
struction would  have  the  advantage  of  great  lateral  compactness, 
enabling  its  use  on  a  narrow  railway-car  without  projecting  over 
the  sides  of  the  car,  or  in  other  locations  where  space  is  limited- 
Figure  70  shows  the  revolving  armature  with  the  commutator 
in  section,  the  connections  of  the  radial  bars  with  the  commu- 
tator being  shown  diagrammatically ;  Fig.  71a  central  horizontal 
section  of  the  machine,  and  Fig.  72  a  perspective  view  of  it 

The  radial  naked  copper  bars,  which  are  numbered  1  to  16, 
inclusive,  are  mounted  upon  a  hub,  secured  to  the  shaft  and 
properly  insulated  from  such  shaft.  These  bars  are  joined  edge- 
wise by  a  non-conducting  material,  so  that  they  form  a  rigid 
disk  or  plate.  The  radial  bars  are  turned  outwardly  at  their 
lower  ends  and  connected  thereby,  or  by  rods,  with  plates,  E, 
which  are  insulated  from  each  other  and  have  tongues,  two  of 
which  are  shown  in  Fig.  71  extending  outwardly  and  forming 
the  conducting  portions  of  the  commutator-cylinder. 

Two  radial  bars  are  connected  with  each  plate,  E,  and  by  it 
•connected  with  the  nearest  central  commutation  bar.  In  the 
arrangement  shown,  the  pairs  1  and  8, 2  and  11,  8  and  10,  4  and 
18,  5  and  12,  6  and  15,  7  and  14,  9  and  16  are  connected 
together  and  to  central  commutator-bars.  The  concentric  rings, 
G',  surround  the  disk  formed  by  the  radial  bars,  outside  of  the 
polar  extensions,  and  are  insulated  from  them.  The  radial  bars 
are  connected  in  couples  by  the  rings  by  means  of  the  bands  or 
rods  H.  The  neutral  line  extends  vertically  through  the  centre 
of  the  armature,  while  the  commutator  brushes  or  springs  P  N 
make  contact  with  the  sides  of  the  commutator-cylinder  at  the 
ends  of  its  horizontal  diameter,  the  bars  next  to  the  neutral  line 
being  connected  with  the  central  side  commutator-bars,  as  shown 
and  previously  explained.  On  the  left-hand  side  of  the  neutral 
line  the  currents  in  the  radial  bars,  as  shown  in  Fig.  70,  all  run 
inwardly,  while  those  on  the  right-hand  side  flow  outwardly.   In 
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the  position  shown  one  portion  of  the  current  would  pass  from 
the  n^ative  to  the  positive  commutator-brush,  via  1,  11/2,  12, 
o,  14,  7  and  16,  and  the  other  portion  via  8,  15,  6,  13, 14,  10,  8, 
and  9,  the  proper  plates  E  and  straps  H  being  included  in  the 
circuits. 

By  dividing  the  disk  into  radial  sections  or  bars  and  connect- 
ing them,  so  as  to  generate  a  continuous  current,  a  much  higher 
electro-motive  force  can  be  obtained  than  by  the  use  of  the 
simple  undivided  disk  employed  by  Arago  in  his  experiments. 

THE   EDISON  CONDUCTORS. 

The  conductors  used  in  the  Edison  system  are  of  two  kinds : 
First,  the  mains  which  are  used  to  distribute  the  current  from 
the  central  station  tlirough  the  streets ;  and  second,  the  wires, 
which  are  used  within  the  houses  to  be  lighted.  The  former 
conductors  are  semi-cylindrical  rods  of  copper  placed  in  iron 
pipes.  Every  six  or  eight  inches  they  are  supported  in  these 
pipes  by  blocks  of  wood,  and  the  pipe  is  then  filled  with  an 
insulating  compositioa  This  complete  conductor  is  made  in 
lengths  of  20  feet.  It  is  laid  under  the  ground,  eighteen  inches 
or  so  outside  of  the  curb  on  each  side  of  the  street,  and  twenty- 
eight  inches  beneath  the  surface.  The  tubes  screw  into  a  cast 
iron  box,  within  which  contact  is  made  with  a  lateral  branch, 
which  is  carried  within  the  curbstone  and  there  capped.  Every 
20  feet,  therefore,  the  main  conductor  is  tapped,  and  the  house 
conductors  can  readily  be  reached  by  taking  up  a  few  bricks  or 
a  flag  on  the  walk  without  disturbing  the  street  paving.  Fig. 
73  shows  one  of  these  boxes  with  its  connections. 

Within  the  house,  the  conductors  are  of  copper  wire,  unless 
the  number  of  lamps  is  so  great  as  to  require  very  large  con- 
ductors, in  which  case  conductors  enclosed  in  iron  pipes  are 
used,  but  of  smaller  size  than  the  mains.  The  wiring  of  build- 
ings for  the  Edison  light  is  done  by  skilled  workmen  employed 
by  the  company.  The  wires  are  placed  two  and  a  half  inches 
apart,  each  wire  having  a  double  insulated  non-combustible  cov- 
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ering  and  being  further  protected  by  a  wooden  moulding  con- 
taining grooves  on  the  under  side  to  receive  the  wires,  thus  ren- 
dering any  contact  or  crosses  between  them  almost  impossible. 

Figure  74  represents  the  moulding  with  a  piece  cut  away  on 
the  left  side  to  expose  the  wira 

In  case  any  accidental  contact  between  the  wires  should  hap- 
pen, caused  either  directly  or  indirectly  by  the  contact  of  any 
metallic  conductor,  such  as  a  gas  or  water  pipe,  with  them,  Mr. 
Edison  has  invented  a  device  termed  a  safety  catch,  which 
secures  absolute  freedom  from  danger  by  fire,  and  is  an  essen- 
tial feature  of  his  system  of  distribution.     In  the  system  of 


electric  distribution  this  device  is  intended  to  play  a  part 
analogous  to  that  performed  by  the  safety  valve  in  a  steam 
boiler  or  an  overflow  pipe  in  a  system  of  water  supply.  It  con- 
sists simply  of  a  short  piece  of  wire,  fusible  at  a  comparatively 
low  temperature,  which  is  inserted  in  and  forms  part  of  every 
circuit  The  wire  is  an  alloy  of  lead  and  tin,  and  is  contained 
in  an  adjustable  plug  or  block.  The  object  of  the  safety-catch 
is  to  obviate  the  danger  of  fire  arising  from  an  excess  of  current 
at  any  given  point  For  instance,  if  from  any  cause  an  exces- 
sive amount  of  current  passes  through  the  circuit,  the  safety 
catch  would  immediately  fuse,  and  thus  cut  off  the  flow  of  the 
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current  before  any  danger  could  possibly  be  done  by  overheat- 
ing the  wires.  To  make  this  perfectly  clear  to  those  who  are 
unacquainted  with  electrical  science,  it  should  be  stated  that  in 
the  Edison  system  the  current  of  electricity  running  through 
the  wires  is  always  of  a  given  tension  or  pressure,  and  that  the 


rig,  74. 


Edison  lamp  has  a  resistance  exactly  proportioned  to  this  ten- 
sion. It  is  a  well  known  fact  that  when  two  or  more  paths  are 
open  for  the  passage  of  an  electric  current,  it  will  follow  each 
in  proportion  to  the  facilities  offered,  and  that  the  greater  por- 
tion of  it  will  take  the  easiest  way  ;  and,  therefore,  if  two  con- ' 
ductors  are  placed  across  the  two  copper  rods  forming  a  part  of 
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the  circuit  in  the  Edison  system,  one  having  low  and  the  other 
high  resistance,  the  bulk  of  the  current  will  pass  through  the  one 
having  the  smaller  resistance.  Now,  if  by  any  accident  one  of 
the  wires  conveying  the  current  to  the  lamps  were  to  come  in 
contact  with  the  other  wire,  or  if  some  other  metallic  body, 
such  as  a  gas  or  water  pipe,  should  come  in  contact  with 
both  of  the  conducting  rods,  there  would  be  a  conductor  of  con- 


Fig.  75.  B 


siderably  less  resistance  inserted  in  the  circuit,  and  the  current 
would  immediately  rush  to  that  point,  because  it  would  afford 
a  much  easier  passage.  The  consequence  would  be  the  fusing 
of  the  copper  wires,  and,  possibly,  the  setting  fire  to  the  adjacent 
woodwork  or  other  inflammable  material.  It  is  to  obviate  this 
danger  that  the  safety  catch  or  weak  point  is  interposed  in  every 
circuit  In  the  case  of  a  rush  of  current  as  abov^  described, 
the  effect  would  be  to  immediately  fuse  the  safety  catch  and 
effectually    interrupt  the    flow    of    the    current     When  it  is 
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stated  that  the  fusing  point  of  the  safety  catch  is  between  450 
and  500  degrees  Fahrenheit,  and  that  of  copper  wire  2,143,  it  is 
at  once  apparent  that  when  the  copper  conducting  wires  are  yet 
comparatively  cool,  the  safety  catch  will  melt  In  fact,  by  the 
use  of  this  device,  fires  are  practically  impossible  in  the  Edi- 
son system.  The  safety  catch  wii-e  is  usually  inclosed  in  a 
small  receptacle  called  the  safety  catch  plug,  and  should  the 
wire  fuse,  the  current  may  be  restored  by  merely  taking  out 
the  old  plug  and  inserting  a  new  one — the  work  of  a  moment 


Figures  75  and  76  are  front  and  back  views  of  the  double 
cut  out,  or  safety  catcL  It  is  composed  of  a  block  of  hard 
wood,  with  grooves  cut  in  it  for  the  main  and  branch  wires  to 
pass  through,  and  having  two  large  holes  bored  through  it,  in 
each  of  which  is  inserted  a  short  brass  thimble  upon  the 
inner  surface  of  whicb  screw  threads  are  cut  These  brass 
thimbles  are  attached  to  the  main  conductors  by  set  screws  (A, 
fig.  75),  running  into  the  grooves  through  which  they  pass. 
One  of  the  brass  thimbles  is  thus  connected  with  the  incoming 
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and  the  other  with  the  outgoing  wire.  At  the  bottom  of  each 
of  the  holes  in  figure  75  is  seen  a  portion  of  a  brass  plate  with 
a  screw  head  appearing  above  it  1  his  plate  is  fastened  to  the 
wooden  block  so  as  to  lie,  at  one  end,  under  the  hole,  and  the 
other  end  is  connected  by  a  set  screw  with  the  branch  wire. 
This  plate  is  insulated  from  the  thimble.  The  arrangement  of 
the  little  brass  plate  can  be  seen  more  clearly  in  the  back  \-iew 
of  the  double  cut  shown  in  figure  76. 

One  end  of  the  plate  is  seen  to  cover  the  bottom   of  the 
thimble,  or  screw  hole,  while  the  other  end  is  connected  by  a 


Fig.  77. 

binding  screw  to  the  branch  wire  running  through  the  curved 
groova  Now,  as  the  main  wires  are  connected  with  the  brass 
thimbles,  and  the  branch  wires  are  connected  with  the  brass 
plates  under  the  thimbles,  it  is  evident  that  the  main  and 
branch  wires  would  be  connected  if  the  thimbles  and  plates 
were  united.  This  union  is  made  by  means  of  plugs,  one  of 
which  is  shown  in  section  in  D,  figure  76.  This  plug  is  made 
of  a  non-conducting  material  in  the  form  of  a  thumb  screw,  to 
fit  into  the  brass  thimble.  The  upper  part  of  the  screw,  h,  is 
covered  with  brass,   which  when  it  is  in  place,  is  in  metaUic 
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connection  with  the  main  wire  through  the  thimble,  and  it  has 

a  brass  cap,  ^,  at  the  bottom,  which  connects  with  the  branch 

wires  through  the  metallic  plate  under  the   screw  hole,  and 

the  top  and  bottom  plates    of   the  plug   are    connected  by 

means  of  a  wire  of  lead  and  tin  alloy,  contained  in  the  interior 

of  the  plug,  as  shown  in  the  sectional  cut  E.     B,  figure  75, 

shows  one  of  these  plugs  removed  from  the  block  and  turned 

upside  down,      C,  figure  75,  shows  one  right  side  up,  while 

figure  74  shows  the  two  plugs  properly  inserted  in  the  block. 

The  upper  ends  of  the  plugs  are  protected  by  brass  caps,  which 

can  he  removed,  for  the  purpose  of  examining  the  condition  of 

the  fusible  wire,  without  removing  the  plug  or  disturbing  any 

of  the  connections. 

Figure  77  represents  a  single  cut  out,  which  is  employed  iu 
all  cases  where  it  is  not  considered  necessary  to  introduce  the 
cut  out  upon  both  the  incoming  and  outgoing  wire.  This  cut 
out  is  precisely  like  the  other,  except  that  it  has  but  one  safety 
P'og,  which  is  introduced  in  one  of  the  branch  line  wires.  The 
®ogle  cut  out  is  apparently  sulTicient  for  safety,  but  Mr.  Edison 
uses  two  in  order  to  insure  double  security. 

THE   EDISON   ELECTRIC   METER 

"here  the  consumer  of  electric  light  generates  his  electricity 
^  Well  as  uses  it,  as  in  the  case  of  a  separate  plant  for  lighting 
a  factory,  the  question  of  cost  is  one  of  generation  only.  But 
where  the  electricity  is  produced  at  and  distributed  from  a  cen- 
tral station  in  a  manner  similar  to  the  production  and  distribu- 
^^^  of  gas,  it  is  obviously  necessaiy  to  have  some  means  of 
knowing  accurately  the  amount  of  electricity  which  is  supplied 
^  ^be  customer.  It  would  seem  at  first  thought  quite  impossible 
to  measure  so  intangible  an  agent  as  electricity.  But  Mr.  'Edi- 
3on  has  succeeded  in  devising  a  form  of  meter  which  enables  the 
quantity  of  electricity  consumed  in  a  house  to  be  as  easily  as- 
certained  as  the  quantity  of  gas,  and  far  more  accurately.  In 
^  ®  Edison  meter  advantage  is  taken  of  the  fact  that  when  an  dec- 


156  THE  ELECTRIO  LIGHT. 

trical  current  is  passed  through  a  solation  of  a  salt  capable  of  de- 
composition, it  is  decomposed  in  quantity  exactly  proportional  to 
the  strength  of  the  current  If  a  current  be  passed  through  a 
solution  of  zinc,  for  example,  for  every  ampere  of  current  which 
passes,  0.384  milligram  of  zinc  is  decomposed  per  second.  Since 
this  zinc  is  deposited  on  the  negative  plate,  it  is  evident  that  by 
weighing  this  plate  at  the  beginning  of  the  month  when  it  is  in- 
serted in  the  meter,  and  again  at  the  end  of  the  month  when  it 


Fig.  78. 

is  taken  out,  it  would  be  easy  to  calculate  the  number  of  am- 
peres current  which  had  passed  during  that  time,  and  inasmuch 
as  the'  number  of  candles'  light  which  this  amp^ro  will  give  is 
definitely  known,  a  computation  of  the  amount  of  light  supplied 
to  the  customer  is  easily  ascertained.  To  maintain  100  sixteen 
candle  lamps  for  a  month,  however,  a  current  would  be  re- 
quired which  would  deposit  in  that  time  between  130  and  140 
pounds  of  zinc — a  quantity  too  large  for  practical   purposes. 
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The  meter  is,  therefore,  placed  in  a  collateral  or  shunt  circuit, 
whose  resistance  is  made  exactly  one  thousand  times  greater 
than  that  of  the  main  circuit  Hence,  one  thousandth  of  the 
main  current  only  goes  through  it,  and,  of  course,  one  thou- 
sandth of  the  zinc  is  deposited.  By  multiplying  the  current 
equivalent  to  the  zinc  deposited  by  the  ratio  of  the  shunt,  the 
value  of  the  whole  current  is  obtained. 

Figure  78  shows  the  meter  and  figure  79  the  arrangement  of 
the  main  and  branch  lines  with  the  meter  in  circuit. 

The  meter  consists  of  a  jar  containing  the  zinc  solution  in 
which  two  zinc  plates  are  suspended  from  the  cover,  one  at- 
tached to  the  incoming  and  the  other  to  the  outgoing  wira  The 
whole  is  inclosed  in  a  neat  box  of  cast  iron.  A  second 
similar    jar    is,  also    placed    in    the   box,  through  which   a 


Fig.  19. 


tenth  only  of  the  shunt  current  is  allowed  to  pass — that  is  to 
say  Yj^,i-^  of  the  whole  current  This  is  intended  as  a  check  to 
the  other  jar  in  case  of  doubt  arising  as  to  the  correctness  of  its 
indication  from  any  cause,  as  the  shifting  of  plates,  etc.  To 
each  jar  a  coil  of  wire  is  attached  for  adjusting  the  resistance  of 
the  branch  circuit  An  extremely  ingenious  device  is  attached 
to  this  coil.  It  is  well  known  that  the  resistance  of  solutions 
decreases  with  the  rise  of  temperature,  while  that  of  metals  in- 
creasea  A  corrugated  strip  of  metal  forms  part  of  the  voltame- 
ter circuit,  so  proportioned  that  its  change  of  resistance  by  a 
variation  of  temperature  is  equal  to  and  opposite  to  that  of  the 
liquid*  The  resistance  of  the  meter  is  thus  preserved  constant 
and  independent  of  temperature,  thus  always  assuring  correct 
measurement 
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There  is  one  more  ingenious  contrivance  in  the  Edison  meter 
designed  to  prevent  the  inconvenience  occasioned  by  a  frozen 
gas  meter.  In  cases  where  the  meter  is  likely  to  be  exposed  to 
a  temperature  at  which  the  liquid  would  freeze,  an  ordinary 
Edison  lamp  is  placed  within  the  meter  case  and  a  compound 
strip  of  iron  and  brass  is  so  arranged  that  when  the  temperature 
falls  to  82  degrees  of  Fahrenheit,  the  strip,  by  the  differential 
contraction,  becomes  contracted  so  as  to  close  a  platinum  con- 


Fig.  80. 

tact  and  light  the  lamp.  As  soon  as  the  temperature  has  risen 
sufficiently  the  contact  is  automatically  broken  and  the  light  is 
extinguished.  These  phenomena  are  repeated  as  often  as  the 
change  in  temperature  takes  placa 

Another  form  of  meter  (fig.  80)  has  been  devised  by  Mr.  Edi- 
son, which  he  has  called  an  ampere  meter.  Like  the  one  just  de- 
scribed, it  depends  on  the  principle  of  electrolysis  by  the  current. 
A  carefully  poised  balance  beam  supports  at  its  ends  two  copper 
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plates,  wliich  are  immersed  each  in  its  own  jar  of  solutic^ 
Since  the  current  passes  in  the  inverse  direction  through  these 
jars,  the  copper  is  dissolved  from  one  plate  and  is  deposited  on 
the  other,  thus  causing  the  beam  to  turn.  Attached  to  this 
beam  is  a  commutator,  so  that,  when  it  reaches  a  certain  angle, 
the  commutator  is  moved  and  the  current  reversed.  The  copper 
is  now  removed  from  the  plate  on  which  it  was  deposited  before 
and  deposited  on  the  other  plata  And  thus  a  permanent  oscil- 
lation of  the  beam  is  produced.  By  a  train  of  wheel  work,  the 
number  of  oscillations  is  i-ecorded  ;  and  by  suitably  proportion- 
ing the  parts  of  the  apparatus,  the  identic  il  counter  is  used 
which  is  used  in  the  gas  meter  ;  so  that  it  registers  cubic  feet 
of  electricity,  a  cubic  foot  of  electricity  being  the  quantity  re- 
quired under  the  conditions  of  the  Edison  system  to  give  the 
same  light  as  a  cubic  foot  of  gas. 

This  form  of  apparatus  may  be  used  for  measuring  extremely 
minute  currents.  In  one  form  of  it,  exhibited  at  Paris,  the 
whole  apparatus  is  exceedingly  delicate,  and  the  motion  of  the 
beam  is  multiplied  by  that  of  a  mirror  attached  to  it,  by  which 
a  beam  of  light  is  deflected.  So  sensitive  is  this  instrument 
that  it  is  capable  of  indicating  in  one  minute  a  current  so  feeble 
that  it  would  require  a  century  to  deposit  an  ounce  of  copper. 

THE  EDISON  FIXTURES. 

The  simplest  fixture  is  the  conducting  wire  itself,  upon  which 
the  lamp,  by  means  of  its  wires,  may  be  hung.  But  for  perma- 
nent installation  some  devices  must  b3  contrived  for  solidly 
supporting  the  lamp,  for  concealing  and  protecting  the  conduct- 
ors, for  turning  the  current  on  and  oflE,  and  for  connecung  several 
lamps  in  a  single  group.  It  was  at  first  proposed  to  use  gas 
fixtures,  the  gas  pipe  serving  for  the  return  current.  But  several 
objections  developed  to  this  course — first,  owing  to  imperfect 
joints,  the  resistance  of  the  gas  pipes  in  ortiinary  houses  is  so 
high  that  economy  of  current  repays  the  cost  of  a  return  wire ; 
second,  there  would  be  some  risk  of  fire  in  using  ground  ;  and 
third,  if  the  fixtures  constituted  a  part  of  the  circuit,  a  slight 
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tingling  sensation  might  be  perceived,  under  certain  circum- 
stances, on  touching  them.  This  latter,  although  trifling,  would 
cause  distrust  and  prejudice  on  the  part  of  servants  and  oihers 
not  informed.  Hence  Mr.  Edison  early  determined  to  put  in 
double  wires  throughout ;  and  his  competitors,  who  used  gas 
pipes  as  return  circuits,  are  now  following  his  exampla  His 
views  have  been  adopted  by  the  fire  underwriters,  who  have 
made  stringent  rules  declaring  against  the  use  of  ground  circuits 
in  electric  lighting. 

The  lamp  is  furnished  with  a  plaster  cap  having  a  brass 
ring  and  tip,  each  connected  with  one  of  the  wires  fastened  to 
the  carbon.  The  ring  has  a  screw  thread  upon  it  which 
enters  a  similar  screw  thread  in  the  socket  The  tip  or  but- 
ton makes  contact  with  a  similar  brass  piece  inside  the  socket. 
The  socket  itself  is  made  of  wood,  inclosed  in  a  brass  box, 
upon  the  bottom  of  which  is  a  screw  thread  for  attachment 
The  two  wires  from  the  main  enter  the  opening  and  terminate, 
one  in  the  brass  ring  which  makes  contact  with  the  screw 
thread  of  the  lamp,  the  other  with  the  flat  plate  in  the  bottom 
of  the  socket,  which  is  pressed  by  the  tip  or  button  of  the  lamp 
cap.  In  most  cases  the  socket  is  furnished  with  a  switch  or 
key,  by  turning  which  through  a  quarter  of  a  revolution  the 
current  is  put  on.  Within  this  socket,  and  making  part  of  the 
circuit,  is  a  piece  of  lead  wire  acting  as  a  safety  catch. 

The  socket  is  attached  to  the  fixture  proper.  This,  of  course, 
may  be  of  the  rudest,  simplest  description,  or  it  may  be  elabo- 
rated in  the  highest  style  of  decorative  art  A  simple  arm  like  a 
gas  bracket  is  the  most  primitive  form,  made  either  of  iron  or 
brass,  plain  or  ornamented.  Then  a  swinging  bracket,  with  two 
or  more  arms — an  ingenious  device  allowing  the  play  of  the 
joints  without  disturbing  the  current  From  that  to  electroliers 
and  electrolabra,  corresponding  to  gasaliers  or  chandeliers  and 
candelabra,  is  but  a^step.  Then  these  sockets  may  be  attached 
to  hooks,  to  spring  clips,  to  sharp  spikes,  and  to  ornamented 
drop  light  stands,  and  be  connected  by  a  flexible  conducting 
core  to  the  supply  wire,  the  object  being  to  change  the  positioa 
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of  the  lamp  and  to  attach  it  readily  where  and  in  any  position 
desired. 

Unlike  the  gas  jet,  the  Edison  lamp  can  be  placed  in  any  po- 
sition without  aflEecting  the  result  Consequently,  they  are 
placed  preferably  inverted.  "^I^his  not  only  avoids  shadows  from 
the  fixtures,  but  it  enables  reflectors  of  any  sort — porcelain,  tin, 
either  white  or  polished  inside — to  be  placed  above  the  lamp, 
and  thus  to  throw  down  the  light  which  would  be  otherwise 
wasted  on  the  ceiling.  In  this  way  the  amount  of  light  thrown 
vertically  downward  is  increased  at  least  one  half. 

THE   EDISON  LAMP. 

It  is  somewhat  strange  that  carbon,  the  only  substance  of  any 
value  for  the  contact  surfaces  of  telephone  transmitters,  should 
also  prove  to  be  the  only  substance  suited  to  the  light  giving 
portion  of  electric  lamps.  Mr.  Edison  does  not  employ  the  car- 
bon so  familiarly  known  in  connection  with  electric  lighting, 
but  a  new  article  having  different  qualities,  and  remarkable  both 
for  the  simplicity  of  the  process  by  which  it  is  made  and  its 
efficiency  as  a  light  giving  body  when  raised  to  incandescence 
by  the  passage  of  an  electrical  current 

The  discovery  of  this  new  form  of  carbon  was  partly  acci- 
dent il,  but  more  the  result  of  Mr.  Edison's  faculty  of  seizing 
upon  the  slightest  suggestion  and  following  it  as  long  as  it  invites 
investigation. 

Previous  to  Mr.  Edison's  invention  of  the  carbon  filament, 
light  by  incandescence  had  been  obtained  from  rods  of  carbon 
of  one  to  four  ohms  resistance,  placed  in  closed  vessels,  in  which 
the  atmospheric  air  had  been  rephiced  by  gases  that  do  not 
combine  chemically  with  the  carbon.  The  vessel  holding  the 
burner  had  been  composed  of  glass  cemented  to  a  metallic  base. 
The  connection  between  the  leading  wires  and  the  carbon  had 
been  obtained  by  clamping  the  carbon  to  the  metal  The  lead- 
ing wires  had  always  been  large,  so  that  their  resistance  should 
be  many  times  less  than  the  burner,  and,  in  general,  the  attempts 
of  previous  persons  had  been  to  reduce  the  resistance  of  the 
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carbon  rod.  The  disadvantages  of  following  this  practice  were 
that  a  lamp  having  but  one  to  four  ohms  resistance  could  not  be 
worked  in  great  numbers  in  multiple  arc  without  the  employ- 
ment of  main  conductors  of  enormous  dimensions ;  and  that, 
owing  to  the  low  resistance  of  the  lamp,  the  leading  wires  must 
be  of  large  dimensions  and  good  conductors,  and  a  glass  globe 
could  not  be  kept  tight  at  the  place  where  the  wires  pass  in  and 
are  cemented ;  hence  the  carbon  was  consumed,  because  there 
must  be  almost  a  perfect  vacuum  to  render  the  carbon  stable, 
especially  when  such  carbon  is  small  in  mass  and  high  in  elec- 
trical resLstancc. 


Fig.  81.  Fig,  82. 


The  use  of  a  gas  in  the  receiver  at  the  atmospheric  pressure, 
although  not  attacking  the  carbon,  served  to  destroy  it  in  time 
by  air-washing,  or  the  attrition  produced  by  the  rapid  passage 
of  the  air  over  the  slightly  coherent  highly  heated  surface  of 
the  carbon.     Mr.  Edison  changed  all  this. 

The  first  carbon  prepared  by  Mr.  Edison  for  this  purpose  was 
formed  of  a  thread  enveloped  in  a  paste  made  of  lampblack  and 
tar,  and  carbonized  at  a  high  temperature.  This  carbon  thread, 
although  not  remarkably  successful,  gave  sufficient  encourage- 
ment to  warrant  further  investigation  in  the  same  direction. 
After  the  trial  of  a  number  of  other  substances,  it  was  deter- 
mined that  paper,  without  lampblack  or  other  application,  was 
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best  adapted  to  the  purpose.  Accordingly,  in  the  latter  part  of 
1879,  these  carbons  were  made  of  the  quality  known  as  Bristol 
board.  Fig.  81  shows  this  completed  paper  carbon  of  full  size, 
and  Fig.  82  the  blank  from  which  it  was  made.     By  comparing 


Fig,  83. 


the  two  figures,  it  will  be  observed  that  the  paper  shrinks  enor- 
mously during  the  process  of  carbonization. 

The  manufacture  of  these  little  carbon  horseshoes,  as  they  are 
called,  was  very  simple.  The  paper  blanks,  after  being  cut  by 
dies  in  the  form  shown  in  Fig.  82,  were  subjected  to  heat  suffi- 
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ciently  strong  to  drive  off  by  destructive  distillation  all  volatile 
matters.  The  paper  horseshoes  thus  prepared  were  placed  with 
alternate  layers  of  tissue  paper  in  shallow  iron  boxes,  and 
weighted  down  with  thin  plates  of  ordinary  carbon.  These 
boxes  were  closed  by  tight  fitting  covers,  and  placed  in  a  muffle, 
when  they  were  raised  to  a  high  temperature,  which  was  main- 
tained for  a  considerable  time.  The  only  index  of  the  comple- 
tion of  the  process  was  the  crackling  of  the  oxide  formed  oa 
the  exterior  of  the  iron  boxes.     After  cooling,  the  carbons  were 


Fig.  84. 

removed  from  the  iron  boxes  and  placed  between  the  jaws  of 
small  platinum  vises  a  a  (Fig.  83),  which  were  supported  on  thin 
platinum  wires  blown  in  the  glass  base  and  forming  the  elec- 
trodes. A  portion  of  the  glass  base  and  the  carbon  and  its  sup- 
ports were  inclosed  in  a  glass  bulb,  from  which  the  air  was  so 
■completely  exhausted  by  means  of  a  Sprengel  pump  that  only  a 
millionth  part  of  the  original  volume  remained. 

Mr.  Edison  has  improved  the  Sprengel  pump  so  that  high 
vacua  may  be  produced  in  25  minutes,  instead  of  the  45  hours 
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consumed  in  the  operation  by  some  of  our  physicists.  The 
vacuum  is  so  nearly  perfect  that  none  of  the  tests  to  which  the 
lamps  have  been  subjected  so  far  indicate  the  presence  of  the 
slightest  trace  of  air. 

For  making  his  Sprengel  pumps  and  other  vacuum  apparatus, 
Mr.  Edison  fortunately  secured  the  services  of  an  expert  glass 
worker,  who  was  formerly  engaged  in  the  laboratory  of  the 
famous  Geissler,  of  Bohn. 

The  electrical  resistance  of  the  slender  carbon  horseshoe  was 
100  ohms,  and,  while  the  lamp  shown  in  Fig.  81  was  intended 


Fig.  85. 

to  aflford  a  light  equivalent  to  a  single  four  feet  gas  jet,  it  could 
be  forced  to  give  a  light  equal  to  that  of  8  or  10  such  jets. 

One  of  the  most  remarkable  experiments  connected  with  the 
exhibition  of  these  lamps  was  that  of  connecting  one  of  them 
with  the  main  electrodes  by  means  of  a  yard  of  No.  86  copper 
wire,  no  larger  than  a  horse  hair.  The  light  was  maintained 
without  heating  this  very  small  conductor.  Of  course,  a  wire 
of  this  size  is  too  small  to  use  in  regular  practice,  but  it  strik- 
ingly exhibits  the  advantage  of  having  a  light  giving  body  of 
high  resistance. 
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This  carbon  was  very  tough  and  flexible,  and  not  liable  to  be 
broken  or  injured  by  jars,  and  could  not  only  withstand  rough 
mechanical  usage,  but  it  was  also  proof  against  injury  by  sud- 
denly turning  on  and  oflE  the  electric  current  One  of  these 
carbons  was  subjected  to  the  severe  test  of  applying  and  remov- 
ing the  electric  current  a  number  of  times  equivalent  to  86  years 
of  actual  daily  use,  and  yet  the  carbon  was  not  in  the  least  im- 
paired. 

The  lamp,  in  its  original  form,  was  as  simple  as  a  candle, 
and,  candle-like,  it  could  be  taken  from  its  socket  and  replaced. 
This  could  be  done  while  the  current  was  on. 

The  construction  of  the  socket  which  supported  the  lamps  in 
the  earlier  form  is  shown  in  Fig.  85. 

The  lamp  has  attached  to  its  electrodes  slips  of  copper,  which 
are  bent  upward  against  the  sides  of  the  glass,  and  touch  two 
springs  at  opposite  sides  of  the  socket  One  of  these  springs 
is  connected  with  one  of  the  electrical  conductors;  the  other 
spring  merely  touches  the  copper  strip,  and  does  not  form  a 
part  of  the  electrical  conductor  until  it  is  touched  by  the  thumb 
screw,  6,  this  screw  being  connected  with  the  second  electrical 
conducting  wire.  To  start  the  light  it  is  only  necessary  to 
turn  the  screw,  6,  until  it  touches  the  spring.  To  stop  the  light 
the  screw  is  turned  in  the  reverse  direction.  From  this  it  will 
be  seen  that  the  electric  lamp  is  managed  easier  than  a  gas 
burner,  as  it  requires  neither  lighting  nor  regulating. 

The  lamps,  as  well  as  their  supports,  have  undergone  a  good 
many  changes  since  their  invention  by  Mr.  Edison,  in  1879. 

Greater  success  attended  the  use  of  carbons  made  from  a 
naturally  fibrous  material  capable  of  carbonization — for  in- 
stance, wood  formed  into  proper  shape  and  then  carbonized, 
than  from  those  made  from  paper ;  and  Mr.  Edison  found,  that 
the  best  results  were  attained  by  the  use  of  those  materials 
which  are  fibrous,  and  wherein  the  fibres  making  up  the  m-jss 
of  material  lie  naturally  parallel,  so  that  the  individual  fibres 
extend  from  end  to  end,  increasing  its  strength  and  obviating 
danger  of  breakage  from  cross  or  oblique  grain. 
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To  produce  the  best  results  in  giving  light  it  is  essential  that 
the  carbons  should  be  of  uniform  size  throughout  the  portion 
that  is  rendered  incandescent,  in  order  that  the  radiating  sur- 
face and  resistance  should  be  r^ular  and  uniform,  insuring 
even  heating  and  incandescence. 

To  effect  this  object  Mr.  Edison  sought  to  produce  a  slip  or 
filament  for  the  carbon  having  parallel  fibres  and  of  uniform 
size ;  and  to  this  end  produced  a  carbon  made  of  the  materials 
and  in  the  way  hereinafter  described. 

He  found  that  for  the  purpose  of  the  carbon  filament  cane 
bamboo  was  eminently  suited,  it  having  long  parallel  fibres, 
with  a  minimum  of  cementing  or  other  foreign  matters.  The 
cane  bamboo  is  cut  into  strips,  from  which  the  hard,  glossy,  or 
silicious  exterior  and  the  pithy  interior  have  been  before  re- 
moved, or  from  which  they  are  now  removed.  Each  strip  is 
then  cut  or  shaved  by  proper  devices  or  machinery,  until  its 
body,  or  part  intended  for  light-giving,  is  reduced  to  the  de- 
sired form  and  size,  the  ends  being  formed  into  enlargements, 
affording  a  good  bearing  or  surface  for  uniting  the  finished  car- 
bons to  metallic  conductors,  and  the  enlargements  of  the  ends 
are  formed  entirely  upon  the  side  of  the  finished  slip  which 
forms  the  blank  for  carbonization,  instead  of  upon  both  sidea 
This  construction  enables  the  blank,  when  placed  on  edge  in 
the  carbonizer,  to  more  readily  move  therein  as  it  is  contracted 
in  the  process  of  carbonization.  As  the  material  shrinks  in  the 
process  of  carbonization,  the  finished  carbon  being  smaller  than 
the  blank,  allowance  is  to  be  made  therefor  in  preparing  the 
blanks,  and  they  are  made  proportionately  larger  than  the  size 
desired  for  the  finished  carbon.  One  or  a  number  of  blanks 
thus  prepared  are  then  placed  in  a  suitable  carbonizing  oven  or 
flask  and  thoroughly  carbonized. 

It  was  found  that  in  manufacturing  carbon  filaments,  for  use 

as  the  incandescing  conductors   in    electric   lights,  that  they 

should   be  carbonized  evenly   and  uniformly,    and   that  their 

shape  should   be  preserved,   in   order  that  the   carbonization 

should  be  effected  without  warping  or  twisting  the  body  of  the 
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carbon.  As,  however,  the  material  contracts  largely  in  the  pro- 
cess of  carbonization,  means  are  required  which,  while  holding 
the  material  in  position  to  avoid  twisting  or  warping,  shall  at 
the  same  time  guarantee  even  and  thorough  carbonization,  and 
permit  the  material  to  move  so  that  the  inevitable  contraction 
during  the  process  may  proceed  without  danger  of  rupturing  or 
otherwise  damaging  the  carbon.  Mr.  Edison  accomplished  this 
object  by  an  ingenious  device  by  which  the  filament  is  kept 
under  strain  during  carbonization,  with  one  or  more  points  fixed 
against  moving,  and  the  contraction  proceeds  against  the  strain, 
which  constantly  keeps  the  filament  against  or  in  contact  with  a 
former,  preserving  its  shape  and  obviating  any  risk  of  warping 
or  twisting.  In  all,  provision  is  made  for  keeping  the  enlarged 
ends  of  the  carbon  flat  and  in  their  proper  relative  position. 

The  filament  used  is  one  cut  or  formed  from  a  fibrous  material, 
so  that  the  body  is  perfectly  uniform  in  size  throughout  its 
length,  and  with  enlarged  ends  upon  one  edge. 

In  the  manufacture  of  his  lamps  Mr.  Edison  found  that  there 
is  a  considerable  quantity  of  air,  gas,  and  aqueous  vapor  oc- 
cluded in  the  carbon  filament  and  the  clamps,  which  are  not  re- 
moved from  the  lamp  by  the  action  of  the  pump,  but  have  to 
be  driven  off  by  raising  the  carbon  filament  to  incandescence 
by  the  passage  of  an  electric  current  through  the  same. 

Mr.  Edison  had  invented  a  method  of  driving  the  air  from  a 
platinum  incandescing  conductor  by  the  heat  of  the  conductor, 
when  raised  to  incandescence  by  the  passage  of  an  electric  cur- 
rent through  it  In  applying  this  method  to  a  carbon  fila- 
ment, however,  some  changes  had  to  be  made,  occasioned  by 
the  increased  quantity  of  air,  gas,  and  aqueous  vapor  occluded 
by  the  carbon  filament,  and  also  by  the  fact  that  the  air  had  to  be 
driven  from  the  enlarged  ends  of  the  filament  and  from  the 
metal  clamps  wholly  by  conduction  of  heat  from  the  incandes- 
cent body  of  the  filament  These  changes  in  the  method 
consist  principally  in  maintaining  the  incandescence  of  the 
carbon  filament  for  a  longer  period  than  with  a  metallic 
incandescing  conductor,  and   in  raising   the  carbon  filament 
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gradually  to  a  higher  degree  of  incandescence  than  with  the 
metallic  conductor.  With  the  carbon  filament  the  incandes- 
cence finally  produced  in  the  process  of  exhaustion  is  always 
higher  than  the  degree  of  incandescence  to  which  the  filament 
will  be  raised  in  use.  With  the  carbon  filament  (in  this  respect 
differing  from  the  platinum  conductor)  it  is  desirable  that  greater 
flexibility  should  be  given  the  filament  than  it  would  have  if 
the  lamp  were  exhausted  simply  by  the  action  of  the  pump,  so 
that  the  carbon  filament  can  withstand,  without  fracture,  the 
jars  to  which  it  will  be  subjected  in  handling  and  transportation 
previous  to  the  use  of  the  lamp.  This  additional  flexibility  is 
given  the  carbon  filament  by  the  passage  of  an  electric  current 
through  the  same,  the  operation  being  simultaneous  with  that  of 
driving  out  the  occluded  air,  gas,  and  aqueous  vapor.  It  is 
also  desirable  to  fix  the  shape  of  the  carbon  filament  during  the 
manufacture  of  the  lamp,  so  that  the  character  of  the  lamp  can 
be  determined,  since  some  of  the  filaments  are  warped  or  bent 
more  or  less  to  one  side  or  the  other  when  raised  to  incandes- 
cence: but  by  raising  the  carbon  filament  to  higher  incandes- 
cence than  that  to  which  it  will  be  raised  in  use,  the  shape  of  the 
filament  will  be  fixed  and  determined,  and  will  not  be  changed 
by  the  future  use  of  the  lamp.  This  operation,  which  is  peculiar 
to  the  carbon-filament  operation,  is  also  simultaneous  with  that 
of  driving  out  the  occluded  air,  and  aqueous  vapor. 

In  carrying  out  the  process,  the  parts  of  the  lamp  are  assembled 
and  united.  The  lamp  is  then  attached  to  the  exhaiisting  ap- 
paratus (a  Sprengel  drop-pump),  and  when  the  proper  high  de- 
gree of  exhaustion  has  been  obtained,  an  electric  current  is 
passed  through  the  lamp,  and  by  cutting  resistance  out  of  cir- 
cuit the  filament  is  gradually  raised  to  incandescence.  The 
filament  is  kept  for  some  time  at  a  medium  incandescence,  the 
operation  of  the  exhausting  apparatus  being  meanwhile  con- 
tinued. The  filament  is  then  raised  to  a  much  higher  incandes- 
cence by  the  cutting  out  of  more  resistance,  until  the  air  and 
gas  and  aqueous  vapor  have  been  driven  from  the  enlarged 
ends  of  the  filament  and  the  clamps,  which  can  be  readily  de- 
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termined  by  the  disappearance  of  a  blue  or  violet  color,  which  ia 
seen  at  the  clamps  while  the  gas  and  vapor  are  being  driven  oflE, 
This  high  incandescence  is  considerably  higher  than  that  at  which 
the  lamp  is  designed  to  be  used,  it  being  from  thirty  candle- 
power  upward  in  a  lamp  designed  to  give  sizteen  candle-power. 
A  considerable  portion  of  the  work  of  manufacturing  the 
lamps  is  performed  by  machinery,  by  which  greater  uniformity 
is  insured,  but  the  chain  of  operations  by  which  the  single  ma- 
terials are  converted  into  a  finished  incandescent  lamp  is  identi- 
cal in  its  sequence  and  character  with  that  of  hand-made  lamps, 
and  will  be  understood  from  Figure  86.  The  bulbs  or  flasks 
are  delivered  from  the  glass  works  in  the  form  shown  at  No.  1. 
The  first  process  is  to  heat  the  closed  end  and  draw  out  a  hollow 
cone,  shown  in  No.  2.  To  this  little  cone  is  then  fused  a  short, 
fine  tube  (No.  8),  by  which  the  envelope  is  afterwards  to  be 
attached  to  the  exhausting  apparatus.  The  bulb  then  presents 
the  appearance  shown  at  No.  4  The  next  process  is  to  prepare 
the  glass  stem  by  which  the  carbon  filament  is  held  in  its  place 
within  the  globe,  and  within  which  the  platinum  conductors  are 
fixed  that  are  to  join  it  to  the  connecting  fittings.  A  piece  of 
tube  (No.  5)  is  taken,  and  its  two  ends  are  drawn  or  tapered  oft 
as  shown  in  No.  6.  It  is  then  thickened  up  in  two  places 
(No.  7),  between  which  it  is  divided  into  two  separate  tubes, 
shown  at  No.  8  and  No.  9.  Two  platinum  conducting  wires  are 
then  passed  through  the  tube,  as  shown  in  No.  10,  care  being 
taken  that  they  do  not  touch  one  another.  The  large  end  is 
then  heated  nearly  to  its  point  of  fusion,  and  is  squeezed  flat  so 
as  to  cause  the  platinum  wires  to  be  closely  imbedded  within 
its  substance.  The  little  cranked  pieces,  shown  in  No.  11,  are 
then  soldered  to  the  ends  of  the  wires,  and  to  these  are  attached, 
by  an  electro  deposit  of  pure  copper,  the  ends  of  the  carbon  loop 
to  be  presently  described.  The  glass  stem  with  the  carbon  fila- 
ment attached  is  then  introduced  into  the  neck  of  the  bulb,  to 
the  mouth  of  which  its  thickened  portion  is  attached  by  fusion, 
so  as  to  form  with  it  one  piece  of  glass.  The  drawn  down  end 
is  then  trimmed  off  square,  as  shown  in  No.  12,  which  also  illus- 
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trates  the  drawing  down  in  two  places  of  the  exhausting  tube, 
so  as  to  form  two  capillary  contractions.     This  tube  having  been 


Fig.  86. 


attached  by  a  mercury  joint  to  a  Sprengel  pump,  the  bulb  is  ex- 
hausted, and  when  the  required  exhaustion  is  complete,  the  con- 
traction nearest  the  pump  is  sealed  ojff,  leaving  a  short  length  of 
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tube  attached  to  the  bulb  by  a  capillary  neck,  but  exhausted  to 
the  same  degree  of  internal  residual  pressura  A  second  sealing 
off  at  this  neck  renders  the  hermetic  closing  of  the  lamp  com- 
plete, the  object  of  the  double  sealing  being  to  guard  against 
any  leaking  into  the  envelope  at  the  moment  of  detaching  it 
from  the  pump ;  and  by  fusing  a  little  globule  of  glass  upon  the 
sealed  off  point,  as  seen  in  No.  IS,  all  possibility  of  an  opening 
being  left  into  the  outer  air,  however  minute,  is  removed. 
Nothing  now  remains  but  to  attach  the  terminal  fittings  to  the 
stem  of  the  bulb,  and  the  lamp  shown  in  No.  14  is  complete. 

In  the  construction  of  the  carbon  filaments  in  his  lamp  Mr. 
Edison,  as  we  have  seen,  after  making  a  long  series  of  experi- 
ments to  ascertain  the  best  material  to  be  employed,  in  which 
he  carbonized  a  large  number  of  vegetable  fibres  and  tissues, 
arrived  at  the  conclusion  that  the  fibres  of  certain  kinds  of  bam- 
boo offered  the  greatest  advantages,  both  for  facility  of  manipu- 
lation and  for  uniformity  of  structure,  for  the  preparation  of  the 
incandescing  conductors.  In  the  Paris  Exhibition  of  Electricity 
Mr.  Edison  exhibited  a  large  collection  of  specimens  of  fibres 
and  other  materials  experimented  upon,  among  which  there  were 
examples  of  some  twenty  varieties  of  bamboo. 

Figure  87  is  illustrative  of  the  general  operations  involved  in 
the  preparation  of  the  bamboo,  all  of  which  are  carried  on  by 
boys.  Canes  of  this  material  are  first  sawn  into  pieces  of  the 
required  length  (No.  1),  which  are,  from  the  character  of  the 
plant,  naturally  tubular.  One^of  these  pieces  is  then  split  longi- 
tudinally down  the  middle  into  two  half  tubes  (Nos.  2  and  8), 
each  of  which  is  again  split  into  three  narrower  strips  (Nos.  4 
and  5) ;  the  hard  silicious  outer  covering  peculiar  to  the  plants 
of  the  bamboo  family  is  then  removed,  and  the  straight  fibrous 
portion  is  shaved  down  to  a  uniform  thickness ;  these  stages  of 
the  process  are  represented  by  Nos.  6  to  9,  the  latter  of  which  is 
perfectly  straight,  flat,  of  uniform  thickness  throughout,  and  cut 
to  the  required  lengtL  The  next  step  in  the  process  consists  in 
pressing  one  of  these  flat  strips  between  two  metal  blocks  which 
are  accurately  surfaced  to  one  another,  so  as  partly  to  project 
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throughout  the  whole  of  its  length ;  this  projecting  portion  is 
then  cut  away,  with  the  exception  of  a  Uttle  piece  at  each  end, 
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SO  as  to  leave  a  fine  thread  of  bamboo  fibre  having  enlarged  por- 
tions at  either  end,  as  shown  in  No.  10,  or  if  the  intended  fila- 
ments are  for  the  half  lamps,  an  enlarged  portion  is  left  in  the 
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middle  as  well  as  at  the  two  ends  (No.  18),  so  that  two  filament? 
may  be  constructed  out  of  the  same  bamboo  strip.  The  threads 
so  far  prepared  are  then  laid  in  moulds  consisting  of  nickel 
plates,  in  which  grooves  are  cut  of  the  forms  shown  in  Nos.  11, 
12,  14,  15,  16,  or  17 ;  a  flat  nickel  plate  is  then  fixed  over  them, 
so  as  to  inclose  them  and  prevent  the  admission  of  air  during 
the  process  of  carbonization,  which  is  effected  by  raising  the 
moulds  with  their  contents  to  a  high  temperature,  by  placing 
them  in  a  muffle  and  heating  them  to  incandescenca  When 
the  moulds  are  opened  the  filaments  are  in  a  condition,  to  be 
electro-plated  to  their  platinum  supports,  and  introduced  into 
the  lamp  bulbs ;  but  yet  another  process  is  required  to  confer 
upon  them  their  perfectly  homogeneous  and  elastic  character,  as 
well  as  their  refractoiy  nature  at  high  degrees  of  incandescence, 
which  are  such  essential  characteristics  in  an  incandescent  lamp. 
This  further  process  is  applied  when  the  lamp  is  attached  to  the 
pump,  and  while  exhaustion  is  going  on ;  it  consists  in  alternately 
heating  and  cooling  the  filament  in  the  Sprengel  vacuum,  by 
passing  currents  of  electricity  through  it  of  increasing  strength, 
until  high  degrees  of  incandescence  are  reached,  and  between 
each  increase  of  current  allowing  it  to  cool  down,  exhaustion 
going  on  aU  the  time.  By  this  process,  not  only  are  the  oc- 
cluded gases  eliminated,  but  as  the  fibre  is  subjected  to  a  far 
more  severe  test  than  it  can  ever  be  subjected  to  in  working, 
none  but  the  fittest  survive,  and  a  healthy  generation  of  lamps  is 
insured. 

The  horseshoe  of  the  carbon  has  a  great  advantage  over  the 
straight  pencil  or  the  voltaic  arc,  the  light  being  more  diffused, 
and  therefore  softer  and  mellower,  casting  no  sharp  black 
shadows,  nor  giving  such  intense  light  as  to  be  painful  to  the 
eyea  The  light  resembles  that  of  a  gas  jet,  excepting  in  the 
matter  of  steadiness,  the  electric  light  being  perfectiy  uniform 
and  steady. 

The  lamps  are  connected  in  multiple-arc — that  is,  the  two 
wires  leading  from  the  electrical  generator  run  parallel  to  each 
other,  and  the  lamps  are  placed  between  and  connected  with 
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each  wira  As  Mr.  Edison  has  his  circuit  arranged,  it  does  not 
make  the  slightest  difference,  so  far  as  the  lamps  are  concerned, 
whether  one  or  fifty  of  them  are  in  use ;  it  does  make  a  differ- 
ence, however,  in  the  power  consumed  at  the  generator.  The 
regulation  of  the  current  is  reduced  to  the  simple  matter  of  vary- 
ing the  intensity  of  the  magnetic  field  in  which  the  armature  of 
the  generator  revolves. 

The  entire  lighting  apparatus  of  a  house,  store,  ofiice  or  fac- 
tory, consists  in  the  lamps  and  a  few  wires.  There  are  no  regu- 
lators, no  complicated  switches,  no  resistance  coils  to  replace 
the  lamps  when  the  latter  are  not  in  use. 


Ftg.  88. 

The  present  form  of  the  Edison  lamp  is  shown  in  Fig.  88.  It 
consists  of  a  clear  glass  globe  exhausted  of  air,  into  which  is 
sealed  a  filament  of  carbonized  bamboo,  but  a  little  thicker  than  a 
horse  hair.  Two  platinum  wires  connect  this  filament  with  a 
metallic  screw  and  tip  on  the  plug  below,  which  in  turn  make 
electrical  connection  with  corresponding  parts  of  a  socket  into 
which  the  lamp  is  screwed.  The  socket  may  be  fitted  to  any 
form  of  gas  fixtures.  The  wires  occupying  the  current  are  fas- 
tened to  it ;  so  that  when  the  lamp  is  in  position  the  platinum 
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conductors  and  the  carbon  filament  constitute  a  part  of  the  elec- 
trical circuit,  the  current  being  conveyed  into  the  lamp  by  one 
wire  and  out  again  by  the  other. 

Figs.  89  and  90  represent  the  lamp  and  socket,  and  the  method 
of  attachment,  showing  the  tap  by  which  the  light  is  turned  on 
and  off.  After  the  lamp  is  once  screwed  into  the  socket  it  needs 
no  further  attention  or  care  until  the  carbon  breaks ;  then  the 
old  lamp  is  taken  out  and  a  new  one  put  in.  Each  light  is  en- 
tirely independent  of  any  other.  Hence  they  may  be  arranged 
and  controlled  singly,  in  pairs,  or  in  groups  of  any  number,  and 
in  any  position,  inverted  or  otherwise. 


Figs,  89  aand  90. 

Mr.  Edison  prefers  in  his  electric  lighting  to  use  an  incandes- 
cent lamp,  which  shall  give  a  light  about  equal  to  a  standard 
gas  jet  of  eight  or  sixteen  candle-power.  In  order  to  insure 
economy  of  material  in  the  conductors  therefor  the  incandescing 
portion  is  usually  of  very  high  resistance.  The  resistance  usually 
given  them  is  sufficient  for  any  desired  economy  in  ordinarily 
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thickly  settled  localities.  For  use,  however,  in  sparsely  settled 
neighborhoods — as,  say,  the  outskirts  or  suburbs  of  a  town  or 
city — it  may  bo  desirable  to  have  a  lamj),  by  the  use  of  which 
still  greater  economy  of  conductor  is  attained.  In  such  locali- 
ties, in  order  to  lessen  the  number  of  lights  needed  in  streets,  it 
may  be  also  desirable  to  have  a  lamp  in  which  the  volume  of 
light  is  increased,  in  order  that  economy  in  the  erection  of  lamp 
posts,  etc.,  may  be  subserved ;  and  it  may  also  be  desirable  to 
use  lamps  in  which  the  volume  of  light  may  be  increased  in 
other  localities.  As  there  is  eventually  a  limit  to  the  effective 
life  of  the  carbons  used,  it  seems  desirable  to  so  arrange  a  lamp 
that  the  operative  life  of  the  lamp  may  be  prolonged  beyond  the 
average  life  of  a  carbon,  to  the  end  that  the  cost  of  the  labor  ex- 
pended in  embodying  a  carbon  in  a  lamp  may  be  reduced. 

To  accomplish  this  object  an  inclosing  globe  is  used,  made  and 
])ut  together  in  the  xisual  manner.  To  the  inner  end  of  one  of 
the  conductors  leading  into  the  lamp  is  fastened  a  double  clamp — 
that  is,  one  which  is.  Y-shaped,  a  carbon  being  fastened  to  each 
limb  of  the  Y"Clamp.  At  the  other  end  each  carbon  is  fixed  in 
an  individual  clamp,  each  clamp  having  its  own  conductor  lead- 
ing outside  of  the  lamp.  The  wires  leading  out  of  the  lamp  and 
the  wires  leading  from  a  suitable  source  of  electricity  are  united 
at  a  circuit-controlling  device  constructed  so  that  it  may  close 
the  circuit  through  either  carbon,  the  circuit  through  the  other 
remaining  open ;  or  it  may  close  the  circuit  through  botli,  as 
carbons  in  a  series ;  or  it  may  close  a  circuit  through  each,  the 
circuits  tlirough  them  being  derived  or  multiple-arc  circuits. 

When  both  carbons  are  used  in  multiple  arc  it  is  evident  that 
the  net  resistance  of  the  circuit  is  one  half  the  resistance  of  one, 
and  a  certain  size  conductor  is  required.  If  both  are  used  in 
series,  the  resistance  is  double  that  of  one  and  four  times  that  of 
the  multiple  arc,  in  which  case  the  conductor  may  be  diminished 
three  fourths.  As  the  volume  of  light  is  that  of  two  ordinary 
lamps,  it  is  evident  that  a  much  less  number  may  be  used  with 
the  same  light-giving  result  Thus  economy  in  laying  main  con- 
ductors and  in  the  erection  of  lamps  is  secured 
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It  is  evident  that,  as  only  one  carbon  may  be  used  at  a  time^ 
by  so  using  one  only  at  a  time  the  life  of  a  manufactured  lamp 
is  practically  doubled,  for  where  one  carbon  has  reached  its  effec- 
tive limit,  the  circuit  through  it  is  transferred  to  the  other, 
thus  saving  the  expense  involved  in  sealing  one  carbon  in  its 
globe,  the  cost  of  a  globe  and  of  its  exhaustion.  Figare  91  shows 
one  of  these  lamps  arranged  with  two  carbons,  and  Figure  92 
with  four  carbons. 

In  this  system  of  electric  lighting,  wherein  the  lamps  are  in- 


Fig.  91.  I^.  92. 

tended  to  give  only  the  volume  of  light  of  a  standaixi  sixteen 
candle-power  gas  jet,  it  is  desirable  that  fittings  for  carrying  and 
supporting  the  lamps  should  be  devised  as  nearly  resembling 
those  which  experience  has  shown  to  be  most  desirable  in  gas- 
lighting  as  the  difference  in  the  lighting  agents  will  admit 

One  of  the  most  useful  devices  in  gas-lighting  systems  is  the 
swinging  bracket,  as  it  gives  a  degree  of  adjustability  to  the  posi- 
tion of  the  light  Where  it  has  been  attempted  for  any  purpose 
to  run  an  electric  circuit  throuofh  such  a  fixtui-e  in  such  manner 
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that  the  circuit  should  be  preserved  in  any  relative  position  of 
the  arms  of  the  bracket  or  of  a  single  arm  to  its  base,  the  connec- 
tions for  such  purpose  have  been  exposed.  Such  an  arrange- 
ment is  defective,  in  that  there  is  danger  of  accidental  connection 
or  short  circuiting,  and  hability  to  deterioration  of  electrical  con- 
tact from  dust  and  dirt  settling  upon  the  contact  surfaces 

Mr.  Edison  has,  therefore,  provided  a  swinging  or  hinged 
bracket  arm  for  carrying  and  supporting  an  electric  lamp,  ar- 
ranged to  preserve  the  electric  circuit  in  any  relative  position  of 
the  arms  to  each  other,  and  of  an  aim  to  the  base,  and  in  which 
the  connections  are  incased,  so  as  to  be  preserved  from  danger 
of  accidental  electrical  connection,  and  so  as  to  be  protected  from 
dust  or  dirt  This  he  accomplishes  as  follows :  One  of  the  arms 
is  provided  with  a  box  or  case  of  suitable  size  at  its  end,  in 
which  the  pivot  proper  is  to  turn.  To  the  other  arm  is  secured 
the  pivot,  made  of  insulating  material,  upon  which  are  secured 
two  separate  metal  bands  or  rings,  which  form  the  terminals  of 
the  conductors  passing  through  this  arm.  The  pivot  passes  into 
the  interior  of  the  box  or  case  on  the  other  arm  through  an  aper- 
ture in  its  top,  the  sides  of  the  aperture  forming  a  bearing  for 
the  pivotj  the  bottom  of  the  pivot  resting  upon  the  bottom  of  the 
box  or  case,  and  there  secured  by  a  screw  passing  through  the 
bottom  of  the  box  into  it  and  forming  a  centre  upon  which  it 
may  turn.  The  conductors  in  the  arm  carrying  the  box  pass 
through  the  arm  into  the  box,  and  terminate  therein,  ea -h  in  a 
spring,  the  two  springs  being  insulated  from  each  other  and 
secured  at  one  end  to  the  interior  of  the  box,  from  which  they 
are  also  insulated,  their  other  ends  bearing  upon  the  metal  bands 
or  rings  of  the  pivot,  one  on  each.  As  each  spring  then  bears 
upon  its  ring  or  band  during  the  entire  rotation  of  the  arm,  it  is 
evident  that  the  circuit  is  always  completed  from  one  arm  to  the 
other,  irrespective  of  their  relative  positions,  and  so  an  electrical 
lamp  bracket  is  made  possibla  The  bracket  may  consist  of 
any  number  of  such  arms?,  pivoted  together  in  like  manner. 

Instead  of  springs  within  the  box,  an  insulating  cylinder,  with 
interior  metal  rings,  arranged  to  coincide  with  the  rings  upon  the 
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pivot,  may  be  used,  or  the  box  itself  may  be  of  insulating 
material,  with  such  rings  in  its  pivotal  cavities,  or  to  an  insulated 
pivot,  or  spindle  springs  may  be  fixed  to  bear  upon  rings  upon 
the  interior  of  an  insulated  cylinder  or  pivot  receptacle,  or  one 
ring  and  one  spring  may  be  used,  a  single  conductor  passing 
through  the  bracket,  the  metal  of  the  bracket  and  system  of 
pipes  being  used  for  the  other  conductor ;  but  such  modifications 
would  only  be  equivalents  of  the  springs  and  rings,  as  described. 
Instead  of  having  a  circuit  controller  located  upon  the  fixed 
support  of  the  bracket,  as  is  the  gas  cock  upon  a  gaslight  bracket, 


Figs.  93  and  94. 


it  may  be  preferable  to  have  it  at  the  lamp  itself.  In  such  case 
a  projecting  key  or  circuit  controller  would  be  in  danger  of  acci* 
dental  displacement  or  breakage. 

In  this  arrangement  a  circuit  controller  is  provided,  which 
has  no  projecting  parts,  and  in  which  all  the  electrical  con- 
nections are  so  placed  as  to  be  protected  and  free  from  all 
danger  of  accidental  displacement  or  contact  To  this  end  a 
circuit  controller  is  made,  in  which  the  movable  part  accessible 
to  the  user  is  simply  a  plain  band  or  ring  of  insulating  materiaL 
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A  socket  for  the  lamp  is  used,  consisting  of  a  piece  of  insula- 
ting material  hollowed  out  from  the  top,  and  provided  at  its 
base  with  means  for  its  attachment  to  a  pipe,  bracket  or  chande- 
lier arm.  Upon  the  interior  of  the  socket  are  two  metal  rings, 
forming  terminals  of  the  conductors,  leading  through  the  pipe 
or  otherwise  to  the  socket  Upon  the  neck  or  base  of  the  lamp 
are  two  rings,  forming  terminals  to  the  conductors,  leading  from 
the  incandescing  conductor  of  the  lamp,  and  so  arranged  that 
they  coincide  with  the  rings  of  the  socket  when  the  lamp  is 


Fig,  95. 

placed  therein,  so  that  the  circuit  is  completed,  except  as  modi- 
fied by  the  circuit  controller,  by  the  act  of  placing  the  lamp  in 
its  socket  The  conductor  leading  to  one  of  the  rings  of  the 
socket  is  interrupted  or  broken,  the  conductor  leading  to  a  pin 
upon  the  exterior  of  the  socket,  while  a  second  pin  is  placed 
above  and  contiguous  thereto,  which  is  connected  to  one  of  the 
rings  of  the  socket  The  socket  is  shouldered  upon  the  exterior, 
and  upon  this  shoulder  rests  a  ring  of  insulating  material  larger 
than  the  part  of  the  socket  it  incloses,  but  with  a  flange  extend- 
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ing  inwardly  at  the  top,  so  as  to  approach  closely  the  upper  part, 
a  chamber  being  formed  thereby — the  socket  forming  its  inner 
wall,  the  shoulder  its  base  and  the  flange  its  top.  Upon  the  in- 
terior of  this  ring  is  fixed  a  wedge  made  of  a  springy  piece  of 
metal,  bent  back  upon  itself,  and  of  such  size  that  its  extreme 


edges  contact  with  and  close  circuit  between  the  two  pins  before 
noted. 

Upon  the  socket  within  the  ring  a  spring  pawl  is  fastened, 
taking  into  recesses  cut  upon  the  interior  of  the  ring,  so  as  to 
limit  the  movement  of  the  ring  upon  the  socket  and  also  indi- 


F%g,  97. 

cate,  by  the  click  of  the  pawl  passing  into  a  recess,  when  the 
necessary  amount  of  movement  has  been  given.  By  this  ar- 
rangement a  reliable  circuit  controller  is  furnished,  which  may 
be  placed  at  the  lamp  itself,  or  in  exposed  situations,  without 
danger  of  accidental  manipulation  or  breakage.     These  various 
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arrangements  are  clearly  illustrated  in  the  drawings,  in  which 
Figure  93  is  a  view  of  the  socket  and  controller  in  section,  and 
Figure  94  a  view  of  a  bracket  arm,  partly  in  section,  with  socket 
The  outgoing  and  return  wires  enter  the  bracket  at  the  left 
and  are  secured  by  binding  screws  to  insulated  metal  springs, 
which  press  on  circular  collars,  supported  by  an  insulated  sup- 


port which  turns  with  the  bracket  The  wires  pass  thence 
^thin  the  bracket  to  the  bottom  of  the  lamp  holder,  where  they 
connect  with  the  key  which  controls  the  light 

The  bracket  shown  in  Figure  95  carries  two  articulations,  A 
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and  B,  and  the  electrical  connections  are  made  through  the  two 
plates  of  the  hinges,  as  shown  in  Figures  96  and  97. 

The  lamps  are  formed  of  glass  globes  of  ovoid  form,  cemented 
into  copper  sleeves,  by  means  of  plaster,  and  screwed  into  cylin- 
drical cavities  terminating  the  supports. 

Since  the  lamps  will  bum  equally  well  in  any  position, 
special  fixtures  are  made  to  support  them,  pendant,  horizontally 
or  vertically,  but  a  pendant  lamp  is  far  preferable  when  applica- 
ble. Of  the  three  bracket  lamps  shown  in  Fig.  98,  the  first  is 
rigid,  the  second  swings  on  one  pivot,  and  the  third  may  be 
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Fig.  99. 

doubled  back  on  itself,  or  is  elbow-jointed ;  the  joints  may  be 
bent  or  revolved  at  pleasure,  without  interrupting  the  current 
Figures  99  and  100  represent  two  three  light  chaudeliers  of  at- 
tractive design. 

As  a  complement  to  this  system,  Mr.  Edison  has  constructed 
portable  chajideliers,  represented  in  Fig.  101,  and  a  current  regu- 
lator, shown  in  Figs.  102  and  103,  which  permits  of  reducing  the 
light  in  any  desired  proportion.  It  is  a  carbon  rheostat,  com- 
posed of  carbon  pencils  of  diflEerent  sections,  which,  as  the  cur- 
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rent  passes  through  one  or  the  other,  allows  any  desired  inten- 
sity. The  apparatus  is  enveloped  in  a  cylindrical  cover  pierced 
with  holes  to  allow  of  the  escape  of  heat,  and  surmounted  by  a 
lamp  which  indicates  to  the  eye  the  desired  degree  of  luminosity. 
It  is  worked  by  a  disk,  shown  separately  in  the  lower  part  of 
Fig.  102,  and  which  can  be  turned  so  as  to  bring  a  contact  spring 
on  any  one  of  the  supports  of  the  carbon,  whose  position  is  in- 
dicated by  an  index  and  divisions  engraved  on  the  base  of  the 
cylinder. 
There  is  another  application  of  Mr.  Edison's  light,  intended  for 


Fig.  100. 

lighting  galleries  in  mines.  In  this  arrangement,  represented  in 
Pig.  104,  the  lamp  is  introduced  in  a  glass  receptacle  filled  with 
water  and  held  in  suspension.  Communication  of  the  appara- 
tus with  the  circuit  is  arranged  in  such  a  way  that  the  points  of 
contact  are  covered  by  water,  which  avoids  any  danger  of  ex- 
plosion in  mines  infected  with  fire  damp. 

In  the  brackets  and  chandeliers,  keys  have  been  introduced, 
which  will  allow  the  extinction  of  the  lamps  separately  or  to- 
gether, without  causing  any  spark  at  the  point  of  rupture  or  any 
danger  of  fire.    The  movement  of  the  key,  A,  as  shown  in  Fig. 
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96,  breaks  the  contact  by  means  of  a  conical  stopper  which 
terminates  the  screw  of  the  key,  and  which,  when  separated  from 
the  two  plates  through  which  the  current  passes  when  the  stopper 
is  in  contact  with  them,  breaks  the  circuit  at  two  points,  and  on 
a  surface  of  sufficient  extent  to  greatly  diminish  the  spark  at 
the  point  of  rupture. 

The  lighting  of  the  two  salons  of  Mr.  Edison  at  the  Paris  Expo- 
sition was  done  by  16  small  chandeliers  like  the  above,  two  grand 


Fig.  101. 


Fig.  102. 


Fig.  103. 


crystal  chandeliers  and  80  brackets.     Fig.  106  represents  one  of 
these  chandeliers. 

The  effect  was  very  beautiful,  the  steadiness  being  as  com- 
plete as  could  be  desired ;  and  if,  as  we  have  been  assured,  the 
price  of  this  kind  of  illumination  is  lower,  light  for  hght,  than 
gas,  it  may  be  considered  that  the  problem  is  now  practically 
solved,  for  Edison's  system  for  electric  lighting  is  placed  in  the 
same  condition  as  that  of  gas.     He  avoids  the  presence  of  ma- 
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chines  in  separate  houses,  which  are  always  in  the  way,  and 
which  by  their  very  nature  require  care  and  management  not 
to  be  obtained  from  ordinary  servants. 

To  give  an  idea  of  the  application  of  Mr.  Edison's  systems, 
we  have  represented  in  Fig.  106  the  interior  of  a  parlor  lighted 
by  the  small  chandeliers  previously  described.  As  is  seen,  the 
electric  light  is  projected  downward,  the  best  arrangement  for 
reading  and  writing.  This  method  is  preferred  by  Mr.  Edison, 
but,  as  can  be  seen  before  described,  all  styles  of  illumination 


Fig.  104. 

can  be  produced  with  this  kind  of  light,  analogous  to  that  ob- 
tained with  candles  or  gas  jets ;  it  is  simply  a  matter  of  taste. 

The  mixture  of  aro  and  incandescent  lights  do  not  harmon- 
ize well  together.  The  latter  destroy  the  effect  of  the  former, 
and  might  lead  one  to  believe  that  the  luminous  intensity  of 
the  incandescent  lamp  is  less  than  it  really  is.  Again,  the 
difference  in  the  color  of  the  light  is  so  contrasted,  that  many 
persons  who  reproach  the  electric  light  for  its  ghastly  aspect, 
find  it  too  red  in  incandescent  lamps.     It  is  evidently  an  effect 


Fig.  105. 
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of  contrast,  for  the  light  of  incandescent  lamps  is  whiter  than 
that  of  gas  jets,  which,  nevertheless,  the  same  people  find  very 
agreeabla  If  required,  incandescent  lamps  can  give  a  dazzling^ 
white  just  as  well  as  the  others — it  is  only  necessary  to  employ 
a  stronger  electrical  intensity — then  they  lose  their  peculiar 
qualities,  that  of  giving  a  soft  light  which  does  not  fatigue  the 
eye,  and  of  an  easier  and  more  complete  subdivision. 

The  rays  of  the  Edison  incandescent  lamp  make  a  firmer  and 
more  lasting  impression  on  the  eye,  and  one  more  quickly  re- 
ceived by  the  eye,  than  the  rays  of  the  arc  light  An  analysis  of 
the  rays  of  the  two  lamps,  the  Edison  and  the  arc,  accounts  for 
this  differenca  Place  Edison  lights  on  the  same  pole  or  other 
support  with  the  arc  light,  with  the  Edison  light  underneath  and 
the  arc  light  over,  the  former  will  practically  neutralize  the  rays 
of  the  arc  light,  so  that  if  the  eye  be  suddenly  .closed,  or  if  one 
turns  suddenly  about  and  faces  in  another  direction,  the  impres- 
sion left  on  the  eye  is  that  of  the  Edison  light  and  not  that  of 
the  arc  light.  One  experiment  made  to  compare  the  efficiency 
of  these  two  systems  of  lighting,  was  to  place  five  incandescent 
lights  underneath  a  cloth  canopy  with  the  sides  entirely  open,  in 
a  public  building  of  large  dimensions,  lighted  throughout  with 
arc  lights.  From  every  part  of  the  building,  both  near  by  and 
at  a  distance,  the  eye  was  arrested  by  these  few  incandescent 
lamps,  and  a  distinct  impression  was  made  by  them  upon  the 
eye,  although  their  aggregate  candle  power  was  insignificant  as 
compared  with  that  of  the  arc  lights.  In  small  rooms  the  rays 
of  the  arc  light  pierce  the  eye  with  more  intensity  than  those  of 
the  incandescent  light,  but  the  eflEeot  upon  the  eye  is  ruinous^ 
and  practical  experience  shows  that  the  eyesight  is  seriously 
injured  by  the  proximity  of  the  arc  light  Consequently  the 
Edison  light,  although  it  will  impress  itself  upon  theitetina  of  the 
eye  more  strongly  than  the  arc  light,  should  not  be  placed  in 
small  rooms,  or  even  rooms  of  moderate  dimensions,  along  with 
the  arc  light.  On  the  other  hand,  there  need  be  no  hesitation  in. 
lighting  any  two  adjoining  rooms,  one  with  the  Edison  light  and 
the  other  with  the  arc  light,  for  the  Edison  light  will  not  only 
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give  greater  satisfaction  on  account  of  its  superior  purity  and 
steadiness,  but  will  make  a  deeper  and  more  agreeable  impres- 
sion upon  the  eya  At  the  Paris  Exposition  there  was  a  struggle 
for  public  favor  between  the  arc  and  incandescent  systems  of 
lighting.  The  former  gradually  but  surely  lost  the  day,  especi- 
ally on  account  of  the  crudity  of  its  glare.  The  prestige  of  the 
arc  light  was  somewhat  regained,  however,  by  an  invention  of 
Douce  &  Ca,  who  placed  their  arc  lamps  in  vases,  the  light 
being  concealed  in  the  vase,  and  reflected  from  a  white  sheet 
tightly  stretched  above  it  Enormous  candle  power  was  lost  by 
this  method,  the  loss  being  so  great  as  to  make  it  practically 
worthless  viewed  from  the  stand-point  of  economy,  but  the  light 
itself  was  made,  by  this  device,  nearly  as  moderate,  although  not 
as  steady  as  the  incandescent  light  It  is  not  for  the  interest  of 
either  the  arc  light  or  the  incandescent  light  that  they  should 
be  placed  in  the  same  room,  especially  if  it  is  one  of  small  or 
even  medium  dimensions. 

The  question  of  durability  is  a  fundamental  one  in  incandes- 
cent lighting.  It  is  one  of  the  important  features  of  the 
Edison  system,  which  attains  results  in  this  direction  far  beyond 
those  of  any  of  the  imitators  of  its  lamps.  In  the  tests  which 
are  constantly  being  made  many  of  these  lamps  bum  for  8,000 
hours  and  over,  while  the  average  life  of  all  of  them  is  more 
than  600  hours  of  actual  burning  at  their  normal  incandescence 
of  16  candles.  If  this  normal  intensity  be  maintained,  these 
lamps  will  be  found  in  ordinary  domestic  use  to  last  from  one 
to  two  years  in  the  present  state  of  the  art  of  manufacturing. 
Improvements  are  constantly  being  made  in  them,  however, 
and  it  is  Mr.  Edison's  expectation  that  in  a  short  time  the  lamp 
made  at  his  factory,  when  used  under  the  prescribed  conditions, 
will  be  practically  indestructible. 

But  the  life  of  the  lamp,  while  an  important,  is  by  no  means 
the  only  important  factor  in  determining  the  economy  and 
value  of  the  system.  It  may  be  said  in  general  that  the  best 
system  is  that  which,  for  each  horse  power  of  electrical  current, 
gives  the  greatest  number  of  effective  lamps,  and  maintains  them 
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for  the  longest  period  without  renewal.     As  already  stated, 
neither  point  alone  is  conclusive. 

The  Edison  standard  lamps  are  made  of  two  sizes,  constructed 
so  as  to  give  the  light  of  sixteen  and  of  eight  standard  candles 
respectively.  These  values  have  been  selected  because,  after 
most  carefully  canvassing  the  facts  and  statistics  of  gas  lighting, 
these  were  found  to  be  the  most  agreeable  to  the  human  eye 
and  entirely  adequate  for  all  domestic  demands.  To  make  a 
lamp  which,  at  sixteen  candles,  shall  have  a  given  economy,  is 
vastly  more  difficult  than  to  make  one  to  bum  at  a  higher  in- 
candescence, since  the  economy  rises  rapidly  with  the  decrease 
of  temperature.  Moreover,  the  arc  light  is  the  simplest  of  all 
lights  to  make,  and  yields  a  vastly  greater  aggregate  of  light  for 
a  horse  power,  yet  it  would  be  not  only  uneconomical,  but  practi- 
cally useless  for  the  great  majority  of  places  where  light  is  re- 
quired. 

The  following  tabular  statement,  giving  the  results  of  the 
tests  of  incandescent  lamps  made  at  the  International  Electrical 
Exhibition  at  Paris,  is  extracted  from  the  report  of  the  sub- 
committee to  the  experimental  commission. 


(a.)  at  sixteen  candles. 


Candles 15.38 

Ohms 137.04 

Volts. 89.11 

Amperes 0.651 

Volt-amp^res 57.98 

Kilogram  meters 5.911 

Lamps  per  horse  power. . .  12.73 

Candles  per  horse  power..  196.4 
Lamps  of  sixteen  candles 

per  horse  power 12.28        11.12        10.85          9.45 


Swan. 

Lan^-Foz. 

Huim. 

16.61 

16.36 

1&96 

32.78 

27.40 

41.11 

47.30 

43.63 

56.49 

1.471 

1.593 

1.380 

69.24 

6953 

78.05 

7.059 

7.089 

7.989 

10.71 

10.61 

9.48 

177.92 

173.58 

151.27 

Lane-Fox. 

Hazlm. 

32.71 

31.98 

26.59 

89.60 

48.22 

62.27 

1.815 

1.578 

87.65 

98.41 

8.986 

10.08 

8.47 

7.50 

276.89 

239.41 
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(b.)  at  thirty-two. 

Edison.  Swan. 

Candles 31.11  83.21 

Ohms 130.03  31.75 

Volts 98.39  54.21 

Amperes 0.7585  1.758- 

Volt-ampdres 74. 62  94.88 

Kilogram  meters. 7.604  9.67 

Lamps  per  horse  power. .  9.83  7.90 

Candles  per  horse  power.  307.25  262.49 
Lamps  of  32  candles  per 

horsepower 9.60  8.20          8.65          7.48 

The  Edison  lamp,  when  burning,  gives  out  but  little  heat — 
not  more  than  one  fifteenth  of  the  heat  of  a  gas  jet  of  equal 
candle  power, — ^and  may  at  any  time  be  grasped  by  the  hand 
without  inconvenience.  While  burning  at  its  normal  capacity, 
sixteen  candles,  it  will  not  in  any  respect  injure,  even  by  the 
closest  contact,  the  most  delicate  f  abria 

The  following  are  some  of  the  advantages  of  the  Edison 
Incandescent  Electric  Lights : 

They  can  be  changed  in  location,  with  very  little  incon- 
venience, at  any  time,  and  without  the  slightest  injury  to  the 
walls  or  ceilings. 

They  are  so  cheap  that  many  can  be  inserted,  not  necessarily 
to  be  used  at  once,  but  either  to  be  lighted  at  pleasure,  and  thus 
the  need  of  a  portable  lamp  of  any  kind  rendered  useless. 

A  portable  lamp,  corresponding  to  a  table  gas  lamp,  is  made, 
however,  and  instead  of  a  heavy  gas  tube,  only  a  very  light  wire 
cord  is  required  to  connect  it  with  the  chandelier. 

No  matches  are  required,  since  the  electric  lamps  are  lighted 
and  extinguished  simply  by  the  turning  of  a  key.  Not  only  is 
expense,  and  the  danger  of  using  matches,  thus  avoided,  but  the 
key  may  be  situated  in  any  part  of  a  house  or  room ;  in  this 
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way  a  lamp  in  the  cellar  may  be  lighted  in  the  kitchen ;  the 
hall  lamp  lighted  from  the  basement  stairs ;  or  any  number  of 
lamps  in  an  apartment,  X)r  the  entire  house,  be  lighted  or  extin- 
guished by  a  key  at  the  bed  side,  without  rising  from  the  bed. 

They  produce  very  little  heat 

They  generate  no  disagreeable  product  of  imperfect  combus- 
tion, like  gas,  or  oil  lights. 

They  do  not  consume  the  oxygen,  and  thereby  exhaust  the 
atmosphere  of  an  apartment 

They  produce  no  poisonous  product  of  combustion,  such  as 
carbonic  acid,  or  carbonic  oxide,  which  are  both  largely  pro- 
duced by  gas  and  oil  lights. 

They  produce  no  water  of  combustion.  A  gas,  or  oil  light, 
produces  a  large  quantity  of  water  in  an  evening,  sufficient,  if 
condensed,  to  partly  fill  a  tumbler. 

The  electric  conductors  contain  no  poisonous,  bad-smelling 
substance  to  escape  in  the  house,  through  defective  joints,  and 
to  cost  the  consumer  an  outlay  for  medical  attendance,  and  a 
steady  running  expenditure  of  seventy  cents  per  month,  more 
or  less,  for  leakage. 

They  do  not  emit  smoke  to  blacken  the  ceilings,  or  walls,  or 
destroy  pictures,  by  covering  them  with  a  layer  of  oily  soot, 
which  cannot  be  cleaned  ofE. 

They  can,  therefore,  be  hung  below  a  reflector  on  the  ceiling 
without  impairing  its  brightness. 

The  conductors  leak  no  sulphuretted  hydrogen  to  blacken 
silverware,  or  lead  painted  woodwork,  or  destroy  oil  paintings. 

The  sulphuretted  hydrogen  in  gas,  when  burned,  produces 
sulphurous  acid,  which  destroys  the  beauty  of  colored  fabrics, 
pictures,  wall  papers  and  draperiea  The  electric  lamp  is  free 
from  this  objection. 

Being  hermetically  sealed  in  glass  globes,  nothing  can  be  set 
on  fire  by  contact  with  them,  and  no  draughts  of  air  aflEect  their 
perfect  steadiness. 

They  are  not  explosive,  like  oil  lampa 

They  cannot,  like  gas,  be  improperly  extinguished,  and  pour 
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a  dangerous  vapor  into  the  apartment  for  hours,  which  may  de- 
stroy the  sleeping  consumer  by  poison  or  a  violent  explosion. 

They  cannot  be  extinguished  by  a  sudden  draught 

They  bum  equally  well  in  any  position,  and  a  pendant  lamp 
casts  no  shadow  below  it 

They  require  no  other  cleaning  than  to  wipe  the  dust  from  the 
outside  of  the  small  globea 

In  the  leading  stores  of  the  large  cities  great  difficulty  is  ex- 
perienced by  the  condensation  on  the  show  windows  of  the  water 
of  combustion  from  the  gas  lighta  The  windows  are  thereby 
covered  with  moisture,  or  frost  in  cold  weather,  which  entirely 
hides  the  goods  from  view.  The  proper  use  of  the  electric  light 
will  not  only  obviate  this  difficulty,  but  dry  goods  may  be 
thickly  draped  all  about  them,  without  danger  of  taking  fire 
from  the  lamp  or  the  torch,  which  the  careless  clerk  is  intrusted 
to  carry  among  them  when  gas  jets  are  to  be  lighted. 

THE  EDISON    ELECTRIC    LIGHTING  CENTRAL  STATION  SYSTEM. 

The  central  station  of  this  system  in  the  city  of  New  York  is 
situated  at  257  Pearl  Street,  in  an  iron  front  building,  originally 
erected  for  commercial  purposes,  but  in  which  in  August,  1881, 
preparations  were  begun  for  this  new  and  important  enterprise. 
Two  buildings  were  purchased  by  the  Edison  Illuminating 
Company  for  use  as  a  central  station,  but  for  the  present  only 
one  of  these  buildings  is  fully  equipped. 

The  district  lighted  by  this  system  is  nearly  a  square  mile  in 
extent,  being  bounded  on  the  east  by  the  East  Eiver,  on  the 
south  by  Wall  Street,  on  the  west  by  Nassau  Street,  and  on  the 
north  by  Spruce  Street,  Ferry  Street,  and  Peck  Slip.  The  pre- 
paration of  this  district  for  lighting  involved  a  vast  amount  of 
work,  which,  generally  speaking,  may  be  divided  into  four 
branches,  namely,  the  structure  or  the  preparation  of  the  building 
for  the  reception  and  maintenance  of  the  plant,  the  manufacture 
and  installation  of  the  engines,  dynamos  and  other  electrical 
apparatus,  the  manufacture  and  laying  of  the  underground  con- 
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ductors,  and  the  wiring  of  houses.  The  work  on  the  central 
station  structure  includes  the  masonry  foundation  and  concrete, 
a  two  story  iron  frame  work,  vaults  under  the  sidewalk  and 
streets,  four  boilers,  with  an  aggregate  capacity  of  1,000  horse 
power,  boiler  fittings,  two  smoke  stacks  (each  5  feet  in  diameter 
and  80  feet  high),  steam  conveyers  for  coal  and  ashes,  shafting, 
blowers,  and  the  pumping  and  blowing  apparatus.  The  station 
equipment  consists  of  six  engines,  six  dynamos,  and  the  resist- 
ance apparatus  and  regulatora  The  engines  were  built  by  the 
Southwark  Foundry  and  Machine  Company,  of  Philadelphia, 
each  having  a  normal  capacity  of  125  horse  power,  and  a  maxi- 
mum capacity  of  200  horse  power,  making  a  total  maximum 
capacity  of  1,200  horse  power.  The  dynamos  were  built  at  the 
Edison  Machine  Works,  in  Goerck  Street,  New  York.  The 
weight  of  each  of  these  dynamos  is  thirty  tons,  making  the 
aggregate  weight  of  the  six  dynamos  180  tona  The  weight  of 
the  entire  structure  and  electrical  apparatus  at  No.  257  Pearl 
Street  is  about  250  tons,  and  this  weight  is  distributed  so  as  to 
average  only  about  200  pounds  per  square  foot  of  structure. 
The  boilers  in  this  building,  when  under  full  headway,  consume 
1,680  tons  of  coal  and  4,200,000  gallons  of  water  per  annum, 
equivalent  to  a  daily  cQASumption  of  about  five  tons  of  coal  and 
11,600  gallons  of  water. 

In  the  Edison  system  of  furnishing  electric  light  and  power 
to  a  large  number  of  consumers  from  one  central  station,  it  is 
essential  that  the  conductors  which  convey  the  current  to  the 
various  translating  devices  in  circuit  should  be  laid  underground. 
Some  method,  therefore,  was  necessary  by  which  these  conduct- 
ors could  be  completely  insulated  and  protected  from  injury  by 
moisture  and  other  causes.  This  object  Mr.  Edison  accomplished 
as  follows :  The  two  conductors  which  form  the  circuit  from  and 
to  the  central  station  consist  of  copper  rods,  which  are  placed  in 
iron  tubes  of  considerably  larger  diameter.  Washers  of  a  suit- 
able insulating  material,  preferably  paper  or  pasteboard,  are 
placed  around  and  between  the  conductors,  so  as  not  to  allow 
any  electrical  contact  between  the  conductors  themselves,  or  be- 
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tween  a  conductor  and  the  metal  of  the  exterior  tube,  and  the 
remaining  space  is  filled  with  asphalt  or  a  similar  non-conducting 
substance,  so  that  a  perfect  insulation  is  attained.  The  washers 
or  disks  before  noted  are  made  with  notched  edges,  so  as  not  to 
close  up  the  entire  cross-section  of  the  tube,  so  as  to  enable  the 
insulating  compound  to  enter  all  parts  of  the  tube. 

By  these  devices  Mr.  Edison  was  enabled  to  obtain  a  complete 
and  permanent  insulation  between  the  conductors  themselves, 
and  also  between  the  conductors  and  the  exterior  tube,  the  latter 
at  the  same  time  preventing  any  injury  from  moisture,  damp- 
ness, or  other  causes  which  might  affect  the  conductors  or  their 
insulation,  from  reaching  them. 

In  laying  the  conductors  for  this  system  Mr.  Edison  ran  two 
conductors  along  each  side  or  face  of  a  block.  These  are  termed 
positive  and  negative  conductors,  the  positive  conductor  being 
the  one  through  which  the  positive  current  flows  to  the  lamps 
or  motors,  while  the  negative  conductor  returns  the  current  to 
the  feeding  circuit,  and  thence  through  the  negative  feeding  con- 
ductor back  to  the  generators.  In  front  of  each  house,  or  at  any 
other  point  where  it  is  desired  to  make  connection  with  the  main 
iron  conductors,  they  are  run  into  a  service  box,  which  is  a  square 
box,  in  which  the  conductors  are  laid  bare  for  connection  with 
the  house  wires.  At  each  corner  of  a  block  is  a  junction  box, 
into  which  the  conductors  on  the  meeting  sides  of  the  block 
pass,  and  also  conductors  which  cross  the  streets  from  the  oppo- 
site junction  boxes.  Thus,  at  the  intersection  of  two  streets 
will  be  placed  four  junction  boxes,  into  each  of  which  will  run 
eight  maia  conductors.  In  each  of  such  junction  boxes  all 
the  positive  conductors  are  connected,  and  likewise  all  the 
negative  conductors,  so  that  a  network  of  intersecting  wires  is 
formed.  On  each  face  of  a  block,  anywhere  between  the  points 
of  intersection  of  the  main  conductors  in  the  comer  junction 
boxes,  the  conductors  are  run  through  a  small  junction  box.  In 
this  box  one  conductor  is  severed  and  its  ends  connected  to  con- 
ductors leading  to  a  safety  catch  box  (Figure  107),  located  at 
aome  point  where  it  can  be  conveniently  reached  to  replace  the 
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safety  catx^h  wire  when  necessary.  In  this  box  the  requisite 
amount  of  safety  catch  wire  or  material  is  placed  in  circuit,  and 
is  burned  out  when  a  cross  on  the  main  conductors  occurs  on 
the  particular  side  of  the  block  where  the  box  is  located,  thus 
breaking  the  circuit  and  preventing  damaga  By  placing  safety 
catches  in  this  manner  in  the  main  conductors  on  each  face  or 
side  of  a  block  the  accidental  cross-connection  can  be  readily 
located,  and  by  connecting  all  the  main  conductors  of  each  class 
at  the.  comers  only  the  translating  devices  on  the  particular 
side  of  the  particular  block  are  affected  by  the  breaking  of  the 
circuit. 

The  total  amount  of  underground  work  in  this  district,  includ- 


Fig.  107. 

ing  all  mains,  feeders,  bridges  and  intersections,  but  not  includ- 
ing any  house  connections  under  the  sidewalks,  is  about  sixteen 
miles. 

While  the  blocks  in  this  district  were  being  encircled  with 
these  bands  of  copper,  the  buildings  of  the  district  were  being 
fitted  with  wires  leading  to  the  sockets  intended  finally  to  receive 
the  electroliers  and  single  lamps,  and  to  such  localities  as  were 
to  be  supplied  with  the  electric  current  for  motive  power. 

The  equipment  of  the  central  station  building  was  finished, 
and  fire  was  built  under  the  boilers  for  the  first  time  on  June 
29th ;  on  the  next  day  the  small  engine  used  for  the  coal  con- 
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veyera  and  blowers  was  started,  and  all  that  portion  of  the 
equipment  was  found  to  work  well.  The  first  steam  dynamo 
was  started  July  6th ;  and,  July  8th,  a  satisfactory  experiment 
was  made  on  1,000  lamps  arranged  on  an  upper  floor.  Subse- 
quently some  of  the  other  engines  and  dynamos  were  carefully 
tested  with  the  1,000  lamps,  and  the  details  of  their  adjustment 
perfected.  The  field  regulating  apparatus  was  tested,  and  the 
electrical  indicator,  the  first  ever  used  on  so  large  a  scale,  was 
found  satisfactory.  This  regulator  is  used  in  connection  with 
r^ulating  the  electric  pressure  throughout  the  entire  district,  so 
as  to  keep  the  candle  power  of  the  lamps  uniform,  irrespective 
of  changes  in  the  number  of  lamps  burning. 

One  of  the  most  important  tests,  namely,  the  strength  of  the 
iron  structure,  upon  which  rest  the  six  steam  dynamos,  weigh- 
ing 180  tons,  was  finished  in  July.  Two  outside  engineers,  ex- 
perts in  iron  structures,  were  called  in  to  make  the  tests,  and  to 
pass  upon  the  reports,  touching  the  strength  of  the  structure, 
previously  made  by  the  company's  engineers.  These  two  ex- 
perts, Mr.  C.  C.  Schneider  and  Mr.  A.  Schweizer,  made  a  favor- 
able report,  stating  that  the  "  structure  is  sufficiently  strong  to 
carry  the  loads  imposed  upon  it,  which  produce  a  strain  of 
12,000  pounds  per  square  inch  in  the  extreme  fibre  of  the  floor 
beams,  which  is  the  customary  strain  allowed  for  wrought  iron 
constructions  in  buildings." 

The  entire  plant  in  the  district,  including  the  network  of  con- 
ductors and  the  equipment  at  the  central  station,  having  been 
tested  from  a  mechanical  standpoint,  the  next  thing  to  be  done 
was  to  test  the  pl^nt  electrically.  This  was  done  by  Mr.  Edison 
personally,  and  many  tests  and  experiments,  both  of  a  scientific 
nature  and  for  the  purpose  of  furnishing  data  of  commercial 
value  in  connection  with  future  central  stations,  were  made. 

The  street  conductors  having  been  laid,  the  service  conductors 
put  in,  the  buildings  wired,  the  dynamos,  with  their  attached 
engines,  put  in  place,  and  the  district  and  central  station  fully 
equipped,  the  plant  was  started  and  the  district  lighted  up  for 
the  first  time  at  8  p.  m.,  September  4,  1882.     Since  then  the 
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Station  has  been  running,  day  and  night,  without  stopping,  and 
not  only  has  no  serious  obstacle  been  met  with,  but  as  regards 
Mr.  Edison^s  part  of  the  work,  the  result  has  exceeded  all  antici- 
pations— the  only  trouble  that  has  occurred  having  been  caused 
by  purely  mechanical  matters,  such  as  the  regulation  of  engines^ 
and  other  usual  engineering  annoyances,  incidental  to  starting 
a  number  of  high  speed  engines  for  the  first  time. 

Everything  relating  to  the  electrical  apparatus,  as  regards 
both  the  plant  at  the  central  station  and  the  underground  con- 
ductors, has  succeeded  perfectly,  and  if  any  doubts  ever  existed, 
touching  the  ultimate  success  of  the  system,  they  are  now 
dispelled. 

The  total  network  of  insulated  conductors  was  manufactured 
in  lengths  of  20  feet,  and  each  length  that  did  not,  on  careful 
test,  show  a  resistance  of  at  least  150  megohms  (150,000,000 
ohms)  was  rejected.  Applying  the  same  test  to  the  entire  net- 
work, as  was  thus  applied  to  each  length  of  20  feet,  equally  per- 
fect resistance  would  be  about  88,000  ohms ;  and  the  total  leak- 
age in  the  entire  network  about  141  foot  pounds  per  minute,  or 
.00427  of  one  H.  P.  The  conductors  have  now  been  under- 
ground over  two  years,  and  careful  tests  show  that  their  efficiency, 
as  regards  insulation,  is  but  a  trifle  below  the  theoretical  efficiency 
exacted  from  each  length  tested  as  above,  and  that  the  loss  of 
current,  when  the  present  district  is  in  operation  at  the  maxi- 
mum, will  be  equivalent  only  to  seven -thousandths  of  one  lamp, 
or,  in  other  words,  to  48-millionth3  of  one  per  cent.  This  loss 
from  leakage  is  so  insignificant  that, were  the  entire  City  of  New 
York  lighted  with,  say,  four  hundred  thousand  lamps,  the  whole 
loss  of  current  from  leakage  (taking  the  actual  results  in  the 
present  district  as  a  basis)  would  hardly  amount  to  enough  cur- 
rent to  run  a  single  lamp. 

The  central  station  building  having  been  originally  erected 
for  commercial  purposes,  was  found  to  be  insufficient  in  strength 
to  sustain  the  great  weight  of  the  dynamos  and  their  attached 
engines.  Consequently  a  separate  structure  was  erected  within 
the  walls  of  the  building.     It  consisted  of  iron  pillars  planted 
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on  heavy  plates,  resting  on  three  feet  of  solid  concrete  and  sup- 
porting iron  trestle  work,  carrying  the  heavy  iron  girders  on 
which  the  machines  were  placed  The  building  is  fifty  feet  in 
width  by  one  hundred  in  length,  and  four  stories  high,  and  is 
divided  by  a  median  wall  into  two  equal  parts.  It  is  in  one  of 
these  parts  that  the  machinery  is  placed.  The  other  part  is 
soon  to  be  fitted  up  as  a  duplicate  of  the  one  already  completed. 
Beginning  with  the  basement,  the  area  in  front,  underneath  the 
sidewalk,  is  used  for  the  reception  of  coal  and  the  discharging 
of  ashes  from  the  boiler  furnaces.  In  this  place  there  is  a 
special  engine,  of  about  twenty  horse  power,  for  driving  the 
screw  conveyers  that  carry  the  coal  up  over  the  boilers  and  de- 
liver it  to  the  stoke  hole  between  the  boilers,  and  the  screw  con- 
veyers that  take  the  ashes  and  deliver  them  to  barrels  under 
the  sidewalk  in  Pearl  Street  This  engine  also  drives  the  fan 
blower  which  supplies  air  to  the  boiler  furnaces,  and  also  to  the 
stoke  hole  to  keep  it  cool  and  well  ventilated.  Pipes  also  lead 
from  the  main  air  trunk  of  this  blower  to  the  dynamos  on  the 
floor  above. 

The  boilers-— of  the  Babcock  and  Wilcox  style — ^four  in  num- 
ber, are  of  250  horse  power  each.  They  all  feed  into  a  single 
8-inch  supply  pipe,  from  which  steam  is  taken  through  vertical 
6-inch  pipes  to  the  engines  above. 

A  gallery  (Fig.  108)  extends  over  the  boiler  and  stoke  hole, 
from  which  the  visitor  may  gaze  into  the  depths  below. 

Each  boiler  is  provided  with  an  injector,  and  a  steam  pump  is 
provided  with  connections  for  each  boiler,  so  that  any  or  all  of 
the  boilers  may  be  fed  by  it  Water  is  supplied  to  the  boiler  at 
a  temperature  above  212^,  being  forced  into  a  heater  that 
receives  the  exhaust  of  all  of  the  engines.  By  heating  the 
water  to  this  temperature  before  admitting  it  to  the  boilers,  the 
impurities  are  deposited,  and  the  boilers  are  supplied  with  pure 
water. 

Over  the  boilers  is  supported  the  dynamo  floor  by  the  trestle- 
work,  entirely  disconnected  from  the  main  building  or  its  foun- 
dationa     On  this  floor  are  six  of  the  largest  Edison  dynamos. 
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This  generator  (Fig.  109)  is  of  the  Edison  horizontal  type,  the 
magnetic  field  being  produced  by  a  battery  of  twelve  horizontal 
electro-magnets  disposed  in  three  rows  of  four  magnets  each, 
two  rows  being  attached  by  their  ends  to  the  tipper  pole-piece, 
and  one  row  to  the  lower  pole-piece,  the  further  ends  of  all  being 
united  by  a  massive  heel  plate,  seen  at  the  back  of  the  figure. 
The  armature  is  driven  at  a  speed  of  350  revolutioas  per  minute, 


i^.  108. 

within  a  cylindrical  space  bored  out  of  the  verv  massive  pole- 
pieces  shown  in  the  front  of  the  illustration,  and  which  are  built 
up  of  twelve  heavy  blocks  of  cast  iron,  held  together  by  long 
bolts  threaded  through  them,  and  by  surface  coupling  plates 
Fcrewed  on  to  three  of  their  faces.  The  armature,  like  that  of  the 
Paris  machine,  is  of  cylindrical  form,  and  is  composed,  first  of  a 
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This  generator  (Fig.  109)  is  of  the  Edison  horizontal  type,  the 
magnetic  field  being  produc5ed  by  a  battery  of  twelve  horizontal 
electro-magnets  disposed  in  three  rows  of  four  magnets  each, 
two  rows  being  attached  by  their  ends  to  the  upper  pole-piece, 
and  one  row  to  the  lower  pole-piece,  the  further  ends  of  all  being 
united  by  a  massive  heel  plate,  seen  at  the  back  of  the  figura 
The  armature  is  driven  at  a  speed  of  350  revolutioos  per  minute, 
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within  a  cylindrical  space  bored  out  of  the  very  massive  pole- 
pieces  shown  in  the  front  of  the  illustration,  and  which  are  built 
up  of  twelve  heavy  blocks  of  cast  iron,  held  together  by  long 
bolts  threaded  through  them,  and  by  surface  coupling  plates 
screwed  on  to  three  of  their  faces.  The  armature,  like  that  of  the 
Paris  machine,  is  of  cylindrical  form,  and  is  composed,  first  of  a 
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core  built  up  of  no  less  than  2,200  disks  of  very  thin  sheet  iron, 
alternating  with  disks  of  tissue  paper,  while  at  every  foot 
measured  in  the  direction  of  its  length,  is  a  disk  of  thick  iron  to 
give  stability  and  rigidity  to  the  armature ;  the  whole  is  squeezed 
and  bolted  together  by  eight  longitudinal  bolts  passing  through 
all  the  disksy  and  through  a  pair  of  end  plates  by  which  the 
pressure  is  applied,  and  the  whole  is  bushed  with  a  tube  of  wood, 
so  as  to  insulate  the  armature  core  from  the  rest  of  the  machina 
The  induction  portion  of  the  armature  is  composed  of  108 
straight  longitudinal  thick  bars  of  nearly  pure  copper  of 
trapezoidal  cross-section,  arranged  at  equal  distances  around  the 
core  and  insulated  from  it  These  108  copper  bars  are  nnited 
at  alternate  ends  to  as  many  copper  disks,  half  of  which 
number  are  strung  on  to  the  shaft  at  one  end  of  the  armature 
and  the  other  half  at  the  other-,  all  the  disks  are  insulated  from 
the  shaft  and  from  one  another,  and  the  bars  are  so  connected 
with  them  that  the  bars  and  disks  together  form  a  continuous 
and  closed  circuit,  wound,  as  it  were,  longitudinally  around  the 
core.  This  coupling  up  is  effected  as  follows  :  Each  of  the 
copper  bars  is  connected  at  each  end  to  the  edge  of  one  of  the 
copper  disks,  and  the  diametrically  opposite  edge  of  the  same 
disk  is  connected  to  the  corresponding  bar  at  the  opposite  side  of 
the  armature ;  this  bar  in  its  turn  is  connected  to  one  of  the  disks 
at  the  other  end,  and  the  opposite  end  of  this  disk  is  connected  to 
the  bar  next  in  rotation  to  the  bar  we  started  with,  this  again 
to  the  next  disk  at  the  other  end,  until  all  the  bars  and  all  the 
disks  have  been  connected  in  such  a  way  that  a  current  of 
electricity  transmitted  through  the  armature  would  pass  along  one 
bar,  then  across  the  disk  at  one  end,  back  by  the  corresponding 
baron  the  opposite  side,  then  across  a  disk  at  the  other  end  to  the 
second  bar,  along  that  to  No.  2  disk,  and  back  on  the  opposite 
side  to  another  disk,  so  that  for  all  electrical  purposes  the  bars 
and  disks  together  may  be  looked  upon  as  making  up  a  thick 
copper  coil  of  extremely  low  resistance,  wound  longitudinally 
over  an  iron  cylinder  in  a  single  layer,  the  various  convolutions 
of  which  being  at  equal  angular  distances  apart  around  the  cir- 
cumference of  the  cylinder. 
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In  the  disposition  of  the  inductive  portion  of  this  armature  it 
is  identical  with  the  armature  of  the  ordinary  Siemens  direct- 
current  machine,  but  the  coupling  up  is  simpler,  and  the  course 
taken  by  the  currents  produced  is  in  consequence  somewhat 
different 

The  diameter  of  the  armature  when  complete  is  28  inches,  its 
length  5  feet,  and  its  weight  over  four  tons.  When  it  is  re- 
membered that  this  mass  is  revolved  within  the  hollow  cylin- 
drical space  between  the  pole-pieces  at  a  speed  of  850  revolu- 
tions per  minute,  it  will  readily  be  anticipated  that  if  the  heavy 
bars  of  copper  were  attached  to  the  armature  only  at  their  ends, 
which  are  between  four  feet  and  five  feot  apart,  and  revolving  as 
they  do  at  a  circumferential  speed  of  43  feet  per  second,  the  ar- 
mature would  be  speedily  destroyed  by  the  bars  flying  out  under 
the  influence  of  centrifugal  force,  and  coming  in  contact  with  the 
iron  pole-pieces  which  embrace  them.  To  prevent  this,  the  bars 
are  held  together  at  short  distances  along  the  length  of  the  ar- 
mature by  coils  of  steel  piano-forte  wire  bound  tightly  round 
the  bars  over  bands  of  mica,  by  which  they  are  insulated  from 
them ;  and  some  idea  may  be  formed  of  the  high  class  workman- 
ship and  fitting  together  of  this  finely  constructed  machine,  when 
we  state  that  although  the  diameter  of  the  revolving  armature 
is  28  inches,  that  of  the  cylindrical  space  within  which  it  revolves 
is  only  28^  inches^  thus  allowing  but  one  eighth  of  an  inch 
clearance  between  the  induction  bars  and  the  pole-piecea  It  is 
needless,  of  course,  Iq  point  out  that  this  accuracy  of  c(H)Strac- 
tion  adds  very  considerably  to  the  efficiency  of  the  machine,  by 
enabling  the  armature  to  revolve  in  a  more  intense  magnetic 
field  than  if,  through  less  accurate  workmanship,  the  magnetic 
poles,  to  insure  the  safety  of  the  machine,  had  to  be  further 
oiL 

The  electro-magnets  by  which  the  magnetic  field  is  produced, 
consist  of  twelve  horizontal  cylindrical  bars  of  iron  about  eight 
feet  long,  and  coiled  throughout  their  whole  length  with  thick 
insulated  copper  wire.  The  coils  of  these  magnets  are  con- 
nected in  two  parallel  circuits  of  six  coils  each,  and  the  resist- 
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auoe  of  the  circuit  so  arranged,  and  which  forms  a  derived  or 
shunt  circuit  to  that  of  the  machine,  is  21  ohms.  The  resistance 
of  the  armature,  as  will  be  apparent  from  a  consideration  of  its 
construction,  is  practicably  inconsiderable,  measuring  only  about 
TTrloir  ^^  *^^  ^^^  (.00049  ohm). 

The  commutator  is  a  cylinder  built  up  of  a  number  of  insulated 
copper  sections,  as  in  that  of  the  Siemens  and  Gramme  machines, 
there  being  as  many  copper  segments  as  there  are  induction  bars 
on  the  armature,  and  are  connected  to  them  by  as  many  ra- 
dial copper  rods  attached  in  such  a  manner,  that  owing  to  a  slight 
elasticity  of  the  junction  there  is  no  tendency  for  them  to  be 
sheared  oS  in  the  starting  and  stopping  of  the  machine,  a  de- 
fect which  showed  itself  in  the  machines  of  this  type  which 
were  first  constructed.  Upon  the  cylindrical  surface  of  this  com- 
mutator are  pressed  two  sets  of  metallic  brushes  or  collectors 
mounted  in  spring  fittings  attached  to  a  rocking  arm — shown  at 
the  extreme  right  of  the  illustration — by  which  the  angular  po- 
sition of  the  points  at  which  the  brushes  make  contact  with  the 
conamutator  can  be  adjusted  with  respect  to  the  neutral  plane 
of  the  magnetic  field  so  as  to  obtain  the  maximum  efficiency  of 
the  machine. 

The  motive  power  is  a  horizontal  engine  of  'the  Porter  type, 
of  130  nominal  horse  power,  fitted  with  a  Porter  governor  and 
expansion  gear,  and  with  a  steam  pressure  of  120  lbs.;  it  drives 
the  armature  which  is  mounted  on  the  crank-shaft  at  a  velocity 
of  860  revolutions  per  minute,  the  steam  being  supplied  by  one 
of  Messrs.  Babcock  &  Wilcox's  compound  tubular  boilers.  The 
weight  of  the  machine,  with  its  engine  and  bed  plate,  which  is 
common  to  both,  is  over  SO  tons. 

In  order  to  keep  the  armature  cool,  thereby  protecting  its  insu- 
lation and  keeping  down  its  resistance,  there  is  a  small  blowing 
fan  driven  by  the  engine^  and  from  this  blower  three  pipes  are 
led  which  conmiunicate  with  three  air  channels  cut  through  the 
])ole-piece8,  so  as  to  maintain  three  jets  of  air  constantly  imping- 
ing on  the  middle  of  the  rotating  armature,  which,  escaping 
light  and  left,  are,  during  the  working  of  the  machine,  con- 
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tinually  bathing  the  induction  bars  with  air.  The  efficiency  of 
this  arrangement  is  proved  by  the  fact  that  streams  of  peroep> 
tlbly  warm  air  are,  when  the  apparatus  is  in  action,  continually 
issuing  from  the  two  ends  of  I  he  hollow  cylindrical  space  within 
which  the  armature  is  rotating. 

Figure  110  shows  the  arrangement  of  the  six  large  generators 
in  the  central  station.  They  are  placed  in  alternate  positions 
with  each  other,  so  as  to  economize  room,  three  of  them  being 
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connected  by  heavy  copper  conductors,  with  the  large  copper 
bars  extending  along  the  sides  of  the  room.  The  bars  of  like 
name  from  the  opposite  sides  of  the  room  are  connected 
at  the  front  of  the  building,  where  the  entire  current  from  all 
the  machines  is  entered  in  two  large  horizontalcopper  bars,  with 
which  the  several  street  conductors  are  connected,  as  shown  in 
Figure  111,  one  of  the  parallel  street  conductors  being  connect- 
ed with  each  of  the  dynamo  maina     In  the  conductor  extend- 
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ing  from  the  dynamos  to  the  rods  along  the  walls  there  is  a  huge* 
switch,  shown  in  detail  in  figure  112,  having  three  contact  sur- 
faces about  four  inches  broad,  which  wedge  between  three  pairs 
of  fixed  contacts.  By  means  of  this  switch  the  circuit  of  any 
dynamo'may  be  instantly  broken.  The  size  of  the  various  con- 
ductors vary  with  the  requirements.  The  street  conductors  are 
equal  to  a  copper  rod  of  one  half  inch  diameter,  and  the  service 
conductors  vary,  some  of  them  being  equal  to  two  and  others  to 


Fig,  112. 

ten  Na  10  wires.  Of  the  street  conductors  there  are  over  sixteen 
miles  altogether.  The  field  magnets  of  the  dynamos  are  placed 
in  a  shunt  circuit  derived  from  the  main  circuit,  and  including  a 
switch  and  a  number  of  rheostatic  coils,  one  or  more  of  whioh 
may  be  thrown  into  the  shunt  circuit,  so  as  to  add  to  the  resist- 
ance of  the  shunt  circuit  from  the  small  fraction  of  an  ohm  to 
seven  and  a  half  ohms,  which  is  the  greatest  resistance  necessary 
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to  control  the  current  exciting  the  field  magnets,  and  thus  con- 
trol the  current  in  the  main  circuit 

The  general  arrangement  of  this  regulating  system  is  shown  in 
figures  118  and  114  The  current  which  feeds  the  lamps  furnishes 
a  deviation  at  the  machine  M,  which  enters  an  electric  dynamo* 
meter,  after  having  gone  through  a  resistance  of  180,000  ohms. 
The  electro-motive  force  is  about  108.5  volts,  and  a  diflference  of 
one  volt  corresponds  on  the  scale  of  the  indicating  apparatus  to 
three  divisions;  consequently,  for  each  observed  increase  of  in- 
tensity a  resistance  capable  of  compensating  for  it  is  introduced 
into  the  circuit  For  this  purpose  Mr.  Edison  has  established  a 
circular  commutator,  e,  with  bobbins  of  different  resistance,  which 
permits  of  an  increase  of  resistance,  not  in  the  lamp  circuit, 
which  would  lead  to  a  loss  of  work,  but  in  the  circuit  of  field 
magnets,  which  weakens  their  action  on  the  working  coiL 


ng.  113. 
EXPLANATION. 


A  DTnamo-eleotric  machine. 

B  Table  of  the  regulator  system. 

0   Table  of  the  galvanomeier  system. 

D  Standard  battery  of  103.5  volts. 

aa  Lamp  circuit. 

bb  Begulator  circuit. 

ce  Galvanometer  test  circuit 

dd  Standard  battery  circuit. 

«    Regulator  of  resistances. 


/  Interrupter. 

</  Inverser. 

/*  Variable  resistance  shunt 

t    Resistaaoe  of  50,000  ohms. 

j    Commutator  of  four  oontacts. 

k   Galvanometer  lamp. 

m  Divided  scale. 

n    Thomson  galvanometer. 
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There  is  a  set  of  resistance  coils  for  each  dynamo,  each  set  be- 
ing provided  with  a  circular  switch,  operated  by  a  horizontal 
shaft  through  sets  of  miter  gearing.  An  attendant  is  stationed 
at  the  wheel  at  the  end  of  the  horizontal  shaft,  and  turns  the 
switches  one  way  or  the  other,  accjording  to  the  requirements. 
He  is  able  to  judge  of  the  amount  of  current  required  by  watch- 
ing an  indicator  which  is'  provided  with  two  lamps,  one  red  and 
one  blue,  "with  a  device  for  throwing  one  or  the  other  of  them 
into  the  circuit,  according  as  the  current  is  strong  or  weak ; 
neither  lamp  being  illuminated  when  the  current  is  normal. 
When  the  blue  lamp  is  lit  more  resistance  is  required  in  the 
shunt  circuit  to  reduce  the  amount  of  current  passing  through 
the  wires  of  the  field  magnets  ;  consequently,  the  attendant  turns 
the  switch,  throwing  in  one  coil  after  another,  until  the  blue 
lamp  ceases  to  shine.  When  the  red  lamp  shines,  the  switch 
must  be  turned  in  the  opposite  direction  to  increase  the  power 
of  the  field  magnet  and  to  strengthen  the  current  in  the  main 
circuit 

The  resistance  coils  are  composed  of  German  silver  wire 
wound  upon  skeleton  bobbins,  between  which  and  between  the 
convolutions  of  each  helix,  there  is  a  free  circulation  of  air,  which 
keeps  the  whole  system  cool.  All  these  coils  are  coupled  to- 
gether in  series,  the  first  being  connected  to  one  binding  screw 
of  the  apparatus,  the  other  binding  screw  being  connected  to  the* 
regulating  lever,  which  by  being  moved  over  a  number  of  con- 
tact pieces,  arranged  in  a  circle,  and  connected  severally  with 
the  resistance  coils,  can  throw  into  the  circuit  of  the  field  mag- 
net of  the  generator  any  number  of  the  resistance  coils,  from  one 
to  the  full  number  in  the  regulating  apparatus. 

From  the  central  station  also,  the  condition  of  the  current  af- 
fecting the  lamps  can  be  controlled  by  means  of  a  testing  pho- 
tometer, which  shows  how  much  the  intensity  of  the  current 
must  be  diminished  or  increased  to  correspond  to  a  given  lumi- 
nous intensity.  For  this  purpose  the  photometer  is  mounted  on 
a  table  placed  in  a  dark  chamber.  Under  and  in  front  of  it  is 
placed  a  scale,  arbitrarily  divided,  so  as  to  indicate  immediately 
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the  candle  power  furnished  by  the  current  in  its  normal  condi- 
tion. The  left  side  of  Figure  113  indicates  the  arrangement  of 
the  testing  bench,  with  the  explanatory  table  at  the  bottom 
of  the  figure.     Figure  115  shows  it  in  perspective. 

Figure  116  shows  an  automatic  regulator  recently  invented 
by  Mr.  Edison.  To  the  right  of  the  figure  is  a  relay-magnet, 
whose  lever  is  centred  between  two  contact  points  by  means  of 
a  spiral  adjusting  spring  and  two  flat  springs.  The  helices  of 
the  magnet  are  wound  with  German  silver  wire  and  are  connected 
directly  across  the  two  main  conductors,  in  the  same  manner  as 
the  lamps  are  connected.  When  the  proper  electro-motive 
force  is  obtained,  the  springs  are  so  adjusted  that  the  lever 
does  not  touch  either  contact  point  If,  now,  the  potential 
rises,  the  magnet  is  strengthened  and  the  lever  touches  the 
front  point,  closing  a  circuit  containing  a  large  electro-magnet 
This  attracts  an  armature  lever,  the  end  of  which  moves  over 
a  flat  commutator.  The  movement  of  the  lever  throws  re- 
sistance into  the  field  magnets  of  the  generator,  until  the  relay 
magnet  18  so  weakened  that  the  springs  bring  the  lever  to  a  cen- 
tral position  and  open  the  local  circuit  Now,  should  the  po- 
tential fall,  the  relay  lever  will  touch  the  back  contact  point, 
closing  another  local  circuit  containing  the  other  large  magnet, 
which,  acting  as  In  the  other  example,  moves  the  lever  over  the 
<x>mmutator  surface,  thus  throwing  resistance  out  of  the  field 
until  the  relay  lever  again  becomes  central.  Thus  perfect  auto- 
matic regulation  is  obtained,  the  lamps  remaining  at  the  same 
candle  power,  whether  there  are  a  few  or  a  great  number  of  them, 
or  whether  the  engine  within  certain  limits  goes  fast  or  slow. 
This  is  the  only  regulator  devised  where  the  lamps  are  made  in- 
dependent of  their  number  or  to  the  speed  of  the  engine. 

As  before  mentioned,  all  of  the  dynamos  work  in  the  same 
circuit  when  everything  is  normal,  but  if  from  any  cause  it  is 
supposed  that  one  of  them  is  not  doing  its  work  properly,  it  is 
immediately  disconnected  from  the  main  circuit  by  letting  go 
the  huge  switch  by  which  it  is  connected  with  the  main  con- 
ductors.    The  switch  is  provided  with  a  strong  spring  that  opens 
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it  instantly  as  soon  as  it  is  released  The  isolated  machine  is 
now  connected  with  a  battery  of  a  thousand  16-candle  lamps 
arranged  in  two  rectangular  groups  in  one  of  the  upper  rooms 
of  the  building,  as  shown  in  figure  117.     If  the  machine  brings 


Fig.  m. 


these  lamps  to  brilliant  incandescence,  it  is  in  usable  condition, 
and  if  any  trouble  exists  it  must  be  looked  for  elsewhere. 
On  one  of  the  upper  floors  of  this  building  is  a  room  for 
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testing  and  for  taking  a  record  of  the  meters  employed  in  regis- 
tering the  amount  of  current  used  by  the  consumer. 

The  meters  are  tested  by  connecting  a  number  of  them — from 
ten  to  forty — in  series  with  a  number  of  lamps  connected  in 
multiple  arc,  by  which  means  exactly  the  same  amount  of  cur- 
rent passes  through  each  meter,  and,  thereforCj  the  same  amount 
of  zinc  should  be  dissolved  in  each  cell.  If  any  meter  is  found 
to  vary  from  the  others  and  a  standard  more  than  one  per  cent, 
it  is  rejected. 

The  arrangement  of  the  meter  described  on  pages  155  to  157 
has  been  somewhat  modified  in  practica  Instead  of  a  monthly 
and  quarterly  record,  a  monthly  record  only  is  taken  in  each  of 
the  two  jars — the  shunts  being  exactly  alike  in  each,  and  con- 
sequently as  the  same  amount  of  current  passes  in  each  jar,  the 
same  amount  of  zinc  should  be  dissolved,  and  thus  each  jar  is  a 
check  upon  the  other.  Both  jars  are  taken  out  of  the  meter 
each  month  by  an  employee  of  the  company  and  two  others 
substituted  for  them.  Those  taken  out  are  returned  to  the 
meter  room  at  the  central  station,  where  the  two  positive  plates 
which  have  lost  in  weight  are  weighed.  The  difference  of  the 
plates  in  weight  caused  by  electrolysis  in  the  cells  during  the 
time  they  were  in  the  consumer  s  meter  furnishes  a  basis  upon 
which  to  calculate  the  amoimt  of  light  used.  In  figure  118,  the 
two  cells  are  shown  with  the  German  silver  shunt  under  them. 
Below  the  shunt  is  placed  a  thermo  arrangement  which  prevents 
the  freezing  of  the  sulphate  of  zinc  solution  in  winter,  or  a  too 
low  a  temperature  for  accurate  registration.  It  consists  of  a 
lamp  circuit  which  is  clased  by  means  of  a  thermo  strip  of  brass 
and  steel  riveted  together  and  placed  above.  The  unequal  ex- 
pansion and  contraction  of  the  two  metals  of  the  strip  causes 
the  circuit  to  be  closed  when  the  temperature  falls  below  the 
desired  limit  This  throws  the  lamp  in  circuit,  the  heat  from 
which  raises  the  temperature  in  the  meter  and  acts  upon  the 
thermo  strip,  causing  it  to  open  the  lamp  circuit  Before  send- 
ing them  out  these  thermostats  are  adjusted  in  a  refrigerator 
to  act  when  the  temperature  falls  to  40®  Fahrenheit 
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It  is  found  in  practice  that  the  deposit  on  the  negative  plate  is 
somewhat  irr^ular,  while,  on  the  contrary,  the  amount  dissolved 
from  the  positive  plate  is  very  uniform  ;  this  plate  is,  therefore, 
the  one  used  for  weighing  and  determining  the  amount  of  elec- 
trical energy  consumed. 

In  order  that  the  same  current  through  the  cell  shall  always 
dissolve  the  same  amount  of  metal,  it  is  essential  that  the  resist- 
ance and,  consequently,  the  density  of  the  solution,  shall  always 


Fig.  118. 


remain  the  same;  it  is,  therefore,  necessary  to  use  a  standard 
solution  of  a  certain  definite  strengtL  A  solution  of  ten  parts, 
by  weight,  of  water,  to  one  of  sulphate  of  zinc,  having  a  specific 
gravity  of  1.29  at  15.5°  centigrade,  is  found  lo  be  the  best  in 
practice,  and  is,  therefore,  the  one  used. 

The  following  is  the  method  employed  for  finding  the  meter 
constant  for  this  solution :  The  resistance  of  the  cell  and  com- 
l)ensating  spool  is  9.73  ohms,  so  -yli^  part  of  the  total  current 
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passing  through  the  meter  is  shunted  through  the  cell,  the  re- 
maining \^  passing  through  the  consumer's  lamps. 

Now,  a  16-candle  power  lamp,  having  a  resistance  of  140 
ohms,  supplied  with  a  current  generated  by  a  dynamo  whose 
potential  or  electromotive  force  is  108.5  volts,  consumes  .789 
of  an   ampere   of  current      Therefore,  for  one  lamp,  •}f-|= 
.0007587  ampfere  goes  through  the  electrolytic  cell     It  has  been 
experimentally  determined  that  one  ampfere  will  remove  1.224 
grammes  of  zinc  in  an  hour,  and,  therefore,  as  for  each  lamp 
in  main  circuit,  .0007587  ampere  passes  through  the  cell,  one 
lamp  lighted   for  one   hour  will   dissolve  1.224 x. 0007587= 
.0009286  grammes  of   zinc;    or,  as    one   lamp   gives  sixteen 
candles  of  light,  .0009286-7-16=.000058,  which  is  the  loss  for 
one  candle-hour,  and  is   the    constant   sought      To   find  the 
number  of  candles  per  hour,   therefore,  ^"jjl^g^"'"^"  =  candle- 
hours. 

As  the  electromotive  force  is  kept  constant,  the  loss  in  weight 
of  the  positive  plate  will  bear  a  constant  ratio  to  the  current 
^hich  has  passed  through  the  meter. 

The  two  zinc  electrodes  are  held  a  constant  distance  of  one 

quarter  of  an  inch  apart  by  means  of  hard  rubber  clamps.   .  The 

plates  are  always  carefully  amalgamated  before  weighing  and 

sending  out     The  plates  for  the  25  light  meter  measure  three 

inches  in  length  by  one  in  width  and  one  quarter  in  thickness. 

The  50-light  meter  plates  have  double  the  surface  of  the  25- 

^?tt,  and  the  100-light  meter  plates  have  double  the  surface  of 

^e  60-light     Calling  the  resistance  of  the  25-light  cell  1,  the 

^stance  of  the  60-light  cell  =  i,  and  the  100  light  cell  =  J, 

^^^  the  resistance  of  the   compensating  spool    consequently 

^^nea  inversely  as  the  size  of  the  plates.     The  plates  of  all  sizes 

^^  of  the  same  thickness,  and  are  fixed  at  the  same  distance 

apart 

The  capacity  of  a  26-light  meter  is  equal  to  25  lamps  burning 
**  hoxug^  or  75  lamp  hours  per  day ;  the  capacity  of  a  50-light 
'^eter  is  equal  to  50  lamps  burning  3  hours,  or  150-lamp  hours 
^^  day;    and  the  capacity   of  a  100-light  meter  is   equal  to 
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100  lamps  burning  8  hours,  or  300-lamp  hours  per  day.  Special 
meters  are  made  for  consumers  using  more  than  800-lamp  hours 
of  light  per  day. 

Each  16-candle  lamp  requires  .739  ampere  of  current,  and  as 
one  ampere  current  develops  in  one  minute  through  one  ohm 
resistance  work  equal  to  44.24:  foot  pounds,  .739  ampere  through 
140  ohms  requires  .789*  x  140x4424=3.383  foot  pounds  i)er 
minute,  or  about  one-tenth  of  a  horse  power.  In  practice,  how- 
ever, only  about  seven  lamps  per  horse  power  are  obtained. 

The  lighting  up  of  a  house,  as  well  as  all  matters  connected 
with  the  meter  and  supply  of  the  current,  are  under  the  control 
of  the  meter  department,  as  are  also  the  catch  box  plugs  which 
connect  the  house  wiring  with  the  street,  as  well  as  the  sealing 
of  the  catch  boxes  and  meters. 

The  customer  is  allowed,  in  case  of  any  question  arising  as  to 
the  accuracy  of  the  charge  for  the  light,  to  have  one  of  the 
meter  jars  under  his  control,  and  he  may  have  the  weighing 
done  by  any  reputable  chemist  The  meters  are  always  tested 
before  being  placed  in  a  house,  so  that  any  error  in  the  measure- 
ment of  the  resistance  of  the  shunt  or  compensating  spool  may 
be  detected. 

When  the  jars  are  sent  out  the  plates  are  weighed  and  the 
weight  is  entered  upon  the  form  kept  in  the  central  station  office 
for  this  purpose,  as  follows  : 

THE  EDISON  ELECTRIC  ILLUMINATING  00. 

OP    XEW  YORK. 
FIBST  DISTBIGT. 

Meter  BotUe  No.  1J54. 
Prepared  for  use  March  1*7,  1833. 
[out.]  Weight,  88.030  grammes. 

To  each  jar  is  attached  a  card  containing  its  number.  After 
the  jars  are  placed  in  the  meter  the  latter  is  sealed  with  lead  by 
a  sealing  press  bearing  the  company  s  initials,  and  cannt.t  l^e 
opened  without  breaking  the  seal.  At  the  end  of  a  month  both 
jars    are  removed  by   the  company's    inspector  and  taken  to 
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the  central   office,  where  the   plates    are  again  weighed    and 
entered  upon  the  form,  as  follows : 

THE  EDISON  ELECTRIC  ILLUMINATINa  CO. 

OP  NEW  YORK. 
FIBST  DISTRICT. 

Meter  Bottle  No.  1,154. 
Returned  and  weighed  April  18, 1883. 
[ix.]  Weight,  86.214  grammes. 

The  two  forms  are  then  sent  to  the  accountant,  who  sub- 
tracts the  weight  of  the  returned  zinc  from  the  weight  of  the 
zinc  when  it  was  sent  out  (8&030— 36.214=1.816),  and  finds 
the  diSerence,  1.816  grammes,  to  be  the  loss  of  zino  from  the 
positive  plate  in  a  month.  The  rate  of  charge  for  the  Edison 
light  is  based  upon  the  cost  of  gas  in  New  York,  viz. :  $2.50 
per  thousand  feet.  It  is  found  that  by  multiplying  the  number 
of  grammes  of  zinc  dissolved  by  13,  the  number  of  candle  lights 
used  by  the  customer  will  be  obtained,  and  that  by  charging 
one  dollar  per  thousand  candle  lights,  the  equivalent  of  the  cost 
for  gas  for  a  similar  amount  of  light  is  obtained.  Thus,  1.816 
grammes  of  zinc,  dissolved  in  jar,  No.  1,154,  would  result  as 
foUows :  1.816  x  18=28,608  candles,  and  the  bill  would  be  ren- 
dered as  follows : 

EDISON  ELECTRIC  ILLUMINATING  CO. 

or  NEW   YORK. 

€  

oinoE  nasT  district,  257  pearl  street,  n.  t., 188 


Premises  No. StreeL 

TO  THE  EDISON  ELECTRIC  ILLUMINATING  CO..  OF  NEW  YORK. 
For  Electric    Light  supplied   from  March    17   to  April  18,    23.610  Standard 
Ouidles  at  $1  per  M  Candles,  $23.61. 

(▲  sperm  candle  burning  120  grains  of  sperm  per  hour  gives  one  standard  candle 

of  light) 
Received  Payment  for  the  Company. 

Bill  presented 

Paid 

There  is  no  chiirge  to  the  customer  for  the  use  of  the  meter. 
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Generally  speaking,  the  bills  are  found  to  be  about  the  same  as 
gas  bills  for  the  corresponding  time.  The  number  of  lamps 
•  now  burning  in  the  first  district  is  about  six  thousand, 
although  the  buildings  are  wired  for  a  larger  number,  and  there 
are  thirty-two  men  yet  at  work  wiring  buildings  every  day. 
Two  or  three  dynamos  work  night  and  day,  according  to  the 
demand  for  electricity,  and  the  machinery  in  the  station  is  doing 
excellent  work. 

Inquiry  has  been  made  in  many  offices  and  stores  as  to  how 
the  light  was  liked,  and  as  to  the  cost  Opinion  seems  to  be 
favorable  to  the  light,  but  its  cost  is  complained  of  in  some 
instances.  Great  pleasure  was  expressed  at  the  purity  of  the 
air  where  the  light  is  burned.  In  an  optician's  shop,  where  ten 
lamps  are  burned,  the  proprietor  said  that  the  cost  of  the  Edison 
light  was  about  twenty -five  per  cent  more  than  the  cost  of  the 
same  light  for  gas,  but  that  the  light  was  better  than  that  from 
gas,  the  air  of  the  shop  was  pleasanter,  and,  upon  the  whole,  the 
increase  in  cost  was  trifiing  compared  to  the  advantages  of  the 
new  light  over  the  old.  In  this  place  the  light  has  been  in  use 
every  day  since  the  22d  of  last  November,  and  has  never  failed. 

The  central  electric  lighting  station  is  very  complete  in  all  of 
its  appointments.  Every  imaginable  emergency  has  been  pro- 
vided for :  coal  bunkers  in  the  top  of  the  building  to  hold  a  re- 
serve of  coal,  water  tanks  to  supply  water  in  case  of  any  defi- 
ciency or  cessation  of  supply,  thorough  protectioi^  against  fire, 
and  thorough  workmanship  everywhere. 

For  convenience  in  handling  the  heavy  parts  of  the  machines^ 
the  dynamo  room  is  provided  with  a  travelling  hoist  capable  of 
running  the  entire  length  and  breadth  of  the  room,  and  having 
power  enough  to  easily  lift  the  heaviest  part  of  any  machine, 
and  of  holding  or  carrying  it  as  may  be  required.  The  New 
York  Times  is  lighted  from  the  Pearl  Street  station  by  means 
of  branch  xmderground  connections  with  the  regular  under- 
ground conductors  in  the  first  district  The  plant  consists  of 
288  lamps,  distributed  as  follows : 


Edison's  incandescent  system.  221 

Composing  Room 115 

Mailing            " 12 

Press                " 77 

Reporters'        "     14 

Editorial          "     27 

Halls 12 

Offices •. ...  31 

Total 288 

The  fixtures,  prepared  under  special  orders  from  the  Times 
Company,  were  manufactured  by  Messrs.  Bergmann  &  Co.  The 
success  of  the  light  in  the  Times  building  is  a  good  illustration 
of  the  entire  success  of  the  underground  system,  because  the 
building  is  not  only  at  such  a  distance  from  the  central  station 
as  to  submit  the  carrying  capacity  of  the  conductors  to  a  severe 
test,  but  being  also  located  outside  the  limits  of  the  district,  and 
beyond  the  borders  of  the  network  of  conductors,  special  con- 
ductors had  to  be  laid  and  connected  with  the  system  in  a  man- 
ner not  originally  contemplated.  Everything,  however,  has 
worked  perfectly,  and  the  light  is  giving  entire  satisfaction. 
Several  other  newspapers  have  applied  to  be  connected. 

The  Western  Union  Telegraph  Company's  building,  corner  of 
Dey  Street  and  Broadway,  is  lighted  from  the  Pearl  Street  sta- 
tion by  a  special  conductor  running  down  John  Street,  and  con- 
nected with  the  network  of  conductors  in  the  district,  at  Nassau 
Street  The  building  is  being  wired  for  845  lamps,  but  for  the 
present  only  about  255  will  be  used,  distributed  as  follows : 

Rooms  of  the  Associated  Press 55  lamps. 

Operating  Room 107      " 

Second  Floor 55      " 

Halls 8      " 

First  Floor,  Na  8  Dey  Street 15      " 

Second  Floor,  No.  8  Dey  Street 15      " 

Total 255 
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COST  OF  INSTALLATION   OF  THE   EDISON  PLANT. 

In  the  following  price  list  the  cost  of  the  dynamo-electric  ma- 
chine, including  the  regulating  apparatus,  extra  brushes  and  the 
requisite  number  of  lamps  and  sockets  for  A  or  B*  lights  is 
constant,  while  the  cost  for  fixtures  and  wiring  is  only  approxi- 
mate. The  figures  are,  however,  drawn  from  experience  in  in- 
stalling the  apparatus,  which,  taken  as  a  whole,  is  called  the 
plant 

The  only  material  depreciation  on  the  dynamo  is  in  the  wearing 
of  the  journals,  commutators  and  brushes,  which  with  ordinary 
care  does  not  exceed  one  per  cent  per  annum.  The  lamps  at 
their  normal  candle  power  are  guaranteed  to  have  an  average 
life  of  not  less  than  600  hours.  The  cost  of  new  lamps  is  one 
dollar  each. 

The  company  will  at  any  time  make  estimates  of  the  cost  of 
installing  a  plant,  requiring  only  a  detailed  plan  of  the  premises 
to  be  lighted.  This  plan  should  show  the  proposed  location  of 
the  dynamo,  the  location  and  description  of  the  rooms  to  be 
lighted,  also  the  total  number  of  lamps  required.  An  elevation 
should  accompany  this  diagram,  showing  the  height  of  ceiling& 
On  completion  of  a  plant  they  allow  one  of  their  men  to  remain 
for  a  reasonable  period  of  time,  at  their  expense,  to  instruct  the 
purchaser  in  its  use.  It  may  be  run  by  any  workman  of  ordi- 
nary intelligence,  and  requires  no  more  attention  than  could  be 
given  by  any  engineer  without  interfering  with  his  regular 
duties.  In  their  contracts  the  company  guarantee  the  efficiency 
of  the  system. 

THE   EDISON   E   DYNAMO    FOR    15  A   LIGHTS   OR  30   B   LIGHTS. 

Floor  space,  25x17^  inches ;  height,  2  feet  11  inches ;  pulley, 
face,  3  inches;  diameter,  5  inches;  revolutions,  2,200  per  min- 
ute ;  weight,  700  pounds ;  4  horse  power. 

*  A  lights  I6-candIe  power;  B  lights  S-candle  power. 
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IXg.  119. 

Figure  119  is  an  illustration  of  the  £dison  Z  dynamo,  for  60 
A  lights  or  120  B  lights. 
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Coet,  exclndre  of  Countershaft,  Belt  Connections,  and  Fonn- 
datioDs. 


80B  Lights. 


Ooe  E  djnamo-electric  machine  complete,  regulating  re- 
sistance, half  dosen  brushes,  with  lamps  and  sockets. 

Fixtures  varj  in  price  from  15  cents  to  $5.85  per  lamp, 
according  to  style  and  finish.  For  common  factory  use 
the  cost  would'probablj  not  exceed  76  cents  per  lamp. 

The  cost  of  wire  for  conductors,  cut-outs,  safety  catches, 
and  other  accessories,  will  vary  with  distance  of  lamps 
from  dynamo,  also  with  number  of  branches  and  dispo- 
sition and  grouping  of  lamps.  The  probable  average 
will  be 


$561  S5         $642  60 


THE  EDISON  Z  DYNAMO  FOR  60  A  LIGHTS  OR  120  B  LIGHTS. 

Floor  space,  45x89  inches;  height,  6  feet;  pulley,  face,  6 
inches ;  diameter,  10  inches ;  revolutions,  1,200  per  minute ; 
weight,  3,000  pounds ;  10  horse  power. 


Coet,  ezclnslTe  of  Coanter-ehaf t.  Belt  Connections,  and  Foon-  «n  a  Liiriits. 


One  Z  djnaroo-electric  machine  complete,  regulating  re- 
sistance, half  dozen  brushes,  with  lamps  and  sockets. 

Fixtures  vary  in  price  from  75  cents  to  $5.85  per  lamp, 
according  to  style  and  finish.  For  common  factory  use 
the  cost  would  not  exceed  75  cents  per  lamp 

The  cost  of  wire  for  conductors,  cut-outs,  safetj-catches, 
and  other  accessories  for  above  plants,  will  vary  with 
distance  of  lamps  from  dynamo,  also  with  number  of 
branches  and  disposition  and  grouping  of  the  lamps. 
The  probable  average  will  be 


$1,200  00 
46  00 

360  00 


$1,696  00 


UOBLigfata 


$1,320  00 
90  00 

450  00 


$1,860  00 


THE   EDISON   L   DYNAMO   FOR   160  A  LIGHTS    OR  800  B  LIGHTS. 


60x39  inches;  height,  6  feet  6  inches;  weight,  6,000  lbs. ;  pul- 
ley, face,  9  inches;  diameter,  14  inches;  revolutions,  900  per 
minute ;  19  horse  power. 
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Fig,  120. 

Figure  120  is  an  illustration  of  the  Edison  L  dynamo,  for  150 
A  lights  or  800  B  lights. 
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Coct,excliuiye  of  Coanter-Bhaft,  Belt  Connections  and  Foondatione. !  ISO  AUghta. 


One  L  dTiiaiiio-electrio  machine  oompleto,  regulating  resiBt- 
anee,  half  dosea  bruahea^  with  lamps  and  sockets 

Futures  vary  in  price  from  15  oenta  to  $5.85  per  lamp, 
according  to  style  and  finish.  Tot  common  factory  use 
the  cost  would  probably  not  exceed  75  cents  per  lamp. . 

Tlie  coflt  of  wire  for  conductors,  cut-outs,  safety-catches, 
and  other  accessories  for  above  plants,  will  vary  with 
distance  of  lamps  from  dynamo,  also  with  number  of 
branches  and  disposition  and  grouping  of  the  lamps.  The 
probable  average  will  be 


$2,000  00 
112  50 

525  00 


$2,637  50 


900BLight« 


$2,300  00 
225  00 

900  00 


$3,425  00 


THE   EDISON   K  DYNAMO   FOR  250  A   LIGHTS   OR  500  B  LIGHTS. 

Floor  space,  70x89  inches;  height,  6  feet  6  inches ;  weight, 
8,250  pounds;  pulley,  face,  9  inches;  diameter,  14  inches; 
revolutions,  900  per  minute ;  35  horse  power. 


Cost,excliisiTe  of  Coimter-shaf t,Belt  Connectionfl  and  Foandations.  :250 ALights.  SOOB  Ligfata. 


One  K  djnamo^lectric  machine  complete,  regulating  resist- 1  | 

ance,  half  dozen  brushes,  with  lamps  and  sockets $3,000  00   $3,500  00 

Fixtures  vary  in  price  from  75  cents  to  $5.85  per  lamp,i  I 

according  to  stjle  and  finish.     For  common  factory  use' 
the  cost  would  not  exceed  75  cents  per  lamp 187  50'       375  00 

The  cost  of  wire  for  conductors,  cut-outs,  safety-catches, 
and  other  accessories  for  above  plants,  will  vary  with  dis- 
tance of  lamps  from  dynamo,  also  with  number  of 
branches  and  disposition  and  grouping  of  the  lamps. 
From  experience  in  plants  installed  we  find  the  probable 
average  will  be , i 


875  00 
$4,062  50 


1,500  00 
$5,375  00 
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>Vy.  121. 

Figure  121  is  an  illustration  of  the  Edison  K  dynamo,  for  250 
A  lights  or  500  B  lights. 

LIST  OF   EDISON   LIGHTS  IN   USE. 


The  following  is  a  list  of  the  Edison  electric  light  plants  in- 
stalled in  the  United  States  and  Europe : 
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COUHTRT. 


Imstaixatzohs. 


United  States 

France 

Italy 

Oermanj. . . . 

Holland 

Austria 

Russia 

Belgium 

England 

Total. . 


I 


30G 


Lamf». 


1G4 

33,050 

32 

2,680 

11 

6,777 

28 

3,667 

4 

1,648 

7 

1,724 

14 

?.772 

12 

1,268 

34 

8,443 

61,029 


VILLAGE   LIGHTED  WITH   EDISON   LIGHTS. 

The  Edison  Company  have  installed  a  central  station  plant 
at  Eoselle,  N.  J.,  being  the  first  village  plant  installed.  The 
conductors,  the  largest  being  No.  00  wire,  and  the  smallest  Na 
18  wire,  are  suspended  on  poles  30  feet  in  height,  and  130  feet 
apart,  the  positive  wires,  where  there  are  more  than  two,  being 
on  the  upper  arms,  and  the  negative  wires  on  the  lower. 
"Where  there  are  only  two  mains,  the  positive  is  carried  on  the 
right  going  from  the  station,  and  the  negative  on  the  left  The 
total  length  of  wire  is  S.-^  miles.  The  mains  were  all  com- 
pleted on  January  15th,  and  on  the  first  test  were  found  to  be 
electrically  perfect  The  central  station  is  located  at  the  comer 
of  First  Avenue  and  Locust  Street,  Roselle,  and  occupies  nearly  a 
central  position  in  the  district  lighted,  which  radiates  about  one 
half  mile  each  way  from  the  station.  The  building  itself  is  a 
frame  structure  of  tasteful  design,  and  measures  39  feet  7  inches 
by  84  feet  10  inches,  in  the  clear.  Internally,  it  is  divided  into 
two  rooms — a  boiler  and  machinery  room.  The  boiler  room 
measures  15f  by  89J  feet,  and  the  engine  room  19  by  89J  feet 
The  steam  is  furnished  by  a  150  horse-power  duplex  safety 
boiler,  which  is  entirely  enclosed  with  brickwork.  The  ma- 
chinery room  has  capacity  for  four  K  dynamos,  each  with  an 
independent  engine.  They  have  now  installed  and  in  use  three 
K  dynamos,  two  of  which  are  run  every  night     There  are  85 
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houses,  wired  for  over  500  lights,  connected  "with  the  system, 
and  150  street  lamps.  Some  of  these  houses  and  lamps  aie  half 
a  mile  from  the  station.  The  platform  of  the  railway  depot  is 
lighted  by  nine  lamps  in  clusters  of  three  each,  each  of  the 
waiting-rooms  is  lighted  by  a  three-light  electrolier,  and  the 
telegraph  and  ticket  office  is  lighted  by  a  portable  fixture  and  a 
wall  bracket  The  current  was  first  turned  on  January  19th, 
1883,  since  which  date  the  station  has  been  run  every  night 
withQut  a  hitch  of  any  kind,  the  lights  being  perfectly  steady 
and  reliable. 

STEAMER  PILGRIM  LIGHTED   WITH   EDISON  LIGHTa 

The  plant  on  the  Steamer  Pilgrim,  belonging  to  the  Old 
Colony  Steamboat  Company,  consists  of  910  lamps,  one  L  and 
two  K  dynamos  (with  a  capacity  of  11,356  candle-power),  and 
two  Armington  &  Sims  engines  (one  8i  by  10  B  engine  and  one 
9J  by  12  C  engine),  belted  directly  to  the  dynamos.  Steam  is 
furnished  by  a  special  boiler  of  about  95  H.  P.  capacity,  with  80 
pounds  pressure;  steam  connections  are  also  made  with  the 
donkey  boiler,  and  with  the  ship's  main  boiler,  for  emergencies. 
The  dynamos  can  be  used  either  together  or  separately,  and  are 
related  by  the  Edison  automatic  regulator.  The  current  is 
taken  from  the  dynamos  to  the  main  deck  by  an  Edison  electric 
tube,  running  vertically  on  the  forward  side  of  a  mast  to  the 
ceiling  of  the  main  deck,  and  there  dividing  to  each  side  of  the 
boat  Each  branch  then  runs  aft  to  the  centre  of  the  boat, 
whence  all  run  vertically  to  the  ceiling  of  the  gallery  deck. 
Care  has  been  taken  throughout  the  whole  wiring  to  provide 
such  a  system  as  to  prevent  the  lights  from  being  extinguished 
by  an  accident  to  the  boat,  and,  to  that  end,  the  wiring  has  been 
divided  into  four  sections,  each  of  which  is  entirely  independent 
of  the  others,  and  each  is  furnished  with  its  own  proper  comple- 
ment of  safety  appliances.  Each  fixture,  whether  it  be  a  large 
chandelier  in  one  of  the  saloons,  or  a  single  light  in  a  stateroom, 
is  also  furnished  with  the  Edison   safety   catch.     The  grand 
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saloon  is  illuminated  by  one  large  chandelier  of  36  lights,  and 
two  chandeliers  of  27  lights  each,  each  chandelier  having  four 
tiers  of  lights,  every  tier  being  controlled  by  a  separate  switch, 
and  each  chandelier  being  supplied  from  two  separate  sections  of 
conductors.  There  are  also  on  the  saloon  deck  three  small 
electroliers  of  8  lights  each,  four  newel-post  fixtures,  five  two- 
light  brackets  in  each  side  passage,  and  four  additional  two-light 
brackets  at  other  points.  The  gallery  deck  receives  the  greater 
portion  of  its  light  from  the  large  electrolier  in  the  main  saloon, 
and  has  also  one  eight-light,  and  one  twelve-light  electrolier,  five 
brackets  in  the  side  passages,  and  one  four-light  bracket  aft 
The  remainder  of  the  lamps  are  distributed  in  the  social  hall, 
the  quarter  deck,  dining  saloon,  freight  deck,  engine  and  boiler 
room,  fire  room,  barber's  shop,  captain's  office,  kitchen,  pantry, 
officers'  quarters,  staterooms,  and  miscellaneous  portions  of  the 
boat,  there  being  no  gas  or  other  light  on  the  vessel. 

The  plant  is  the  Edison  A  system,  with  an  electro-motive  force 
of  110  volts,  the  lamps  used  being  of  16  and  10-candle  power, 
as  required.  The  total  number  of  lamps  are  distributed  as 
follows : 

16-candIe  10-candle 

power.  power.  Total. 

Gallery  and  Grand  Saloon 199  250  449 

Main  Deck 131  138  269 

Dining  room  ami  Aft  Cabin 32  110  142 

Forward  Cabin 14  86  50 

376  534  910 

EFFICIENCY   AND   COST  OF  THE   EDISON   LIGHT. 

The  following  extracts  are  from  a  letter  written  by  Mr.  F.  E. 
Clarke  in  reply  to  an  inquiry  as  to  the  efficiency  and  economy 
of  the  Edison  plant  in  the  Pemberton  Mill,  Lawrence,  Mass. : 

"We  put  in  one  Z  dynamo,  65  A  or  120  B  lights,  in  October, 
1881,  and  at  first  tried  the  120  B  lights  with  it,  lighting  120 
looms,  with  one  light  to  a  loom.     From  what  I  saw  in  New 
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York  I  became  convinced  that  the  A  lamp,  "osiiig  half  as  many, 
would  serve  ns  better ;  consequently,  I  made  the  change,  getting 
65  A  lamps  in  running  order  in  January,  1882.  With  these  A 
lamps  we  lighted  180  looma  The  many  advantages  of  the  light, 
some  of  which  were — almost  perfect  condition  of  the  atmosphere 
when  using  no  gas  jets,  discrimination  of  colors,  little  imper- 
fections in  weaving  remedied  more  quickly  by  the  weaven 
a  better  diffusion  of  light  among  the  machinery,  enabling 
quicker  renewing  of  warps  in  looms,  and  quicker  repairing  of 
breaks  in  warps  or  machinery,  all  of  which  were  experienced  in 
using  the  light  through  the  winter  of  1881  and  1882,  and  up  to 
September  of  1882 — decided  me  to  increase  the  number  of  lights 
so  as  to  light  wholly  two  entire  weaving  rooms.  I  therefore 
contracted  for  2  L  dynamos,  150  lights  each,  giving  me  in  all 
365  A  lights.  These  were  all  in  operation  early  in  November, 
1882,  and  have  been  in  use  continually  since.  After  a  week's 
use  I  had  taken  out  of  the  two  rooms  all  of  the  gas  jets,  except 
4  in  each  room,  which  are  used  in  case  of  stopping  of  electric 
lights— that  no  panic  may  be  occasioned  among  the  help.  The 
electric  machines  are  driven  by  the  regular  power  of  the  mill 
(water  wheels),  and  once  in  a  while  a  short  stop  is  necessary 
from  some  breakage  of  shaft  or  large  belt,  etc. ;  hence,  the  few 
gas  jets  spoken  of  above.  The  operation  of  the  machines  and 
lights  through  the  mill,  thus  far,  has  been  very  satisfactory. 
We  make  colored  goods  largely.  Our  weave  rooms  are  wide, 
and  in  dark  days,  and  in  fact,  nearly,  if  not  quite,  every  day 
we  have  used  a  part  of  the  lights  all  day.  The  difference  in  the 
atmospheric  condition  of  the  rooms,  from  what  they  were  when 
we  used  gas,  is  almost  indescribable.  In  the  evening,  when  all 
lighted,  the  air  is  as  pure  to  the  health  and  sight  as  it  is  in  the 
full  sunlight 

I  liave  the  light  at  my  desk  in  the  office,  and  its  steadiness, 
and  the  absence  of  heat  rays,  make  it  very  pleasant,  and  I  am 
able  to  write  and  read,  as  long  as  I  choose,  without  any  incon- 
venience to  my  eyes. 

Now  for  comparative  economy  of  gas  and  electricity : 
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We  used  during  January,  188S,  185  lamps  ten  hours  per 
day,  and  280  lamps,  2  hours  per  day,  being  equivalent  to  181 
lamps,  10  hours  per  day.  As  we  displaced  2  gas  jets  with 
each  A  light,  we  displaced  862  gas  jets,  with  181  A  lights.  862 
gas  jets,  10  hours,  4  feet  per  hour,  give  14,480  feet  gas,  which,  at 
$1.65  per  thousand »»  $28.89,  as  daily  cost  of  gas  to  obtain  a 
poorer  light 

The    electric  plant  cost  $6,825.60.      12  per  cent   of 

$6,826.60  for  interest  and  depreciation,  one  day $2  73 

Eight  mills  per  H.  P.  per  hour,  181  lights  28  H.  P 2  24 

Lamps,  181  lights ;  renewal,  4  lamps  daily 4  00 

Extra  cost,  man  and  oil,  etc 1  25 

Total  daily  cost  of  181  lamps,  10  hours  per  day $10.22 

MB.  Edison's  awards  by  the  international  congress  of 

ELECTJIICIANS,  AT  PARia 

The  congress  subdivided  its  work  among  juries,  to  each  of 
whom  certain  special  subjects  were  assigned.  The  highest 
award  the  congress  could  give  was  a  diploma  of  honor.  The 
final  award  to  Mr.  Edison,  by  the  several  juries,  was  three 
diplomas  of  honor,  two  gold  medals  and  a  silver  medal  Pur- 
suant to  usage,  however,  the  congress  reserved  the  right  to  re- 
organize awards,  so  as  to  give  to  each  exhibitor  the  highest 
award  which  he  had  received  in  any  one  class,  and  the  congress 
therefore  approved  the  recommendations  of  the  juries,  and  itself 
awarded  a  diploma  of  honor  to  Mr.  Edison.  Altogether  there 
were  only  eleven  diplomas  of  honor  granted  by  the  full  con- 
gress, and  Mr.  Edison  received  the  only  one  which  was  awarded 
for  an  incandescent  electric  light  In  addition  to  the  foregoing 
awards,  Mr.  Edison  received  from  the  French  government  the 
decoration  of  officer  of  the  L^ion  of  Honor. 


CHAPTER  IV. 

THE  MAilM,  SWAN,  BERNSTEIN   AND  LANE-FOX  INCANDESCENT 
ELECTRIC  LIGHTS. 

■  r 

THE   MAXIM  INCANDESCENT  LAMP. 

In  Mr.  Hiram  S.  Maxim's  earliest  form  of  incandescent  lamp 
he  employed  platinum  for  the  light-giving  body. 

Figure  122  shows  this  lamp  in  perspective ;  Fig.  123  is  a  ver- 
tical section.  The  spring,  A,  which  clamps  the  lower  end  of 
the  platinum  strip,  is  secured  by  a  binding  post  to  a  vulcanite 
block  attached  to  the  base  of  the  iron  standard-  An  insulated 
platinum  tipped  rod,  B,  extends  through  the  base  of  tKe  stand- 
ard, and  is  connected  with  one  terminal  of  a  resistance  coil,  C, 
concealed  in  the  base.  The  other  terminal  of  the  coil  is  in  elec- 
trical communication  with  the  iron  standard.  A  threaded  rod, 
D,  extends  downward  through,  the  upper  end  of  the  standard, 
and  has  at  its  lower  end  a  clamp  for  holding  the  upper  end  of 
the  platinum  strip.  The  rod,  D,  is  adjusted  by  the  nut  which 
hears  on  the  top  of  the  standard,  so  that  when  the  platinum  foil 
is  cool,  the  spring,  A,  does  not  touch  the  rod,  B. 

One  electric  wire  being  secured  in  the  binding  post  that  holds 
the  spring,  A,  and  another  being  connected  with  the  vertical 
standard,  the  current  passes  through  the  spring,  A,  the  platinum 
strip,  the  rod,  D,  and  the  vertical  standard,  heating  the  platinum 
to  incandescence. .  Should  the  current  increase  so  as  to  bring 
the  temperature  of  the  platinum  nearly  to  the  melting  point,  the 
strip  expands  until  the  spring.  A,  touches  the  end  of  the  rod,  B, 
when  a  portion  of  the  current  passes  through  the  resistance  coil,  C. 

When  the  temperature  decreases,  the  platinum  contracts  and 
hreaks  the  contact  between  A  B. 

This  lamp  was  invented  by  Mr.  Maxim  in  1877,  but  was 
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never  patented,  because  he  found  by  experiment  that  it  required 
a  very  much  greater  expenditure  of  power  to  produce  a  given 
light  with  it  than  was  required  with  the  carbon  points. 

Subsequently  Mr.  Maxim  produced  the  lamp  which  is  shown 
in  Fig.  124  This  lamp  resembles  the  Edison  and  Swan  lamps 
in  its  general  features,  but  differs  in  details  of  construction,  and 
especially  in  the  method  by  which  the  carbon  conductor  is  made. 
The  Maxim  carbon  is  made  of  paper,  carbonized  in  a  peculiar 
way,  and  afterward  heated  to  a  high  temperature  in  a  hydro- 
carbon vapor  or  gas.  As  is  well  known,  carbon  conductors, 
made  by  carbonizing  paper  in  the  ordinary  way,  have  not 
proved  commercially  successful;  they  are  extremely  fragile; 
the  structure  of  the  carbon  obtained  is  too  porous  and  uneven 
for  durability  in  use ;  and  it  is  extremely,  difficult  to  secure 
uniformity  of  resistance.  Mr.  Maxim,  however,  has  succeeded 
in  overcoming  the  defects  of  the  paper  carbon,  and  the  diffi- 
culties attending  its  manufacture.  In  carbonizing,  according  to 
his  process,  a  stream  of  gas  or  vapor,  rich  in  carbon,  is  passed 
through  the  muffle  containing  the  blanks  in  process  of  carbon- 
ization, so  as  to  envelop  them  on  all  sides  during  the  time  the 
muffle  is  in  the  furnace.  Carbon  from  the  gas  is  deposited  in 
the  pores  and  interstices  of  the  material,  very  much  in  the  same 
way  as  the  deposit  of  carbon  takes  place  in  the  ordinary  gas 
retorts,  and  this  greatly  solidifies  and  improves  the  structure  of 
the  carbon  conductor.  The  conductor  is  afterward  heated  to  a 
high  temperature  by  passing  a  current  through  it  in  a  highly 
rarefied  atmosphere  of  hydrocarbon  gas,  in  order  to  still  further 
improve  its  structure  and  standardize  its  resistance.  Mr.  Maxim 
has  found  that  in  this  latter  part  of  the  process,  very  much 
better  results  are  obtained  by  using  a  highly  attenuated  atmos- 
phere of  the  gas,  as  an  extremely  high  temperature  can  be 
used,  and  yet  the  deposition  of  carbon  be  carried  on  slowly 
enough  to  insure  its  penetrating  the  pores  of  the  material.  The 
deposit  formed  comparatively  slowly,  and  at  the  same  time  at  a 
very  high  temperature,  is  also  of  more  even  structure. 

The  application  of  this  process  to  standardizing  the  resistance 
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of  the  carbons  is  very  ingenious.  It  is  obviously  of  great 
importance,  where  lamps  are  run  in  multiple  arc,  that  all  the 
carbons  should  be,  as  nearly  as  possible,  of  the  same  size  and  of 
unifonn  resistance.  It  is  very  difficult  to  secure  uniformity  of 
resistance  by  carbonizing  in  the  ordinary  way,  as  the  carbons 
produced  from  blanks  of  the  same  size  and  material  differ 
widely  in  resistance.  By  Mr.  Maxim's  process  all  the  carbons 
are  made,  in  the  first  instance,  of  a  resistance  considerably 
higher  than  that  desired,  and  they  are  afterward  reduced  to  the 
standard.      As  the  deposit  formed  by  the  hydrocarbon  treat- 
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ment  increases  the  mass  of  the  conductor,  it  correspondingly 
reduces  its  resistance,  and  the  process  of  treatment  is  arrested 
with  each  carbon,  when  the  standard  resistance  has  been  reached. 
In  Fig.  125  we  show  a  device,  designed  by  Mr.  Maxim,  for 
automatically  cutting  the  carbon  out  of  circuit  at  the  proper 
tima  An  electro-magnet,  K^  is  included  in  the  same  circuit 
with  the  carbon  in  course  of  treatment,  which  is  represented  at 
C  The  surrounding  vessel,  J5,  contains  a  rarefied  atmosphere 
of  hydrocarbon  gas.  The  wires  A  A  lead  to  a  generator  which 
should  be  worked  under  the  same  conditions  with  all  the  carbons 
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•treated.  It  is  obvious,  that  as  the  resistance  of  the  carbon  C 
decreases,  owing  to  the  deposition  of  carbon  upon  it,  more  cur- 
rent flows  through  the  coils  ef  the  magnet ;  and  the  retractile 
spring  M  is  so  adjusted,  that  the  magnet  will  draw  down  its 
armature  when  the  resistance  of  the  carbon  has  fallen  to  the 
standard  fixed.  When  this  occurs  the  hammer  O  is  released, 
and,  falling  upon.  F,  breaks  the  circuit  suddenly  at  T^  and  cuts 
out  the  carbon ;  the  spring  F  is  prevented  from  rising  again  by 
a  detent,  K  In  a  modification  of  this  device,  which  is  somewhat 
more  sensitive,  instead  of  the  retracting  spring  Mj  another 
electro-magnet,  included  in  a  derived  circuit  about  the  carbon 
in  course  of  treatment,  is  made  to  pull  down  the  other  end  of 
the  armature  lever  H.  By  this  apparatus  the  carbons  are  made 
of  very  uniform  resistance. 

The  Maxim  carbons  have  proved  very  efficient  and  durable. 
In  reports  of  numerous  experiments,  made  with  the  Maxim 
lamps  at  the  Paris  Exposition,  and  since,  it  is  stated  that  lamps 
of  the  ordinary  size  have  repeatedly  been  made  to  give  a  light 
of  from  600  to  1,100  candles.  This  is  a  very  severe  test,  and 
one  which,  so  far  as  we  have  observed,  has  not  yet  been  success- 
fully endured  by  any  other  incandescent  lamp.  It  would  indi- 
cate a  long  lifetime  for  the  lamps,  when  run  at  their  normal 
lighting  power,  and  this  is,  we  are  informed,  the  fact  From 
reports  which  have  been  received  by  the  United  States  Com- 
pany, from  numerous  plants  which  it  has  erected,  the  average 
lifetime  of  the  lamp  is  shown  to  be  considerably  more  than  1,500 
hours.  Lamps  have,  in  numerous  instances,  lasted  from  three  to 
four  thousand  hours;  and  we  see  no  reason  why  this  should  not 
be  made  the  average  lifetime  of  the  lamps  when  the  processes 
of  making  them  are  still  further  improved.  The  present  Maxim 
lamp  has  a  resistance  of  seventy-five  ohms  cold,  or  about  forty 
when  in  use. 

As  shown  in  the  illustration,  Fig,  124,  the  lamp  is  held  in  a 
socket  or  holder,  which  may  be  attached  to  an  ordinary  gas  fix- 
ture, or  other  suitable  support  The  socket  contains  the  ter- 
minals of  the  circuit  leading  to  the  lamp,  and  these  are  so 
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arranged  that  the  ends  of  the  leading-in  wires  of  the  lamp  are 
brought  in  contact  with  them  when  the  lamp  is  inserted  in  the 
socket;  and  merely  placing  the  lamp  in  position  makes  the 
necessary  electrical  connectiona 

Mr.  Edward  Weston  has  invented  a  new  process  of  making  car- 
bons for  incandescent  lamps,  which  is,  in  some  respects,  quite  a 
new  departure 

The  great  desideratum  for  lighting .  by  the  incandescent 
system  has  been  a  more  perfect  form  of  carbon.  With  the  ex- 
tremely attenuated  form  of  the  luminous  conductor  in  the 
modem  incandescent  lamp,  serious  difficulties,  both  mechanical 
and  electrical,  have  been  encountered,  and  very  great  difficulty 
has  been  experienced  in  securing  the  uniformity  of  calibre  and 
density  requisite  for  producing  the  same  degree  of  incandescence 
throughout  the  whole  length  of  the  conductor. 

Considerable  difficulties  have  also  been  experienced  in  secur- 
ing sufficient  uniformity  of  quality  in  the  material,  and  in  work- 
ing it  into  shape  with  sufficient  accuracy.  In  two  of  the  most 
successful  of  the  incandescent  lamps  the  fibrous  structure  of  the 
carbon  has  been  somewhat  modified.  In  the  Maxim  lamp, 
although  the  basis  of  the  carbon  is  structural  in  character,  the 
subsequent  treatment  with  hydrocarbon  vapor  fills  up,  in  a 
great  measure,  the  interstices  between  the  fibres,  and  partially 
obliterates  the  structure.  In  the  Swan  carbon  the  structure  is 
partially  broken  down,  by  the  process  known  as  parchmentiza- 
tion,  before  the  material  is  carbonized.  This  obliteration  of  the 
structure  is,  in  both  cases,  only  partial ;  and  the  Maxim  method 
appears  to  be  preferable,  as  the  treatment  is  so  applied  as  to 
correct  such  inequalities  of  resistance  as  there  may  be  in  dijler- 
ent  parts  of  the  conductor.  In  view  of  the  advantages  secured 
by  this  partial  obliteration  of  structure,  Mr.  Weston  was  led  to 
believe  that  still  better  results  would  be  obtained  if  a  carbon 
could  be  produced  which  should  be  entirely  structureless.  A 
high  specific  resistance  is  obviously  very  desirable;  and,  as 
carbons  of  vegetable  origin  appear  to  be  of  much  higher  specific 
resistance  than  those  of  inorganic  origin,  he  directed  his  efforts 
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to  obtaining  an  entirely  amorphous  or  structureless  material  of 
vegetable  origin,  out  of  which  to  fonn  the  carbon.  This  he  has 
accomplished  by  entirely  breaking  down  or  obliterating  the 
structure  of  cellulose,  and  reaggr^ating  it  in  an  amorphous 
form,  but  in  such  a  way  as  to  secure  a  very  high  degree  of  tough- 
ness and  elasticity.  The  first  method  which  he  used  for  this 
purpose  was  to  dissolve  cellulose  in  ordinary  form — such  as 
cotton,  linen  or  paper-r— with  cupra  ammonium,  sulphuric  acid, 
or  some  other  efficient  solvent,  and  thus  obtain  a  gelatinous  sub* 
stance  which  could  be  formed  into  sheets  or  strips,  and  after- 
ward carbonized  The  substance  thus  obtained  possesses 
nearly  the  same  chemical  characteristics  as  cellulose  in  the 
original  form,  but  is  amorphous,  or  without  fibrous  or  cellular 
structure,  and  homogeneoua  It  is  opaque  and  somewhat 
pliable,  and  the  carbons  formed  from  it,  although  homogeneous 
in  structure,  and  much  less  brittle  than  carbons  formed  from 
inorganic  substances,  are  not  generally  as  elastic  or  strong  as 
the  carbons  of  the  fibrous  class.  Very  much  better  results  were 
obtained  by  a  somewhat  different  process,  which  he  afterward 
adopted.  Cellulose,  in  any  of  the  ordinary  fibrous  forms,  is 
subjected  to  the  action  of  a  mixture  of  nitric  and  sulphuric 
acid,  in  the  same  manner  as  in  the  ordinary  processes  for  making 
pyroxyline,  gun  cotton  or  nitro  cellulose,  and  this,  when  dis- 
solved in  a  mixture  of  ether  and  alcohol,  produces  collodion,  or 
by  treating  it  with  various  other  solvents — such  as  nitro  benzole, 
naphtha  or  camphor,  the  ordinary  celluloid  is  produced.  Both 
collodion  and  celluloid  may  be  shaped,  with  great  facility,  into 
any  desired  form,  but  so  long  as  the  characteristics  of  nitro 
cellulose  remain  they  are  not  fit  for  the  production  of  carbons, 
for  the  reason  that  they  burn  without  any  considerable  residue, 
even  in  a  vacuum,  and  accordingly  will  not  carbonize.  In  order 
to  render  them  suitable  for  this  purpose  they  are  deoxidized  by 
treating  them  with  such  chemical  agents  as  will  deprive  them  of 
their  nitrous  qualities,  and  bring  them  back  to  the  chemical  con- 
stitution of  cellulose.  The  best  of  such  reducing  agents  are  ammo- 
nium sulphydrate,  protochloride  of  iron  and  sulphate  of  iron.   In 
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practice  the  celluloid  or  collodion  is  f9rmed  into  thin  sheets  of 
somewhat  greater  thickness  than  that  desired  for  the  carbon 
conductors,  and  the  sheets  so  formed  are  immersed  in  a  solution 
of  one  of  the  deoxidizing  agents,  and  allowed  to  remain  in  it 
until  they  are  entirely  reconverted  to  the  original  chemical  con- 
dition of  the  cellulose.  The  product  obtained  by  this  process 
may  be  termed  amorphous  cellulose,  and  resembles  closely,  in 
many  respects,  ordinary  celluloid,  but  differs  greatly  from  it  in 
others.  When  properly  prepared  it  is  almost  entirely  transpar- 
ent, having  only  a  slight  amber  tinge,  is  very  tenacious  and 
flexible,  and  may  be  readily  carbonized  in  the  ordinary  manner, 
but  the  heat  employed  has  to  be  somewhat  greater  than  with 
ordinary  fibrous  materiala  It  is  apparently  entirely  homogeneous, 
and,  when  examined  under  a  microscope  of  very  high  power,  it 
shows  no  structure.  On  account  of  its  toughness,  and  the  ease 
with  which  it  can  be  shaped  into  any  desired  form,  either  by 
moulding  during  the  process  of  manufacture,  or  by  working 
with  tools  or  dies  after  the  process  is  completed,  it  will  probably 
prove  of  great  value  for  other  uses  than  as  a  basis  for  electrical 
carbons ;  but  for  this  use  at  least  it  appears  to  be  the  best  material 
which  has  yet  been  devised.  In  making  carbons  from  it,  blanks 
or  strips  are  cut  or  stamped  out  of  sheets  in  the  ordinary  man- 
ner, and  these  are  afterward  placed  in  a  retort  and  carbonized  in 
the  usual  way.  The  material  seems  to  work  with  dies  and 
tools  very  much  like  a  metal,  and  the  outline  of  the  blanks 
formed  with  dies  is  sharp  and  clear.  The  carbon  resulting  from 
the  carbonization  of  this  material  is  quite  remarkable  in  its 
characteristics.  It  is  apparently  entirely  homogeneous  and 
amorphous;  and,  although  the  density  of  the  carbon  appears 
to  be  very  great,  its  specific  resistance  is  considerably  higher 
than  that  of  carbons  prepared  from  fibrous  materials,  or  those 
procured  from  inorganic  substancea  Owing  to  the  great  facility 
with  which  very  thin  sheets  can  be  worked,  and  narrow  blanks 
cut  out  of  them,  while  still  preserving  great  accuracy  of  mechani- 
cal Work,  conductors  may  be  made  of  enormously  high  resist- 
ance.   There  appears  to  be  no  difficulty  in  making  such  con- 
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ductors  of  three  or  four  thousand  ohms  resistance,  which  show 
no  unevenness  of  heating  whatever  under  the  influence  of  the 
current,  and  in  securing  sufficient  uniformity  of  mass  and  re- 
sistance, in  the  diflEerent  conductors,  to  dispense  with  subse- 
quent treatment  for  standardizing.  In  appearance  a  carbon 
conductor  made  by  this  process  closely  resembles  a  fine  steel 
spring,  only  the  color  is  a  lustrous  black,  and  its  elasticity  and 
toughness  are  very  remarkable.  Conductors  of  ordinary  size 
may  be  readily  rolled  into  a  spiral,  about  an  ordinary  lead 
pencil,   without    breaking,    and  when    released,  spring    back 
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immediately  to  their  original  form.  With  a  conductor  mounted 
in  a  lamp  it  seems  to  be  absolutely  impossible  to  break  it  by 
any  mechanical  shock  or  jar,  even  when  the  globe  is  shaken  so 
as  to  cause  the  carbon  to  touch  first  one  side  of  the  globe  and 
then  the  other.  The  extremiely  smooth  and  polished  surface 
obtained  appears  to  be  an  important  advantage,  as  it  materially 
reduces  the  attrition  of  any  residual  gases  upon  the  sur- 
face of  the  conductor,  and  probably  lessens  the  occlusion  or  ad- 
herence of  air  or  gases.  Although  incandescent  lamps,  having 
conductors  made  by  this  method,  have  not  yet  been  for  a  suffi- 
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ciently  long  time  in  use  to  give  precide  results  in  regard  to 
durability,  it  seems  probable  that  this  form  of  carbon  will  prove 
far  superior,  in  this  I'espect,  to  any  other  now  in  use;  and  we 
consider  this  aa  important  contribution  to  the  development  of 
the  incandescent  system,  especially  if  (as  now  seems  probable) 
economy  of  distribution  from  large  centres  is  to  depend  largely 
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upon  the  production  of  efficient  lamps  of  higher  resistance  than 
those  now  in  use. 

In  Figs.  126,  127  and  128  are  shown  different  forms  of  safety 
devices  invented  by  Mr.  Weston.  With  the  multiple  arc  sys- 
tem, it  is  obvious  that  the  distribution  of  the  current  among  the 
branches  depends  upon  their  relative  resistance.  If  from  any 
accident  one  of  the  branches  should  happen  to  be  short  circuited, 
an  abnormal  amount  of  current  would  be  diverted  to  it  from 
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the  mam  circuity  and  this  might  be  sui&cient  to  dangeronsly 
heat,  or  even  fuse  the  branch  wire.  A  safety  device,  of  the 
form  shown  in  the  cuts,  is  introduced  in  each  branch,  to  guard 
against  this  danger.  It  consists  of  a  strip  of  easily  fusible 
alloy  introduced  in  the  circuit,  and  arranged  in  convenient  form 
for  renewal  The  alloy  used  is  a  compound  of  tin,  lead,  cad- 
mium and  bismuth,  and  fuses  at  about  155^  Fahrenheit  The 
strip  is  made  of  sufficient  size  to  convey  the  normal  current 
without  heating  it  to  its  fusing  point ;  but  in  case  of  any  abnor- 
mal flow  of  current,  the  alloy  section  of  the  branch  would,  of 
course,  melt  before  the  copper  wire  became  dangerously  heated, 
if  the  section  of  alloy  were  made  of  equal,  or  even  somewhat 
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greater  conductivity  than  the  rest  of  the  circuit  As  the  fusing 
point  of  the  alloy  is  below  the  point  of  ignition  of  any  combus- 
tible, the  drops  of  melted  metal  can  do  no  harm  in  case  the 
safety  device  is  called  into  operation.  These  devices  are  made 
in  various  forms,  some  of  which  are  shown  in  the  cuts,  and  are 
located  at  any  convenient  place  in  the  circuits,  so  as  to  be 
readily  accessible  for  the  renewal  of  the  alloy  strip  when  neces- 
sary. 

In  figure  129  we  show  a  form  of  bracket,  devised  by  Mr. 
Weston,  for  incandescent  lights.     In  figure  180  is  shown  a  sep- 
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arate  view  of  the  wall  plate  A,  The  wall  plate  is  permanently 
attached  to  the  wall,  and  the  circuit  wires  connected  at  c  and 
e".  When  the  bracket  is  placed  on  the  plate,  its  electrical  ter- 
minals form  contact  with  the  springs  c  and  d,  and  the  wires  pass 
from  them  through  the  fixture  to  the  lamp.  At  6,  in  the  wall 
plate,  is  a  fusible  cut-ofi.  This  bracket  can  be  swung  from 
side  to  side  without  affecting  the  circuit,  as  the  connections  are 
made  through  the  pivots  upon  which  it  swings*  Mr.  Weston 
has  also  devised  forms  of  double-swing  brackets,  drop-lights, 
chandeliers,  and  various  other  fixtures,  for  both  arc  and  incan- 
descent lights. 

A  plant  has  recently  been  erected  at  St,  Denis,  France,  in 
which  storage  batteries  are  employed  in  connection  with  the 
Maxim  incandescent  and  Weston  arc  lamps. 

The  installation  comprises  10  Weston  arc  lamps,  run  directly 
from  a  Weston  dynamo  machine,  and  about  80  Maxim  incan- 
descent lamps,  run  from  Kabath  accumulators,  which  are  charged 
during  the  day  time  by  the  same  machine  which  runs  the  arc 
lamps  in  the  evening.  The  works  lighted  are  devoted  princi- 
pally to  the  construction  of  railway  rolling  stock,  and  include 
lai^e  stores  of  seasoned  timber,  saw  mills,  and  paint  shops, 
which,  more  than  most  other  work  shops,  demand  constant 
watchfulness  to  avoid  fire.  For  this  reason,  lighting  by  gas  or 
by  oil  involves  many  dangers,  while  the  electric  light,  properly 
carried  out,  is  quite  safe.  The  engine  at  the  works  does  not 
develop  more  than  about  60  effective  horse-power,  of  which  48 
are  absorbed  by  the  various  machines,  tools,  etc.,  leaving  only 
about  12  horse-power  available  for  electric  lighting  purposes. 
This  the  company  desired  to  utilize  to  the  maximum ;  but  run- 
ning lights  directiy  from  the  machine,  it  would  not  suffice  for 
more  than  about  10  arc  lamps. 

During  four  hours  each  day,  the  Weston  generator  is  em- 
ployed in  charging  80  accumulators  of  the  Kabath  corrugated 
type,  placed  about  250  yards  from  the  generator,  and  connected 
to  it  by  insulated  conductors,  arranged  overhead.  These  accu- 
mulators, arranged  in  two  series  of  40  each,  have  sufficient 
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capacity  to  supply,  during  the  period  of  lighting,  each  day 
(about  three  hours)  the  current  necessary  for  feeding  80  Maxim 
incandescent  lamps,  distributed  over  the  painting  shops  and 
drying  sheds.  The  brushes  of  the  Weston  machine  can  be 
readily  shifted  on  the  commutator,  so  as  to  vary  the  strength 
of  current  within  certain  limits;  but  for  charging  the  accumu- 
lators as  arranged,  it  was  found  necessary  to  diminish  it  still 
further,  and  to  adopt  au  arrangement  by  which  the  current 
could  be  shifted  directly  from  the  lamps  to  the  batteries,  and 
back  again,  without  endangering  one  or  the  other.  For  this  pur- 
pose, an  iron  wire  resistance  is  introduced  into   the  charging 
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circuit,  so  that  the  electro-motive  force  may  be  diminished,  and 
in  the  same  circuit  is  placed  an  automatic  circuit  breaker  to 
guard  against  reversal  of  polarity  of  the  machina  i 

In  charging  accumulators  with  a  dynamo-electric  machine, 
if  the  counter  electro-motive  force  of  the  accumulators  should 
become  higher  than  the  electro-motive  force  developed  by 
the  generator,  the  accumulators  would  commence  discharging 
through  the  machine,  and  reverse  the  polarity  of  the  field 
magnets.  This  would  be  especially  liable  to  occur,  when 
the  machine  is  started,  and  a  reversal  of  the  charging  current 
would  be  disastrous  to  the  accumulators.       For  the  purpose 
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of  preventing  such  back-flow  of  current  from  the  accumu- 
lators, an  automatic  switch  is  used,  which  opens  the  dis- 
chai^ng  circuit  in  case  of  any  back-flow  of  current  Fig. 
181  is  a  diagram,  showing  the  general  arrangement  of  the 


machine,  arc  lamps,  accumulators,  and  incandescent  lamps.  A 
is  the  dynamo  machine;  BB  the  circuit  for  the  arc  lamps, 
which  are  indicated  by  W;  (7 is  a  galvanometer;  and  D  a  two- 
way  switch,  both  of  which  are  included  in  the  main  circuit 
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During  the  day  time,  the  switch  D  is  set,  so  as  to  connect  the 
generator  with  the  circuit  EE^  which  includes  the  Kabath 
accumulators  K^  the  resistance  R^  and  the  automatic  circuit 
breaker  L.  At  night  the  switch  is  set  so  as  to  connect  the 
generator  directly  with  the  arc  light  circuit  The  terminals  of 
^e  two  series  of  accumulators  are  also  connected  to  the  circuit 
if,  which  includes  the  Maxim  incandescent  lamps  Nj  arranged 
in  multiple  arc;  and  a  fourteen- way  commutator  ij  the  plates 
of  which  are  connected  to  resistance  coils  of  iron  wire,  so  as  ta 
permit  the  resistance  of  the  circuit  to  be  gradually  reduced  as 
the  batteries  run  down,  and  the  strength  of  the  current  in.  the 
incandescent  lamps  to  be  maintained  constant  by  hand  regula- 
tion. The  regulating  apparatus  and  circuit  shifting  devices  are 
illustrated  in  Fig.  182. 

The  ten  arc  lamps  are  used  for  lighting  the  saw  mill,  which  is 
495  feet  long,  114  feet  9  inches  wide,  and  88  feet  high.  The 
lamps  are  placed  at  a  height  of  20  feet  from  the  floor.  The 
Maxim  incandescent  lamps  are  used  for  lighting  the  paint  shop, 
which  is  844  feet  long,  65  feet  9  inches  wide,  and  89  feet  high. 
The  arrangement  used  for  supporting  these  lamps  is  somewhat 
peculiar,  and  seems  to  afford  considerable  advaiitages  for  the 
purposes  for  which  the  light  is  required.  As  it  'is  necessary  to 
illuminate  the  cars  in  course  of  construction,  and  variably, 
according  to  the  progress  of  the  work  upon  them,  it  is  necessary 
to  be  able  to  shift  the  lamps  at  will,  and  to  place  them  wheie 
the  light  is  especially  required.  To  allow  this  to  be  done,  the 
lamps  are  suspended  as  shown  in  Fig.  188.  Four  parallel  pairs 
of  stout  uninsulated  copper  wires  are  stretched  horizontally 
across  the  room  at  a  convenient  height,  and  the  lamps  are 
mounted  upon  movable  fixtures,  which  rest  upon  these  conduc- 
tors. The  fixture  for  each  lamp  consists  of  a  piece  of  tubing, 
enclosing  two  insulated  wires  leading  to  the  terminals  of  the 
lamp,  and  terminating  at  the  upper  end  in  two  copper  arms, 
which  aro  so  arranged  as  to  form  contact  with  the  horizontal 
supporting  wires,  the  whole  fixture  having  the  shape  of  a  greatly 
elongated  ^    These  horizontal  wires  are  connected  with  the 
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circuit  of  the  accumulators,  so  that  they  form  conductors  leading 
to  the  difierent  fixtures  supported  by  them.  Good  contact  be- 
tween the  horizontal  wires  and  the  arms  of  the  fixtures  is  insured 
by  occasionally  rubbing  the  conductors  with  emery  cloth.  "With 
this  arrangement,  the  lamps  may  be  shifted  at  will  along  the 
horizontal  conductors ;  and,  as  these  conductors  are  arranged 
between  the  tracks  on  which  the  cars  stand,  the  lamps  may  be 
placed  in  any  desired  position  for  properly  lighting  the  work  in 
progress. 

This  plant  has  not  yet  been  in  operation  for  a  sufficient  time 
to  furnish  exact  data  as  to  the  cost  of  lighting,  and  the  advan- 
tages it  offers,  in  point  of  economy,  as  compared  with  gas 
lighting  of  equal  intensity.  Certain  information  on  this  point| 
though  somewhat  hypothetical,  is  available ;  but  it  is  clear  that 
the  system  is  greatly  superior  to  lighting  by  gas  as  regards  secu- 
rity from  fire,  a  matter  of  very  great  importance  in  a  factory 
<X)ntaining  large  quantities  of  inflammable  material 

As  we  have  already  stated,  the  power  available  for  lighting 
purposes  does  not  exceed  12  horse-power,  and  in  this  case  it 
costs  practically  nothing,  the  additional  work  of  driving  the 
generator  adding  nothing  to  the  men's  wages,  and  nothing 
appreciable  to  the  cost  of  fuel,  which  consists  almost  wholly  of. 
wood  rubbish.  A  workman  who  is  paid  $1.20  per  day  has 
charge  of  the  plant ;  but,  as  only  about  half  his  time  is  occupied 
on  this  work,  the  item  of  attendance  may  be  put  down  at  60 
cents  per  day.  The  "Weston  arc  lamps  each  use  two  carbons, 
.48  of  an  inch  in  diameter,  one  19  inches  long  and  the  other  8 
inches,  which  last  during  six  hours'  burning.  These  carbons 
cost  11  cents  per  foot,  and  the  hourly  expense  for  carbons  is 
accordingly  about  four  cents  for  each  lamp,  or  about  $1.20  for 
the  10  lamps  for  three  hours,  including  waste.  The  Maxim 
lamps  cost  $1.94  each,  and  last  for  about  1,000  hours ;  equiva- 
lent to  au  expense  for  renewals,  of  two  mills  per  hour  per  lamp, 
or  18  cents  for  the  80  lamps,  running  three  hours  per  day.  This 
part  of  the  lighting  will,  therefore,  cost  as  follows : 
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Attendance $0.60 

Carbons 1.20 

Renewals  of  Maxim  lamps. 18 

Total $1.98 

The  cost  of  the  acidulated  water  used  in  the  accumulators, 
which  contains  ten  per  cent  of  sulphuric  acid,  is  insignificant 
The  cost  of  the  installation  was  $8,600,  and  taking  interest  at 
5  per  cent,  and  depreciation  at  5  per  cent,  about  56  cents  per 
hour  would  have  to  be  added  for  these  items,  bringing  up  the 
total  cost  to  $2.54.  It  should  be  borne  in  mind,  however,  that 
no  allowance  is  made  in  this  case  for  the  cost  of  power,  as  these 
figures  are  based  on  the  assumption  that  the  power  costs  nothing. 

While  it  is  certain  that  the  "Weston  machine  is  so  well  de- 
signed and  constructed  that  its  wear  is  of  very  small  moment, 
the  sum  allowed  for  repairs  of  the  accumulators  is,  in  the 
absolute  data,  as  low  as  can  be  safely  assumed.  It  should  be 
mentioned,  however,  that  Mr.  de  Kabath  undertakes  to  replace 
the  batteries  for  nothing  as  they  are  worn  out,  relying  upon 
making  a  profit  on  the  sulphate  of  lead  produced.  Assuming 
that  all  the  running  expenses  do  not  exceed  the  above  figure,  a 
hght  equal  to  1,000  carcels  is  obtained  from  the  Weston  arc 
lamps,  and  of  90  carcels  from  the  Maxim  incandescent  lamps. 
The  cost  of  gas,  to  produce  the  same  amount  of  light,  at  Paris, 
would  be  about  $8.64  an  hour. 

In  an  installation  of  the  kind  we  have  described,  and  assum- 
ing that  the  power  costs  nothing,  it  is  not  necessary  that  the 
duration  of  lighting  should  be  nearly  1,000  hours  per  annum, 
to  make  the  comparison  of  cost  favorable  to  lighting  by  elec- 
tricity. Down  to  220  hours  per  annum  there  is  a  saving  in 
using  electric  light,  over  Paris  gas,  and  at  that  point  the  charges 
for  the  two  are  equal. 

The  arrangement  adopted  in  this  plant  can  probably  be 
greatly  improved  in  the  erection  of  other  plants  of  the  same 
type.     The  use  of  the  resistances,  either  in  the  charging  circuit 
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or  for  regulating  the  discharge  of  the  accomulators,  is  not  to  be 
commended;  and  much  better  results  would  be  produced,  by 
using  a  larger  number  of  accumulators  and  grouping  them  dif- 
ferently, so  as  to  utilize  the  entire  charging  current  and  by 
regulating  the  discharge  of  the  accumulators  by  varying  the 
number  of  cella  It  is  only  fair  to  say,  however,  that  Mn 
Farquhar,  the  engineer  who  had  charge  of  erecting  the  plant, 
sought  to  secure  simplicity  first  of  all,  and  he  has  succeeded 
very  well  With  additions  to  the  number  of  incandescent 
lamps  and  accumulators,  better  results  will  be  obtained. 

THE  SWAN  INCANDESCENT  LAMP. 

Mr.  J.  "W.  Swan,  of  Newcastle-on-Tyne,  England,  has  dis- 
covered a  method  of  preparing  from  cotton-thread  very  attenu- 
ated filaments  of  carbon  of  the  tenacity  requisite  for  their 
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sufficiently  prolonged  stability  and  endurance  when  employed 
as  an  incandescent  lamp.  These  extremely  thin  carbons  are 
perfectly  homogeneous  throughout,  and  are  so  far  from  becom- 
ing damaged  by  use  that  the  effect  is  to  a  certaiQ  extent  an 
increase  of  their  solidity  and  elasticity. 

We  represent,  in  Fig.  134,  a  Swan  lamp  with  its  mounting 
shown  at  the  Paris  Electrical  Exhibition,  which  allows  of  its 
very  easy  introduction  into  the  bracket  or  chandelier  which  is 
to  support  it  It  consists  of  a  glass  sphere,  into  which  are  intro- 
duced two  platinum  carbon-holders  having  clasps  and  pressure 
ring  precisely  like  porte-crayons  that  were  once  in  use.  The 
carbon  filament,  which  is  much  larger  at  its  extremities,  that  are 
grasped  by  the  holder,  is  bent  into  a  flat  helix  in  such  a  way  as 
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to  form  a  ring  in  the  middle  of  the  sphere  and  to  accumulate  at 
the  oentre  of  the  latter  a  greater  quantity  of  light 

The  preparation  of  these  carbon  filaments  is  a  little  difEerent 
from  that  of  the  Edison  carbons.  They  are  made  of  threads  or 
tresses  of  cotton  about  4  inches  in  length,  whose  extremities  are 
enlarged  bj  a  local  winding  of  the  material  These  threads  are 
dipped  into  sulphuric  acid  diluted  with  water,  in  the  proportion 
of  two  parts  of  the  former  to  one  of  the  latter — the  result  of  this 
operation  being  to  parchment  them.  Under  such  conditions, 
and  after  a  certain  length  of  time,  the  threads  become  consistent 
and  as  hard  as  parchment  They  are  then  introduced  into 
powdered  carbon  contained  in  an  earthen  vessel,  which  is  after- 
wards hermetically  closed  and  submitted  to  a  red  heat  for  a 
certain  length  of  time.  After  this  they  are  placed  in  the  lamps, 
and,  when  a  vacuum  has  been  created  in  the  latter  by  means  of 
the  Sprengel  pump,  the  precaution  is  taken  to  bring  them  elec- 
trically to  incandescence,  so  as  to  eliminate  all  the  gases  which 
might  possibly  exist  in  their  pores.  After  this  operation, 
which  may  take  half  an  hour,  the  filament  has  become  very 
hard,  and  at  the  same  time  denser  and  smaller.  It  is  in  this 
state  that  it  becomes  suitable  for  application.  The  resistance  of 
these  filaments  varies  between  80  and  100  ohms,  and  the  light 
that  they  emit  under  ordinary  conditions  varies,  according  to 
Mr.  Swan,  between  12  and  25  candles.  In  order  to  avoid 
calorific  efiects  at  the  points  where  the  carbon-holders  are  sol- 
dered in  the  glass,  the  holders  are  made  to  advance  into  the 
globes  for  some  little  distance,  and  are  held  by  a  glass  cross- 
pieca  The  platinum  wires  to  which  they  are  soldered  com- 
municate with  two  flat  springs  (as  seen  in  Fig.  134)  on  the  two 
sides  of  the  moimting,  and  in  order  to  introduce  the  lamp  into 
its  support,  or  to  remove  it,  it  is  only  necessary  to  press  on  these 
springs  and  afterwards  release  them ;  the  electrical  communica- 
tions are  established  by  this  sole  act 

Fig  135  shows  the  way  in  which  Mr.  Swan  has  adapted 
his  lamp  to  a  portable  support  forming  a  chandelier,  and  Fig. 
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Fig.  135. 
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136  represents  the  bottom  of  the  chandelier,  and  permits  of  the 
electric  communications  being  seen. 

Fig.  187  shows  Mr.  Swan's  lamp  for  lighting  the  galleries  of 
minea 

At  a  meeting  of  the  Society  of  Telegraph  Engineers,  in  Lon- 
don, November  24, 1880,  Mr.  Swan  gave  the  following  interesting 
account  of  the  origin  of  his  lamp : 

Electric  lighting  by  means  of  the  arc,  and  by  the  incandes- 
cence of  thin  abutting  carbon  rods,  has  recently  been  discussed 
in  an  exhaustive  manner  at  two  of  your  meetings.  The  one 
other  mode  of  electric  lighting  besides  the  two  I  have  men- 
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tioned,  namely,  by  the  white  heat  of  a  continuous  conductor, 
was  barely  glanced  at  in  these  discussions.  This  method  of 
electric  lighting  is,  however,  theoretically  so  good,  that,  suppos- 
ing the  practical  difficulties  which  surround  it  can  be  sur- 
mounted, it  instantly  assumes  a  position  of  importance  far 
above  that  of  the  methods  upon  which  you  have  so  recently 
bestowed  exclusive  attention. 

Everybody  in  the  least  acquainted  with  the  subject  knows, 
that  if  we  exclude  from  consideration  this  last  named  method, 
lighting  by  means  of  electricity  has  an  extremely  limited  range 
of  application. 
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Electric  light,  as  produced  by  the  arc,  in  foci  of  great  lumi- 
nosity, is  unquestionably  an  economical  light  when  concentra- 
tion of  light  is  advantageous,  but  even  then,  the  mechanism 
necessary  to  counteract  its  tendency  to  vary  in  power,  the  noise 
which  is  apt  to  accompany  it,  the  trouble  and  cost  of  the  re- 
placement of  the  carbons,  are  inherent  defects  of  such  magni- 


Fig,  137. 


tude  as  must  always  greatly  diminish,  and  frequently  entirely 
neutralize,  the  advantages  of  its  economy  and  extreme  brilliance. 
Where  concentrated  and  powerful  light  is  inadmissible,  and 
an  equable  distribution  of  light  by  means  of  small  light  centres 
is  required,  there  the  electric  arc  is  totally  inapplicable.     It  is 
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impossible  by  tbat  means  to  prodace  economically  sach^'i^^iimll . 
unit  of  light  as  in  nine  cases  out  of  ten,  or  even  in  ninety -nine 
cases  out  of  a  Hundred,  is  required  for  practical  use.     The  mo- 
ment you  attempt  to  produce  a  small  arc  light  you  sacrifice 
its  chief  redeeming  quality,  namely,  its  economy. 

In  those  cases  where  the  arc  light  on  a  large  scale  for  light- 
ing large  spaces  is  not  inapplicable,  much  of  the  economy  of 
the  light,  considered  merely  with  reference  to  its  aggr^ate 
amount,  is  lost  by  the  diminished  power  of  the  light  at  the  ex- 
treme margin  of  the  area  of  illumination* 

It  is  not  so  much  the  power  of  the  light  at  its  focus  that  has 
in  most  cases  to  be  considered,  as  the  amount  of  light  at  the 
least  illuminated  points  of  the  space  illuminated*  Just  as  we 
say  the  strength  of  a  chain  is  its  weakest  link,  so  we  may  as 
truly  say,  that  where  the  general  illumination  of  a  certain  area 
is  in  question,  the  value  of  a  particular  mode  of  lighting  must 
be  measured  by  the  amount  of  light  at  the  points  of  least 
illmnination.  Whether  we  agree  or  not  as  to  the  ratio  of  loss 
in  subdividing  the  arc  light,  I  am  certain  that  the  opinion  I 
have  already  expressed  will  not  seriously  be  contested  by  any 
one  here,  namely,  that  when  you  come  below  a  rather  large  unit 
of  light,  you  cannot  subdivide  the  arc  without  great  loss. 
Looking  at  the  matter  from  this  point  of  view,  it  appears  to  me 
that  the  only  direction  in  which  we  can  move  with  any  chance 
of  substantial  progress  toward  the  making  electric  illumination 
generally  applicable,  is  the  direction  I  have  taken,  namely,  that 
of  abandoning  the  arc  altogether,  and  going  to  incandescence 
pure  and  simple.  On  the  principle  of  incandescence,  and  on 
that  principle  alone,  you  can  produce  with  economy  such  a 
small  unit  of  light  as  is  required  for  domestic  use  and  general 
purposes.  On  the  principle  of  incandescence  alone,  can  you 
economically  divide  electric  light,  and  on  that  principle  you  can 
divide  it  indefinitely.  By  means  of  incandescence  it  is  possible 
to  produce  a  single  light,  say  of  100  candle  power;  and  with 
precisely  the  same  expenditure  of  energy,  the  same  aggregate 
amount  of  light  may  be  produced  in,  say  ten  separate  places. 
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Being  in  your  meeting-room  at  Broad  Sanctuary  with  a  few 
minates  on  my  hands,  I  took  the  liberty  of  taking  a  volame 
from  one  of  the  shelves  of  your  most  excellent  library ;  it  was 
the  first  volume  of  Faraday's  Experimental  Researches  in  Elec- 
tricity. I  first  turned  to  the  index  and  then  to  page  250,  and 
there  I  read  this :  "  The  same  quantity  of  electricity  which, 
passed  in  a  given  time,  can  heat  one  inch  of  platinum  wire,  of  a 
certain  diameter,  red  hot,  can  also  heat  a  hundred,  a  thousand, 
or  any  length  of  the  same  wire  to  the  same  degree,  provided  the 
cooling  circumstances  are  the  same  for  every  part  in  all  cases." 

Speaking,  as  I  do,  to  electrical  engineers,  who  have  the  bear- 
ings of  Ohm's  law  at  their  finger  ends,  it  is  not  necessary  to 
elaborate  this  point  You,  of  course,  all  recognize  the  fact  that 
a  specific  degree  of  incandescence  produced  in  a  certain  wire  by 
the  transmission  of  an  electric  current  is  indicative  of  a  specific 
current  flow,  and  whether  a  short  piece  of  the  wire  is  heated  to 
the  supposed  degree,  or  a  long  piece,  the  same  current  flow  will 
be  required  in  both  cases ;  and,  other  circumstances  being  alike, 
whether  one  inch  is  heated,  or  one  hundred  inches,  the  only 
condition  necessary  to  be  observed  in  order  to  the  maintenance 
of  a  constant  current,  and  consequent  constancy  of  incandescence 
in  the  wire,  is  variation  of  the  electro-motive  force  exactly  as 
the  length  of  the  wire  varies. 

I  may  therefore  say,  in  strict  accordance  with  theory,  that  the 
indefinite  division  of  electric  light  produced  on  the  principle  of 
the  incandescence  of  a  resisting  and  refractory  conductor  is  un- 
attended with  losa  The  only  question  is,  the  all-important  one 
of  the  practical  realization  of  that  which  theory  says  is  possible. 

It  is  undeniable  that  great  practical  difficulties  attend  the 
economical  application  of  the  principle  of  incandescence. 
Platinum,  indio-platinum,  and  carbon  are  the  chief  substances 
available  for  producing  light  on  this  principle  with  which 
attempts  have  been  made.  The  difficulty  with  platinum  and 
with  iridio-platinum  is,  that  they  fuse  or  break  before  they  attain 
a  temperature  of  economical  incandescence ;  and  when  it  is  re- 
membered that  after  a  certain  degree  of  incandescence  is  attained, 
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increase  of  current  produces  much  more  than  a  corresponding 
increase  of  lighti  it  will  be  evident  that  it  is  vital  to  the  economy 
of  this  mode  of  lighting  to  be  able  to  heat  the  incandescent  body 
to  a  very  high  degree.  Mr.  Edison  has  stated  that  by  frequently 
heating  and  cooling  a  platinum  wire  in  vacuo,  it  sustains  a  very 
mach  higher  temperature  without  fusion  (perhaps  it  would  be 
more  strictly  accurate  to  say,  without  rupture)  than  when  not  so 
treated  Notwithstanding  this  improvement  in  the  adaptation 
of  platinum  to  incandescence  lamps,  and  notwithstanding  also 
some  very  ingenious  contrivances  to  guard  against  fusion  of  the 
wire,  I  think,  perhaps,  one  is  warranted  in  the  assumption,  that 
the  abandonment  of  this  form  of  lamp,  and  the  taking  up  with 
carbon  instead  of  platinum,  is  an  acknowledgment  of  its  non 
success. 

Carbon  has  been  more  attractive  to  experimenters  in  this  field 
of  research  than  platinum,  and  a  much  more  tangible  result  has 
been  attained  by  its  mediation. 

Since  1845,  when  King  proposed  to  produce  electric  light  by 
means  of  a  continuous  carbon  conductor  intensely  heated  by  the 
passage  of  a  current  of  electricity,  there  have  been  numerous 
attempts  to  realize  a  useful  form  of  electric  light  by  means  of 
white-hot  carbon. 

It  is  needless  to  say  that,  in  order  to  make  the  carbon  in  an 
incandescent  lamp  give  forih  a  useful  amount  of  light,  it  must 
be  made  very  hot,  so  hot  that  it  would  immediately  burn  if  there 
were  air  present  There  are  lamps,  generally  called  incandes- 
cence lamps,  in  which  no  precaution  is  taken  to  prevent  com- 
bustion ;  such  are  the  Werdermann,  Eeynier,  and  Andre  lamps. 
These  lamps  ought  not  to  be  classed  as  incandescence  lamps  in 
the  sense  in  which  alone  I  use  that  term,  viz.,  to  describe  lamps 
in  which  there  is  white  heat  without  combustion.  No  extensive 
economical  subdivision  of  the  light  by  lamps  in  which  there  is 
combustion  is  to  be  hoped  for.  The  true  incandescence  lamps 
prevent  the  combustion  of  the  carbon  in  one  of  two  ways,  either 
by  the  entire  exhaustion  of  the  air  from  the  chamber  in  which 
the  heated  carbon  is  placed,  or  by  the  filling  of  the  chamber 
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with  an  inert  gas,  such  as  nitrogen.  Both  these  expedients  were 
tried  by  the  early  experimenters,  and  both  have  still  their  adyo- 
cates. 

Many  of  the  older  attempts  to  utilize  carbon  as  the  medium  of 
incandescence,  for  a  time,  appeared  to  be  successful ;  but  even- 
tually they  disappointed  the  hopes  they  had  raised  at  the  outset. 
They  failed  from  three  causes,  any  one  of  which  was  sufficient 
to  cause  failui^  Firsts  the  carbons  employed  were  so  thick  as 
to  require  a  large  current  to  produce  the  required  temperature 
in  them,  and  consequently  the  light  was  not  economical ;  second, 
the  carbons  were  not  durable;  and,  third,  the  lamp  glass 
speedily  became  obscured.  It  is  long  since  I  attempted  to 
grapple  with  the  first  of  these  difficulties. 

As  a  matter  of  history,  I  will  briefly  describe  an  experiment 
which  I  tried  about  20  years  aga  I  had  a  number  of  pieces  of 
paper  and  card  of  various  forms  and  sizes  buried  in  charcoal  in 
a  crucible  This  crucible  I  sent  to  be  heated  white-hot  in  one 
of  the  pottery  kilns  belonging  to  Mr.  Wallace,  of  Forth  Banks, 
Newcastle.  From  the  pieces  of  carbonized  card  which  I  thus 
obtained,  I  selected  a  long  spiral ;  the  ends  of  this  I  clipped 
between  small  blocks  of  carbon  carried  by  uprights  and  con- 
nected with  conducting  wires.  A  small  glass  shade  was 
cemented  over  this  mounted  carbon  spiral,  and  the  air  was  ex- 
hausted by  means  of  a  very  good  air-pump.  A  good  vacuum 
(according  to  the  ideas  that  then  prevailed)  having  been  pro- 
duced, I  applied  the  wires  of  my  battery  (consisting  of  10  cells 
of  Callan's  modification  of  Grrove's  battery),  with  great  expecta- 
tion of  a  brilliant  result ;  instead  of  this  there  was  the  most 
absolute  negative  presented  to  me ;  not  a  vestige  of  heat  or  light 
appeared  in  my  long  ringlet  of  carbonized  paper.  It  was  evi- 
dent, and  I  immediately  recognized  the  fact,  that  the  electric 
current  of  the  strength  I  was  using  would  not  go  in  sufficient 
quantity  through  so  long  a  piece  of  carbon  as  I  had  taken.  I 
therefore  repeated  the  experiment  with  shorter  carbon  and  a 
greater  number  of  cells,  and  I  obtained,  xmder  these  altered  cir- 
cumstances, an  extremely  interesting  result. 
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My  carbon  was  in  the  form  of  an  arch  about  one  inch  in 
height  and  width,  and  the  strip  forming  the  arch  a  quarter  of  an 
inch  broad.  The  ends  of  the  arch  were  held  in  small  clamps, 
with  square  blocks  of  carbon. 

The  air  pump  having  been  worked,  I  had  the  pleasure  of 
seeing  that  when  contact  with  the  battery  of  40  or  50  cells  was 
completed,  my  carbonized  paper  arch  became  red  hot,  and  it 
was  evident  that  nothing  more  was  wanted  than  a  still  stronger 
current  to  make  it  give  out  a  brilliant  light ;  but  I  had  used 
all  the  battery  power  at  my  disposal,  and  having  reached  this 
limitj  I  contented  myself  with  watching  the  behavior  of  the 
arch,  the  engrossing  question  being — ^how  long  will  it  endure  ? 
I  noticed  that  the  inner  part  of  the  arch  was  hotter  than  the 
outer  part,  and  that,  perhaps  in  consequence  of  this,  the  arch 
hecame  bent  on  one  sida  This  bending  gradually  increased, 
until  at  last  the  arch  had  so  far  curled  down  that  the  top  was 
on  a  level  with  the  clamps,  and  on  coming  in  contact  with  the 
sole  of  the  lamp  it  broke  in  two,  and  the  experiment  collapsed 

That,  I  confidently  believe,  was  the  very  first  instance  in 
which  carbonized  paper  was  ever  used  in  the  construction  of  an 
incandescent  carbon  lamp.  I  am  now  speaking  of  twenty 
years  ago,  and  at  that  time  the  voltaic  battery  was  the  cheapest 
flource  of  electricity  known,  and  the  means  of  producing  high 
vacua  were  very  much  less  perfect  than  they  are  now. 

I  laid  my  electric  experiments  aside  until  about  three  years 
ago,  when  two  things  concurred  to  lead  me  to  pursue  the  subject 
afresh.  The  discovery  of  the  dynamo-electric  machine  had  en- 
tirely altered  the  position  of  the  question  of  electric  lighting, 
shifting  it  out  of  the  region  of  things  scientifically  interesting 
into  that  of  things  practically  useful  The  Sprengel  air-pump, 
too,  had  been  invented,  and  with  its  invention  we  had  been  pro- 
vided with  a  means  of  producing  much  higher  vacua  than  could 
be  produced  by  the  old  form  of  air-pump.  Mr.  Crook's  radio- 
meter experiments  had  shown  us  what  a  really  high  vacuum 
was,  and  how  to  produce  it.  Mr.  Steam,  of  Birkenhead,  an 
ardent  scientific  amateur,  was  so  attracted  b}'  the  extraordinary 
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results  Mr.  Crookes  had  obtained  by  means  of  higli  vacua,  as  to 
go  with  great  enthusiasm  into  the  same  line  of  experiment,  and 
he  soon  acquired  such  a  knowledge  of  the  Sprengel  pump,  and 
such  expertness  in  its  manipulation,  as  perhaps  was  only 
equalled  by  Mr.  Crookes  himseli  I  had  the  good  fortune  to 
make  Mr.  Steam's  acquaintance,  and  that  was  the  other  one  of 
the  determining  causes  of  my  second  attempt  to  solve  the  prob- 
lem of  electric  lighting  by  the  incandescence  of  carbon,  for  it 
is  to  the  invention  of  the  Sprengel  pump  and  to  the  many 
admirable  lessons  in  the  use  of  it  which  Mr.  Crookes  has  given 
us  that  we  are  indebted  for  the  means  we  now  possess  of  attain- 
ing to  the  condition  essential  to  the  successful  employment,  in 
electric  lamps,  of  thin  strips  or  filaments  of  carbon. 

But  if  the  employment  of  carbonized  paper  got  rid  of  the 
difficulty  as  to  the  waste  of  current  due  to  the  thickness  of  the 
carbon,  there  still  remained  the  other  two  diflSculties,  viz.,  the 
tendency  of  the  carbon  to  disintegrate  and  break  and  the  obscu- 
ration of  the  globe.  How  formidable  those  diflSculties  are  may 
be  judged  of  by  the  following  extract  from  Fontaine's  well 
known  treatise  on  electric  lighting,  in  which  he  gives  us  the 
results  of  his  experiments  in  the  production  of  light  by  incan- 
descence. 

At  page  180  this  passage  occurs  :  ^^  Attentive  examination  of 
incandescent  carbons  through  a  strongly -colored  glass  has 
shown  that  they  are  not  uniformly  brilliant ;  they  present  obscure 
spots,  indicative  of  non-homogeneity  and  the  position  of  cracks, 
which  rapidly  disintegrate  the  carbon.  The  vacuum  never 
being  perfect  in  the  receivers,  the  first  carbon  is  in  greater  part 
consumed.  It  would  appear  that  consequently  upon  the  little 
oxygen  contained  in  the  lamp  being  transformed  into  carbonic 
acid  and  carbonic  oxide,  the  carbon  should  be  preserved  indefin- 
itely ;  but  there  is  then  produced  a  kind  of  evaporation  which 
continues  to  slowly  destroy  the  incandescent  roda  This 
evaporation  is,  besides,  clearly  proved  by  a  pulverulent  deposit 
of  sublimed  carbon  that  we  have  found  on  the  interior  surface  of 
the  bells  on  the  several  interior  parts,  rods,  contacts,  ham- 
mers, Ac/' 
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It  never  seemed  to  me  conclusively  proved  that  M.  Fontaine's 
theory  of  the  breaking  of  the  carbons  and  the  obscuration  of  the 
globes  was  correct,  and  I  did  not  accept  it  I  remembered,  for 
instance,  how  impossible  Mr.  Crookes  had  found  it  to  produce  a 
really  high  vacuum  in  vessels  with  luted  joints,  and  I  knew  how 
commonly  luted  screw  joints  had  been  used  in  the  fittings  of 
incandescent  lamps.  I  knew  too  that  the  common  air-pump  had 
generally  been  employed  as  the  means  of  exhausting  the  air. 
Then,  too,  the  mode  of  attachment  of  the  carbon  to  the  conduct- 
ors conveying  the  current  to  it  had  been  such  as  must  inevitably 
lead  to  excessive  local  heating,  and  even  to  the  occurrence  of 
disruptive  discharge  about  the  points  of  attachment 

Watching  the  course  of  events  in  relation  to  electric  lighting 
experiments,  and  observing  the  very  imperfect  conditions  under 
which  generally  those  experiments  were  conducted — and  that 
full  advantage  had  not  been  taken  of  the  new  powers  which  the 
progress  of  scientific  research  had  placed  within  our  reach — I 
three  years  ago  returned  to  the  quest  with  the  distinct  purpose 
of  finding  whether  or  not  carbon  made  from  carbonized  card, 
and  carbonized  paper,  were  durable  in  a  really  high  vacuum, 
such  as  Mr.  Crookes  had  employed  in  his  experiments  on  the 
radiometer.  This  time  I  had,  as  I  have  mentioned,  the  great 
advantage  of  the  assistance  of  Mr.  Stearn,  of  Birkenhead,  who  in 
addition  to  being  exceedingly  expert  in  the  manipulation  of  the 
Sprengel  air-pump,  is  an  admirable  experimentalist  generally. 
Since  then  experiments  without  number  have  been  made  by  us 
wiih  the  view  of  surmounting  the  various  practical  difficulties 
of  which  I  have  spoken,  chiefly  the  breaking  of  the  carbons 
when  made  highly  incandescent,  and  the  blackening  of  the 
globes.  Tolerably  good  results  were  obtained  with  carbonized 
paper  and  carbonized  card-board,  but  latterly  I  have  found  a 
material  (a  form  of  carbon)  which  is  very  much  better  suited  to 
the  purpose.  With  this  new  material  the  lamps  which  I  am 
about  to  exhibit  to-night  are  fitted. 

Here  is  one  of  my  carbons.  It  is,  you  will  observe,  an  ex- 
tremely thin  carbon  wire  about  .01  of  an  inch  in  diameter,  and 
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weighs  about  the  .02  of  a  grain  to  the  inch.  It  is  both  hard  and 
elastic,  so  much  so,  as  more  to  resemble  a  fine  steel  wire  than 
carbon.  Its  hardness  and  non-combustibility  increase  with 
lengthened  use.  After  being  used  some  time  it  becomes  so 
difficult  of  combustion  as  to  bear  heating  in  a  blow-pipe  flame 
for  a  considerable  time  before  it  burns  away. 

I  am  able  to  shape  this  carbon  wire  into  circles  or  spirals  or 
almost  any  form,  and  to  thicken  the  ends  so  as  to  make  a  good 
and  extensive  contact  with  the  holding  sockets.  A  current  of 
less  than  a  Weber  going  through  this  carbon  wire  raises  it  to  a 
state  of  brilliant  incandescence,  and  if  the  current  much  ex- 
ceeds that  amount  then  the  light  becomes  splendid.  I  have  not 
yet  finally  ascertained  what  is  the  greatest  amount  of  light  that, 
with  sufficient  regard  to  durability,  can  be  obtained  by  means  of 
one  of  those  spirals  of  not  more  than  one- tenth  of  an  inch  total 
superficial  area.  I  have  taken  a  few  photometric  measurements, 
60  candle-power  from  one  lamp  being  the  greatest  amount  of 
Ught  actually  measured;  that  degree  of  luminosity  was  pro- 
duced with  about  one  Weber  of  current,  and  100  volts  E.M.F. 
I  have  seen  at  least  double  this  light  from  each  lamp.  At  Sir 
William  Armstrong's,  at  Cragside,  there  were  sixteen  lamps 
hanging  in  the  picture  gallery.  The  current  from  a  large  Siemens 
machine  was  divided  between  these  and  a  resistance  coiL  For 
a  minute  or  two  the  resistance  coil  was  cut  out  by  short  circuit- 
ing, then  the  short  circuit  contact  was  broken  and  the  resistance 
coil  left  out,  so  that  the  full  current  from  the  generator,  the 
potential  raised  to  a  very  high  degree  by  the  short  circuitiBg, 
rushed  in  a  torrent  through  the  sixteen  lamps;  there  then 
occurred  the  most  glorious  outburst  of  light  I  ever  beheld.  It 
was  truly  splendid  I  It  lasted  I  should  say  full  five  minutes, 
and  then  subsided  to  normal  brilliance. 

The  economy  of  this  method  of  producing  electric  light  by 
the  incandescence  of  carbon  in  vacuo  is  limited  by  the  capacity 
of  the  slender  conductor  to  endure  the  enormously  high  temper- 
ature corresponding  to  an  extreme  degree  of  incandescence.  It 
is  certain  that  the  carbons  are  more  durable  when  heated  to  a 
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moderate  degree  than  when  their  temperature  is  pushed  to  an 
extremely  high  point.  It  is,  therefore,  still  an  open  question 
what  is  the  most  light  that  can  be  practicallj  obtained  by  means 
of  such  lamps.  We  do  however  know  this,  that  a  well  made 
lamp  of  this  size  will  endure  for  several  months  if  it  be  not 
pressed  to  give  more  than  the  light  of  30  standard  candles.  It 
is  quite  likely  when  the  manufacture  is  improved,  as  it  will  be 
by  practice,  that  twice  this  amount  of  light  maybe  exacted  with- 
out too  much  limiting  its  durability. 

The  vacuum  in  the  lamps  is  very  high — ^in  fact  it  is  carried  to 
that  point  at  which  it  is  practically  non-conducting. 

The  lamps  which  are  hung  about  the  theatre  are  arranged  in 
parallel  ara  I  have  elsewhere  expressed  the  opinion,  that  with 
the  lamps  so  arranged  the  current  cannot  be  economically  sup- 
plied at  a  great  distance  from  the  generator :  to  accomplish  that 
end  and  render  it  feasible  for  current  supply  to  be  sent  from  a 
centre  over  a  wide  area,  as  gas  through  mains,  it  will,  I  think, 
be  necessary  to  use  a  very  high  electro-motive  force  and  arrange 
the  lamps  in  series.  The  difficulties  which  are  incident  to  that 
method  are,  I  hope,  not  insuperable;  extinction  of  a  line  of 
lamps,  from  the  failure  of  one  of  the  lamps  of  the  series,  could 
be  guarded  against  by  a  very  simple  form  of  automatic  by-way, 
and  the  potential  of  the  current  could  be  made  to  rise  or  fall 
correspondingly  with  a  variation  of  the  resistance,  and  so  as  to 
maintain  a  constant  current,  however  few  or  however  many 
lamps  were  lighted. 

The  resistance  of  the  lamps  obviously  depends  on  the  length 
and  thickness  of  the  carbon  wire.  Those  I  have  spoken  of  as 
emitting,  when  moderately  heated,  a  light  equal  to  80  standard 
candles,  have  a  resistance  of  about  100  ohms  when  cold.  I 
have  made  them  of  twice  that  resistance,  but  even  then  it  would 
be  impossible  to  feed  at  a  distance  a  large  group  of  lamps  ar- 
ranged in  parallel  arc  with  a  small  conducting  wire. 

I  have  said  nothing  about  cost,  beyond  giving  you  one  or  two 
facts,  which  will  afford  yon  the  basis  of  an  approximately  correct 
computation,  and  from  which  it  will  appear  that  while,  by  the 
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incandescence  of  thin  conductors  of  carbon,  a  certain  current  does 
not  give  so  large  a  return  in  light  as  when  employed  to  produce 
the  electric  arc  between  carbon  points  on  a  large  scale,  yet  the 
amount  of  light  developed  by  a  given  expenditure  of  power  is 
amply  sufficient  to  warrant  the  statement  that  it  is  an  economical 
Bource  of  light 

The  most  recent  form  of  the  Swan  lamp  is  shown  in  Fig.  138. 
The  exterior  of  the  lamp  is  entirely  of  glass.  The  wires  which 
hold  the  ends  of  the  carbon,  and  are  fused  into  the  glass,  are 


Hff.  138. 


Fig,  139. 


Hj.  140. 


bent  into  hooks  for  engagement  with  other  hooks  forming  the 
terminals  of  the  circuit  wires,  the  lamp  being  pressed  downward, 
so  as  to  bring  the  hooks  into  engagement  by  the  spiral  spring 
into  which  its  neck  is  inserted. 

The  lamp  connection  is  shown  in  Fig.  139,  and  is  simply  an 
ebonite  stud  with  a  plug  screw  for  attachment  to  a  gas  bracket 
or  other  support  On  each  side  of  the  stud  are  two  small 
platinum  hooks  projecting  downwards. 

Figs.  140  and  141  show  the  Swan  lamp  complete,  and  ready 
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to  be  screwed  into  its  support  Figure  142  shows  the  Swan 
ship  lamp.  Figure  143  shows  a  form  of  bracket  lamp,  and 
figure  144  a  table  lamp. 

Figure  146  shows  an  arrangement  of  the  Swan  ship  lamp 
adjusted  to  oil  fixtures,  and  figure  146  an  ornamental  specimen 
electrolier. 

As  to  the  durability  of  the  Swan  lamp,  we  are  informed  that 


Fig,  142.  Fig,  143.  F%g,  144. 

in  the  Savoy  Theatre,  London,  which  is  illuminated  by  them 
(the  current  being  supplied  by  a  dynamo),  the  lamps  have  lasted 
3,000  hours.  This  is  due,  in  a  great  measure,  to  the  homo- 
geneity and  density  of  the  carbon  filament,  and  the  perfect  uni- 
formity in  its  size  and  shape  from  end  to  end. 

A  private  exhibition  of  the  Swan  incandescent  electric  light 
was  recently  given  at  the  offices  of  the  Brush  Electric  Light 
Company,  in  New  York,  in  connection  with  the  Brush  storage 
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battery,  and  the  Brush  current  manipulator.  These  devices — 
located  on  the  premises  of  every  consumer — in  connection  with 
the  distributing  wires  of  the  street  system  and  generating  dyna- 
mos of  the  district,  constitute  the  Brush  Swan  system  for  electric 


Fig,  U6. 


lighting  by  incandescence.  The  current  may  be  taken  from  the 
*^  lamp  circuit  during  the  evening,  while  the  arc  lights  are 
j^i  operation,  or  in  the  day  time  while  the  lamps  are  cut  out  of 
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the  circuit,  or  they  may  be  placed  in  a  special  circuit  and 
charged  by  machines  set  apart  for  this  use  alona  The  im- 
portant features  of  the  system  are :  first,  to  provide  an  unfailing 
supply  of  electrical  energy,  by  the  use  of  the  storage  batteries ; 


Fig.  147. 

and  second  to  utilize  the  arc  light  plant  at  times  when  it  would 
otherwise  be  idle,  thus  virtually  diminishing  the  interest  on  the 
investmeni 
It  is  claimed  that  the  employment  of  storage  batteries  not 
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only  produces  a  perfectly  steady  light,  but  the  uniformity  of  the 
current  insures  great  durability  in  the  carbon  filament  of  the 
lamp. 

The  storage  battery  used  on  the  evening  referred  to  was 
charged  by  the  current  from  a  No.  8  Brush  dynamo  at  the  Eliza- 
beth Street  station,  which  at  the  same  time  furnished  thirty-four 
arc  lamps  on  a  circuit  a  little  over  ten  miles  in  length,  the  con- 
ductor being  a  No.  6  copper  wira  The  battery  consisted  of 
twenty -four  elements,  and  furnished  a  current  to  twenty-seven 
sixteen-candle  power  Swan  lamps.  The  carbon  filament  was 
maintained  in  a  high  state  of  incandescence,  emitting  a  very 
steady  white  light 

The  general  appearance  of  the  storage  battery  is  shown  in 
figure  147.  It  consists  of  lead  plates  arranged  by  pairs  in  cells 
and  connected  in  series.  Each  battery  of  twenty-four  cells 
is  connected  with  the  current  manipulator  fixed  to  the  wall,  and 
the  charging  current  entering  the  manipulator  is  switched  from 
one  battery  to  another  automatically  by  the  manipulator,  and 
when  all  of  the  batteries  are  fully  charged  they  are  cut  out  of 
the  dynamo  circuit  by  the  same  means.  When  either  of  the 
batteries  is  partially  exhausted,  it  is  switched  into  the  charging 
circuit  by  the  manipulator,  and  even  while  receiving  its  chaige 
the  battery  may  be  supplying  its  current  to  the  lamps,  the  needs 
of  the  battery  being  provided  for  by  the  manipulator,  which  also 
records  the  amount  of  current  used. 

The  sizes  and  capacity  of  the  cells  are  given  below. 


Size  of  cells. 


No.  1 
"    2 

»*    8 

u    4 


Capacity  in  Swan 
lamps. 


5  to    8 

10  "  15 
20  "  80 
40  "  60 


Size  of  plates  in 
inches. 


Number  of  cells  re- 
quired for  Swan 
lamps. 


8x    8 

8x  16 

8x16 

16x16 


20 
20 
20 
20 
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These  batteries,  we  are  assured,  will  furnish  9  to  10  lights  of 
the  size  or  power  of  an  ordinary  5  feet  gas  burner  (usually  16- 
candle  power),  for  each  horse  power  absorbed  by  the  dynamo 
electric  machine  used  in  charging  thenu  This  is  said  to  be 
partly  due  to  the  greater  efficiency  of  the  battery,  and  partly  to 
the  use  of  a  distributing  and  charging  current  of  comparatively 
high  electro  motive  force.  It  is  claimed  that  this  kind  of  electric 
current  permits  the  use  of  small  conductors  and  long  circuits 
in  charging  the  secondary  batteries,  while  the  batteries  yield  a 
current  of  low  potential  adapted  to  incandescent  lighting. 

All  danger  from  short  circuiting  the  lamp  or  wires  is  avoided 
by  means  of  an  exceedingly  simple  and  inexpensive  device,  con- 
sisting of  a  strip  of  tinfoil  secured  to  the  face  of  a  piece  of  vul- 
canized fibre,  the  tinfoil  forming  a  part  of  the  circuit  When 
the  lamp  is  short  circuited,  the  tinfoil  melts  and  is  thrown  off 
from  the  strip  of  fibre,  thus  interrupting  the  circuit  The  vul- 
canized fibre  with  its  attached  tinfoil  is  readily  replaced. 

The  Brush  Electric  Company  assert  that  this  system  of  light- 
ing is  now  entirely  beyond  the  experimental  stage,  and  that  it  is 
commercially  practicable  and  ready  for  the  publia 

In  addition  to  the  extensive  works  already  in  operation  in 
Cleveland,  the  Brush  Electric  Company  is  erecting  a  large  build- 
ing to  be  supplied  with  steam  power  to  the  extent  of  1,000 
horse  power,  for  the  purpose  of  manufacturing  the  new  storage 
battery. 

THE  BERNSTEIN  INCANDESCENT  LAMP. 

It  is  a  somewhat  singular  coincidence  that  in  another  work  we 
have  described  two  systems  of  simultaneous  transmission  of 
electric  signals  in  the  same  direction  upon  one  wire,  one  of 
which  was  invented  by  A.  Bernstein  and  the  other  by  T.  A. 
Edison,  and  that  in  this  work  the  same  names  appear  as  invent- 
ors of  two  systems  of  incandescent  electric  lighting ;  the  coinci- 
dence, however,  does  not  extend  to  the  persons :  for,  while  it  is 
the  same  Edison  in  both  cases,  it  is  not  the  same  Bernstein, 
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the  inventor  of  the  system  of  incandescent  lighting  being  the 
son  of  the  inventor  of  the  system  of  simultaneous  transmission 

The  Bernstein  Electric  Light  System  consists  of  a  dynamo 
machine  or  generator  of  the  electric  current ;  incandescent  lamps 
which  are  connected  by  wires  with  the  generator,  and  are  pro- 
vided with  holders,  switches  and  cut-outs;  and  meters  for 
measuring  the  amount  of  current  passing  through  the  wires. 

The  generator,  which  is  shown  in  Fig.  148,  is  based  on  the 


Fig.  148. 

principle  of  the  Paccinotti  machine.  It  is  constructed  in  such  a 
way,  that  currents  of  either  high  or  low  electro  motive  force  can 
be  generated  at  the  same  speed  by  connecting  the  armature  coils 
in  diflEerent  ways,  thus  allowing  the  use  of  the  same  machine  for 
different  purposes.  The  division  of  the  armature  into  several 
parts  allows  change  of  polarity  in  the  armature  cores  with  little 
heating,  and  the  large  surface  of  wire  exposed  to  the  air  helps  to 
keep  the  machine  cool. 
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The  magnets  are  comparatively  large  and  the  magnetic  field 
very  intense.  Arrangements  are  made  to  increase  or  decrease 
the  magnetic  force  according  to  the  requirements  of  the  outside 
circuit  There  is  no  wear  and  tear  on  these  machines  except  at 
the  two  bearings  and  on  the  commutator  brushes,  which  are 
mounted  on  a  movable  shaft  and  allow  of  easy  adjustments. 
The  machine  is  so  simple,  that  it  can  be  easily  handled  by  any 
engineer  without  previous  knowledge  of  electrical  matters. 

Besides  being  adapted  for  the  purposes  of  electric  lighting  the 
machine  can  be  used  for  the  transmission  of  power  by  means  of 
electricity  and  for  electric  railwaya 


Fig.  14S). 


The  lamp  is  shown  in  two  different  forms  in  Figs.  149  and 
160.  The  lamp  in  Fig.  149  consists  of  a  cylinder  of  glass  with 
a  bulb  blown  in  the  centra  Into  the  bulb  the  carbon  is  intro- 
duced, and  the  connection  established  by  means  of  fine  platinum 
wires  sealed  into  the  ends  of  the  lamps  after  the  manner  of  the 
Geissler  tube.     The  difficulty  of  making  suitable  carbons  of  this 
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kind,  and  of  attaching  them  to  the  conducting  wires  in  a  practi- 
cable manner  has  been  overcome  in  an  exceedingly  satisfactory 
manner,  viz. :  the  connections  between  the  carbon  and  conduct- 
ing wires  being  made  in  such  a  manner  as  to  relieve  the  carbon 
of  all  strain  by  expansion  and  contraction  when  in  use.  The 
form  shown  in  Fig.  160  is  the  one  more  commonly  used. 

The  lamp  is  fastened  into  a  socket,  which  can  readily  be 
attached  to  any  ordinary  gas  chandelier  or  bracket  By  means 
of  a  switch  connected  with  the  socket  the  light  can  be  let  on  or 
ofi  at  pleasure.  In  case  a  lamp  should  break  by  accident,  a  new 
one  can  instantly  be  put  into  the  place  of  the  broken  one. 

In  the  Bernstein  lamp  the  light-giving  carbon  is  not  heated 
in  a  vacuum,  but  the  lamp  is  filled  with  a  vapor,  which  has  a 
preserving  action  on  the  carbon.  Another  point  which  distin- 
guishes this  lamp  from  other  electric  lamps,  in  use  at  the  present 
time,  is  the  large  light-giving  surface  and  consequent  lai^e 
volume  of  light  obtained — the  light-giviog  surface  being  eight 
times  as  large  as  in  the  ordinary  filament  lamp. 
.  In  judging  of  the  amount  of  light  produced  by  an  electric 
lamp,  one  is  often  misled  by  the  brilliancy  of  the  light.  This 
brilUancy  merely  results  from  the  fact,  that  an  intense  light  is 
radiated  from  a  small  light-giving  surface ;  if  the  same  amount 
of  light  could  be  obtained  from  a  larger  light-giving  surface,  the 
lamp  would  not  appear  as  brilliant,  but  would  be  more  pleasant 
to  the  eye,  and  the  light  would  be  of  a  more  diffusive  character. 

The  Bernstein  lamp  is  made  in  fifty,  twenty-five  and  twelve 
candle  power,  and  for  purposes  where  stronger  lights  are 
desirable,  lamps  up  to  500-candle  power  can  be  furnished 

Automatic  cut-outs  are  made  both  for  lamps  arranged  in 
multiple  arc  and  in  series. 

In  the  first  case  the  cut-out  prevents  undue  heating  of  the 
wires  if  they  are  accidentally  or  purposely  brought  in  contact 
with  each  other.  If  the  lamps  are  placed  in  series,  an  automatic 
cutout  is  used,  which  closes  the  circuit  around  the  lamp,  in 
case  it  should  be  broken  or  give  out  for  any  other  reason* 

The  meter,  invented  by  Mr.  Bernstein,  registers  automatically 
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the  amoant  of  electric  energy  consumed  in  eveiy  house,  and  in 
sach  a  way  as  to  allow  tlie  producer  and  consumer  to  read  the 
amount  at  any  time  from  dial  plates.  It  consists  of  a  f ulcrumed 
flcde-beam,  which  carries  at  one  end  a  traversing  and  counter- 
balanced r^stering  device  and  at  the  other  end  a  coil  into 
which  is  placed  a  soft  iron  core  connected  by  a  rod  to  the  reg- 
ister. Below  the  arm  carrying  the  registering  device  is  sus- 
pended a  coil,  which  is  surrounded  by  a  second  coil  of  larger 
diameter,  the  latter  being  constantly  traversed  by  the  main  or 
branch  current,  while  the  smaller  coil  and  the  coil  on  the  beam 
are  traversed  by  a  branch  from  the  main  current  through  a 
shunt  of  very  high  resistanca  The  registering  device  and  scale- 
beam  are  retained  in  a  position  of  rest — ^to  wit,  a  horizontal 
position — ^by  means  of  a  spring-catch  and  fixed  rack-bar,  which 
latter  is  arranged  above  the  registering  device.  The  strength  of 
the  current  in  the  inner  coil  depends  on  the  difference  of  poten- 
tial between  the  two  points  of  the  shunt,  connected  respectively 
with  the  two  branch  conductors,  and,  therefore,  indicates  volts. 
The  time  is  practically  measured  by  the  number  of  indications 
made,  so  that  the  total  indication  depends  on  these  three 
elements,  viz. :  volts,  ampdres  and  time. 

In  order  to  indicate  by  mechanical  means  the  distance 
through  which  the  roister  moves,  the  arm  of  the  scale-beam 
which  carries  the  roister  is  made  in  the  shape  of  a  rack,  and 
the  registering  device  provided  with  a  small  pinion,  which  gears 
with  the  rack  and  transmits  its  motion  by  a  train  of  gear-wheels 
to  index-hands  moving  over  dial-plates  in  the  usual  manner. 
The  hands  of  the  dial  can  only  be  moved  when  the  registering 
device  moves  in  one  direction,  they  not  being  moved  when  the 
registering  device  moves  in  the  opposite  direction,  so  that  the 
return  motion  of  the  register  has  no  effect  upon  the  hands.  In 
this  way  the  strength  of  the  main  current  is  indicated  by  means 
of  the  shunted  current,  and  thereby  the  amount  of  current  pass- 
ing over  the  main  line  or  in  any  branch  to  which  the  meter  is 
applied  accurately  determined. 

In  connection  with  the  registering  device  of  the  current- 
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meter,  and  above  the  same,  is  arranged  a  fixed  horizontal  rack- 
bar,  which  is  engaged  bj  means  of  a  spring-catch,  applied  to  the 
register.  As  soon  as  the  shunted  current  is  made  to  pass 
through  the  inside  coils  the  beam  is  deflected  at  the  left  end, 
and  the  iron  core  will  be  drawn  inside  of  the  coil  at  the  right 
end.  As  the  raster  is  drawn  toward  the  right  by  the  action 
of  the  coil  on  the  iron  core  until  equilibrium  is  again  established, 
the  beam  assumes  again  a  horizontal  position,  and  no  further 
motion  of  the  register  can  take  place,  as  the  spring-cat(^ 
engages  the  fixed  rack-bar.  The  distance  which  the  sliding 
raster  is  compelled  to  move  in  order  to  establish  equilibrium 
of  the  beam  corresponds  directly  to  the  strength  of  the  main 
current  to  be  measured.  Unlike  other  electric  meters,  which 
only  give  the  amount  of  current  passed,  this  meter  measures  the 
total  amount  of  electric  work  done,  viz.:  volt  x  ampdre  x  time. 
The  advantages  claimed  for  the  Bernstein  are  the  following : 
That  it  is  the  cheapest  artificial  light  yet  produced,  whether 
compared  with  gas  or  with  other  systems  of  electric  lighting. 
That  as  compared  with  other  incandescent  systems,  more  avail- 
able candle  power  is  produced  for  each  horse  power  used  in  the 
motor;  150  to  500  candles  being  obtained  per  horsepower, 
according  to  the  current  and  style  of  lamp  used.  That  the  lamp 
is  more  durable,  and  the  light  steadier ;  and  that  the  light  pro- 
duced being  large  in  volume  and  very  diffusive,  fills  the  space 
well  and  is  agreeable  to  the  eye. 

THE  LAKE-FOX  INOAKBESCEKT  LAKP. 

The  form  of  the  Lane-Fox  lamp  (figure  151)  is  very  similar 
to  the  Edison ;  both  make  a  single  loop  of  the  carbon,  which  is 
bent  into  a  horse-shoe  form.  The  filament  of  the  Lane-Fox  lamp 
is  made  from  grass  fibres  of  the  kind  known  as  French  whisk 
or  bass  broom,  used  in  making  carpet  brushes.  The  fibres  are 
boiled  in  a  strong  solution  of  potash  or  soda,  and  the  skin  scraped 
oft  and  then  the  soda  or  potash  is  boiled  out  of  them,  and  they 
are  stretched  around  a  mould  of  plumbago,  and  baked  at  a  white 
heat    The  fibres  are  then  further  carbonized  by  depositing  car- 
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bon  upon  them  from  a  rich  hydrocarbon  gas.  This  is  done  by 
suspending  them  in  large  globes  filled  with  bengole,  and  then 
heated  to  incandescence  by  an  electric  current  The  gas  is  de- 
composed by  the  white  hot  filament,  and  carbon  is  deposited  on 
its  sar&oe^  by  which  means  the  fibre  is  covered  with  a  hard  car- 
bon skin,  which  produces  the  requisite  resistance  and  renders  the 
filament  more  uniform,  thus  insuring  greater  durability.     The 


.*  Fig.  161. 

carbons  are  of  various  thickness,  some  being  used  in  lamps  of 
10  and  20  and  others  of  80  and  60  candle  power. 

Mr.  Lane-Fox's  method  of  distributing  the  current  is  similar 
to  Edison's,  except  that  he  uses  the  earth  instead  of  a  return 
wire.  The  lamps  are  placed  in  multiple  arc  and  a  constant 
electro-motive  force  of  about  100  volts  is  maintained  in  the  cir- 
cuit   An  automatic  regulator  is  employed  to  insure  this  result, 
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whicb  is  placed  in  the  circuit  between  the  main  conductor  and 
the  earth.  The  regulator  (figure  162)  consists  of  an  electro- 
magDCt,  E"|  through  which  a  shunted  portion  of  the  current 
passes,  and  attracts  the  armature  of  lever  L,  pivoted  at  H.  This 
lever  plays  between  the  two  adjustable  contact  pins  I  and  y, 
resting  midway  when  the  current  is  of  the  proper  intensity,  but 
striking  the  upper  pin  I,  if  the  current  becomes  too  strong,  and 
the  lower  pin  v,  if  it  becomes  too  weak.  By  this  means  a  local 
circuit  is  closed,  and  more  or  less  resistance  is  inserted  in  the 
circuit  of  the  field-magnets  of  the  generator,  so  as  to  bring  the 
lighting  current  to  its  normal  value,  and  the  lever  of  the  regu- 
lator to  its  mid  position.  This  resistance  is  inserted  automati- 
cally. E  is  a  vibrating  electro-magnet,  analogous  in  its  action 
to  the  buzzer  of  an  electric  bell,  which  is  caused  by  the  local 
current  to  rotate  a  vertical  axis  N,  carrying  at  its  upper  end  a 
small  toothed  pinion,  which  can  gear  with  either  of  the  two  like 
wheels  R  and  R',  enclosing  it  between  their  toothed  edges.  If 
it  gear  with  the  wheel  R,  the  horizontal  spindle  D,  carrying  these 
two  wheels,  will  be  rotated  in  one  direction,  and  if  it  gear  with 
R'  the  same  spindle  will  be  rotated  in  the  other  direction,  and  as 
the  spindle  D  canries  at  its  lower  end  a  vertical  shaft  connected  f 
with  the  sliding  contact  arm  F,  F,  which  moves  over  the  con-  i 
tact  pieces  c,  c,  of  a  series  of  resistances  contained  in  the  box,  it  >, 
throws  in  or  takes  out  resistance  from  the  field  magnet  The 
direction  in  which  the  horizontal  spindle  shall  turn  is  determined 
by  the  two  electro-magnets  E  and  E',  According  as  the  lever  L 
touches  I  or  v,  one  or  other  of  these  electro-magnets  E  or  E' 
attracts  the  armature  A,  placed  between  their  opposed  poles,  |§ 
which  moves  the  spindle  D  longitudinally,  and  brings  the  pinion-  C 
headed  axis  into  gearing  with  one  or  other  of  the  two  wheels  R 
and  R'  on  the  horizontal  spindle. 

Secondary  batteries  are  used  to  store  any  surplus  current         ^ 
and  return  it  to  the  circuits  when  there  is  any  falling  o£E  in  those         |P 
below  the  normal  current    They  are  so  arranged  that  the  bat-         '"''^ 
tery  in  discharging  will  automatically  adapt  the  potential  of  its 
discharge  to  the  needs  of  the  mains  as  determined  by  the  regu- 
lator. 


^j 
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Mr.  Lane-Fox  has  invented  three  kinds  of  meters  for 
measuring  the  current  used  in  his  lamps.  The  Lane-Fox  sys- 
tem is  now  worked  by  the  Anglo-American  Brush  Electric 
Light  Corporation,  and  was  exhibited  with  fine  effect  at  the 
Crystal  Palace  Exhibition,  where  the  Alhambra  Courts  were 
lighted  by  Lane-Fox  lamps  fed  from  a  Sellon-Yolckmar  second- 
ary battery  charged  by  a  Brush  machine,  and  the  light  was  con* 
veniently  graduated  by  switching  on  a  greater  or  less  number  of 
cells  of  the  battery. 


CHAPTER  V. 

BEPOBT  ON  THE  IKCANDESCIBNT  LAICFS  SXHrBITED 
AT  THE  INTERNATIONAL  EXPOSITION  OP 

ELEcrrBicrrr,  paris,  1881. 


L — DESCRIPTION  OF  THE  LAMPS. 

The  only  lamps  in  the  Exhibition  which  were  purely  incan- 
descent in  character  were  those  of  Edison  and  Maidm,  in  the 
United  States  section,  and  those  of  Swan  and  Lane-Fox,  in  that 
of  Great  Britain.     The  idea  represented  in  these  lamps  is  essen- 


Fig.  153. 

tially  the  same  in  all  of  them,  the  differences  beingi  for  the  most 
part,  details  of  construction.  They  all  consist  of  a  glass  envelope, 
more  or  less  spherical  in  form,  in  which  is  inclosed  a  carbon 
loop,  made  of  carbonized  organic  material,  and  supported  upon 
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wires  of  pktinum  sealed  into  the  glass.    The  space  in  the  interior 
of  the  lamp  is  very  perfectly  exhausted. 

A.  The  Edison  Lamp. — ^The  Edison  lamp  (figure  153)  is  pear- 
shaped  in  form.  The  carbon  filament  is  long  and  fine,  and  is 
bent  into  the  shape  of  a  U.  It  is  made  from  Japanese  bamboo, 
cut  to  the  requisite  size  in  a  gauge.  In  section  it  is  nearly 
square,  being  about  0.3  millimetre  on  a  side,  the  ends  being  left 
considerably  wider.  The  fibre  is  carbonized  in  moulds  of  nickel, 
and  is  attached  to  the  conducting  wires  by  copper,  electrolyti- 
cally  deposited  upon  them. 


Fig.  154. 

B.  The  Swan  Lamp.— The  Swan  lamp  (figure  154)  is  glob- 
ular in  form,  the  neck  being  quite  long.  The  carbon  filament  is 
made  from  cotton  thread,  parchmentized  before  carbonization  by 
treatment  with  strong  sulphuric  acid.  The  ends  of  this  filament 
are  very  much  thickened,  and  the  loop  has  a  double  turn  at  the 
top.  Its  ends  are  clamped  in  a  pair  of  metal  holders,  supported 
laterally  by  a  stem  of  glass  which  rises  through  the  neck  to  the 
hase  of  the  globe.  Below,  these  holders  are  fastened  to  wires 
o/pli^tinum  which  pass  through  the  glasa  * 
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Bg,  160. 
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C.  The  Maxim  Lamp. — The  Maxim  lamp  (figure  156)  is  also 
globular  in  form,  but  it  has  a  Bhort  neck.  Within  the  neck 
rises  a  hollow  cylinder  of  glass,  supporting  upon  its  summit  a 
column  of  blue  enamely  through  which  pass  the  conducting  wires 
of  platinum  which  carry  the  carbon.  The  filament  is  made  from 
cardboard  cut  by  a  punch  into  the  form  of  an  M.  In 
section,  therefore,  it  is  rectangular,  and  several  times  as  broad  as 
it  is  thicks     It  is  carbonized  in  a  mould  through  which  a  current 
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of  coal  gas  is  passed  After  carbonization,  the  filament  is  placed 
in  an  attenuated  atmosphere  of  hydrocarbon  vapor,  and  heated 
by  the  current  The  vapor  is  decomposed,  and  its  carbon  is  pre- 
cipitated upon  the  filament  In  this  way  not  only  are  inequali- 
ties obliterated,  but  the  resistance  of  the  filaments  may  be  equal- 
ized, and  brought  to  any  standard  required. 
D.  The  Lane-Fox  Lamp.— The  Lane-Fox'  lamp  (figure  156) 
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is  ovoid  in  shape,  the  neck  being  in  length  intermediate  between 
the  two  lamps  last  described.  The  carbon  is  in  the  form  of  a 
horse  shoe,  and  is  circular  in  cross-section.  It  is  made  from  the 
root  of  an  Italian  grass,  largely  used  in  France  for  maVing  broomsL 
After  carbonization,  the  filaments  are  classified  according  to  their 
resistances.  They  are  then  heated  in  an  atmosphere  of  coal  gas  in 
which  carbon  is  deposited  upon  them,  as  in  the  filaments  of  the 
lamps  last  described.  The  filament  in  the  lamp  is  supported  by 
platinum  wires,  to  which  it  is  attached  by  sleeves  of  carbon  en- 
circling botL  These  wires  pass  through  tubes  in  the  top  of  the 
hollow  glass  stem.  Just  below  the  extremities  of  these  tubes 
are  two  small  bulbs  containing  mercury,  forming  the  contact 
between  the  platinum  wire  sealed  into  the  glass  above  and  the 
conductor  which  enters  from  below.  These  conductors  are 
held  in  place  by  plaster,  which  fills  the  base  of  the  lamp. 

XL— METHODS  OP  MEASURBMENT. 

The  question  to  be  determined  was  simply  the  efficiency  of 
these  lamps.  The  efficiency  of  a  lamp  is  the  ratio  of  energy 
produced  to  energy  consumed — that  is,  the  quantity  of  light 
given  by  the  lamp  for  each  horse-power  of  current  which  it  con- 
sumes. The  data  required  to  calculate  this  efficiency  may  be 
obtained  when  the  electro-motive  force  of  the  current,  the  resist- 
ance of  the  lamp  when  giving  its  light,  and  its  illuminating 
power,  have  been  determined. 

1.  Electro-motive  Force. — The  electro-motive  force,  or  fall  of 
potential  through  the  lamp,  was  measured  by  Law's  method,  A 
suitable  condenser  was  charged  by  being  put  in  communication 
with  a  standard  Daniell  cell,  and  then  discharged  through  a  high 
resistance  galvanometer,  the  deflection  of  the  needle  being  noted. 
This  condenser  was  then  connected  to  the  two  wires  of  the  lamp, 
and  again  discharged  through  the  galvanometer,  the  deflection 
being  made  the  same  as  before  by  means  of  a  variable  shunt 
connected  with  the  galvanometer.  Since  with  a  given  condenser 
the  charges  it  receives  are  proportional  to  the  potentials  of  the 
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ohai^ng  currents,  and  since  the  discharge  deflections  of  a  gal- 
vanometer represent  the  quantity  of  these  charges,  it  follows  that 
the  electro-motive  forces  are  proportional  to  these  discharge  de- 
flections. If,  however,  as  in  the  present  case,  the  discharge  de- 
flections are  made  equal  bj  means  of  shunts,  then  the  electro- 
motive forces  are  proportional  to  the  multiplying  power  of  the 
^hunts. 

2.  Resistance — ^The  resistance  of  the  lamp,  when  giving  its 
light,  was  obtained  by  making  the  lamp  one  side  of  a  Wheat- 


Fig.  167. 

stone's  bridge  through  which  the  main  current  was  flowing.  The 
second  and  fourth  sides  were  formed  of  fixed  resistances  of 
known  value,  and  the  third  side  of  an  adjustable  resistance. 
When  the  bridge  is  balanced,  the  product  of  the  two  fixed  resist- 
ances, divided  by  the  adjusted  resistance,  gives  the  resistance  of 
the  lamp  at  the  given  candle-power. 

8.  lUuminating  Power. — The  illuminating  power  of  the  lamp 
was  measured  on  a  Bunsen  photometer.  At  one  end  of  the  bar 
was  the  lamp  itself;  at  the  other  end  two  standard  candles, 
placed  nearly  in  line.     The  plane  of  the  cai*bon  filament  was 
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placed  at  45^  to  the  length  of  the  bar,  and  each  lamp   was 
measured  at  16  and  82  candles. 

IIL — APPARATUS  EMPLOYED. 

1.  Qmdenser. — ^The  condenser  (N,  fig.  157)  used  in  these  meas- 
urements, had  a  capacity  of  one  microfarad,  divided  into  sections 
of  04,  0'8,  0*2,  and  0*1.  The  dielectric  was  paraffined  mica,  and 
the  brass  work  was  supported  on  ebonite  pillars.  Made  by 
Latimer  Clark,  Muirhead  &  Co.,  London,  and  exhibited  in  their 
section  at  the  Exhibition. 

2.  Oalvanomeier. — ^The  galvanometer  (G,  fig.  157)  was  a 
Thomson  double-coil  astatic  instrument,  enclosed  in  a  square 
case  with  glass  sides.     Measured  resistance,  6,550  ohms.     Used 


Fig,  158. 

with  lamp  stand  and  scale  in  the  ordinary  way.  Made  by  Elliott 
Brothers,  London. 

8.  Standard  OeU. — An  ordinary  Daniell  cell  (fig.  168),  the 
copper  plate  being  immersed  in  a  saturated  solution  of  pure 
copper  sulphate,  contained  in  the  porous  cell,  and  the  zinc  plate 
amalgamated,  in  a  saturated  solution  of  pure  zinc  sulphate,  in 
the  outer  jar ;  one  of  a  battery  of  ten  cells  forming  a  part  of  the 
Edison  exhibit 

4.  Resistance  Coils. — (a.)  A  set  of  standard  coils,  measuring 
from  1  ohm  to  6,000  ohms.  All  other  resistances  employed  were 
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Standardized  by  these.  Made  bj  L.  Olark,  Muirhead  k  Co.,  and 
a  part  of  their  exhibit  (b.)  A  set  of  coils  used  in  the  Wheat- 
stone's  bridge.  Compared  carefully  with  set  (a).  These  coils 
formed  a  part  of  the  exhibit  of  Edison. 

6.  WhecMon^s  Bridge  (fig.  159). — Four  conducting  wires  of 
large  size  arranged  on  the  table  in  the  form  of  a  rhomb.  A  test 
galvanometer  was  inserted  between  the  obtuse  angles  of  the 
rhomb,  and  a  pair  of  shunt  wires  from  the  main  conductors  were 
attached  at  the  acute  angles.     The  first  side  of  the  rhomb  con- 


Fig.  159. 

tained  the  lamp  to  be  measured,  standing  in  its  place  on  the 
photometer.  The  second  side  contained  a  fixed  resistance  of  6 
ohma  The  third  side  contained  a  variable  resistance  (Resist- 
AQce  h) ;  and  the  fourth  side  a  fixed  resistance  of  950  ohms.  This 
^lidge  formed  a  part  of  the  Edison  exhibit. 

fi.  Phobymeter. — ^The  photometer  employed  was  of  the  Bunsen 
form,  having  a  double  bar,  80  inches  long,  graduated  in  inches 
aod  in  candles.  The  disk  was  of  paraffined  paper,  with  a  plain 
spot  in  the  centre.  The  disc  box  was  movable  on  rollers,  and 
contained  inclined  mirrors  to  facilitate  the  adjustment  The 
caudles  used  were  of  spermaceti,  made  by  Sugg  of  London,  to 
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burn  120  grains  (7.776  gnunmes)  per  hour.  The  entire  apparatiw 
was  surrounded  with  heavy  black  cloth.  Also  a  part  of  the 
Edison  exhibit 

7*  Zhpfiarno-^bctric  Machine. — An  Edison  sixty-light  machine 
(fig.  160)  was  used  to  furnish  the  current  required.     In  this  ma- 


Fig,  160. 

chine  the  field  magnets,  which  are  very  long  and  heavy,  stand 
vertically.  The  field  is  maintained  by  a  shunt  current,  regu- 
lated by  an  adjustable  resistance  in  its  circuit  The  bobbin  is 
wound  on  a  cylinder  like  that  of  Siemens,  from  which  it  differs, 
however,  in  its  details.  Its  resistance  was  only  O'OS  ohm,  and 
tlie  current  delivered,  at  a  speed  of  900  revolutions,  had  an 
electro-motive  force  of  110  volts.  A  part  of  the  Edison  exhibits. 
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lY. — RESISTANCE  OF  LAMPS  GOLD. 

The  resistaDce  of  the  lamps  cold  was  measured  on  a  Wheat- 
stone's  bridge  of  the  ordinary  form  and  in  the  usual  way.  The 
Edison  lamps  were  taken  at  random  from  the  stock  on  hand. 
The  Swan  lamps  were  furnished  by  Mr.  Edmunds,  the  Lane- 
Fox  lamps  by  Mr.  Stewart,  and  the  Maxim  lamps  by  Mr.  Lock- 
wood.  Twenty-four  of  each  were  taken  (except  the  Lane-Fox, 
of  which  only  fifteen  were  furnished),  and  ten  selected  from  these 
for  the  tests.  The  measurements  of  the  Edison  and  Swan  lamps 
were  made  by  Mr.  E,  G.  Acheson ;  those  of  the  Lane-Fox  and 
Maxim  lamps  by  Mr.  H.  Crookes.  The  following  are  the  results 
ohtained : 


Nnmber. 

Kdiion. 

Swan. 

Lane-Fox. 

Uaxim. 

1 

287 

74 

58 

78 

2 

238 

50 

56 

84 

3 

268 

54 

56 

76 

4 

260 

73 

66 

74 

6 

251 

55 

54 

74 

6 

228 

72 

50 

71 

7 

227 

39 

53 

68 

8 

249 

67 

52 

63 

9 

219 

55 

57 

65 

10 

287 

52 

63 

78 

Mean . . . 

241 

* 

59 

55 

72 

V. — MEASUREMENT  OF  EFFICIENCY. 

1.  Mcperimental  BesuUs, 

A.  The  Edison  Lamp. — ^In  this  measurement  the  entire  con- 
denser was  employed.  When  charged  with  the  standard  cell  and 
discharged  through  the  galvanometer  without  shunt,  a  deflection 
of  810  scale  divisions  was  obtained,  as  a  mean  of  ten  closely  ac- 
cordant experiments.    The  photometer  readings  were  made  by 
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Mr.  Crookes,  the  bridge  readings  by  Major  R  Y.  Armstrong, 
and  the  galvanometer  readings  by  Prot  G.  F.  Barker. 

(a.)  AT  16  GAMBLES. 


Number  of  Lamp. 

Photometer 
Beading. 

Bridge  Beading. 

Oalraaometer 
Beading. 

1 

16—14.75 

So    345 

75 

2 

•      16-15 

86.0 

74 

8 

16 

80.5 

74 

4 

16 

82.8 

78 

6 

16    17 

88.4 

78 

6 

16—17.5 

86.0 

78 

7 

1ft— 15 

86.6 

78 

8 

16 

84.6 

75 

9 

16    19 

87.5 

74 

10 

16 

87.7 

74 

(6.)  AT  32  0AHDLX8. 


Kmober. 

Photometer. 

Bridge. 

Galvanometer. 

1 

82 

87.2 

66 

2 

82 

87.2 

66 

8 

82 

87.8 

66 

4 

82 

84.8 

64 

6 

•  82 

86.2 

67 

6 

82 

87.9 

69 

7 

82 

88.5      • 

69 

8 

82 

86.8 

69 

9 

82 

88.9 

69 

10 

82 

8a8 

69 

B.  The  Swan  Lamp. — ^The  entire  condenser  was  used  in 
these  measurements  also,  the  deflection  being  SIO  divisions.  The 
photometer  was  read  by  Mr.  H.  Crookes,  the  bridge  by  Mr. 
Crookes,  and  the  galvanometer  by  Professor  Barken     ^ 
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(a.)  AT  16  OANDLES. 


Number. 

Photometer. 

Bridge. 

Oalranometer. 

1 

16 

119.5 

186 

2 

16 

161.7 

145 

3 

16 

148.8 

137 

4 

16 

113.5 

122 

6 

16 

145.9 

134 

6 

16 

122.1 

188 

7 

16 

229.0 

179 

8 

16 

136.1 

145 

9 

16 

159.5 

146 

10 

16 

171.0 

145 

(b,)   AT  32  OAMDLSS. 


Number. 

Photometer. 

Bridge. 

Oalvanometer. 

1 

82 

123.5 

121 

2 

3-2 

167.2 

122 

3 

82 

155.2 

121 

4 

32 

116.0 

116 

5 

32 

154.7 

115 

6 

32 

•  129.7 

120 

7 

82 

237.0 

146 

8 

82 

137.5 

128 

9 

32 

168.0 

127 

10 

82 

175.2 

120 

C.  The  Lane-Fox  Lamp. — The  entire  condenser  was  em- 
P'oyed,  and  the  deflection  was  the  same,  810  divisions.  Mr.  H. 
Crookes  read  the  photometer,  Mr.  Crookes  the  bridge,  and  Pro- 
lessor  Barker  the  galvanometer. 
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(a.)  AT  16  CAUDLES. 


Number. 

Photometer. 

Bridge. 

GslTanometer. 

1 

16 

172.0 

150 

2 

16 

168.7 

145 

3 

16 

177.6 

161 

4 

16 

171.7 

157 

6 

16 

171.0 

156 

6 

16 

189.5 

156 

7 

16 

179.0 

156 

8 

16 

181.1 

164 

9 

16 

161.7 

146 

10 

16 

164.7 

148 

(&.)  AT  32  CANDLES. 


Number. 

Photometer. 

Bridge. 

Galvanometer. 

1 

82 

178.7 

135 

2 

32 

175.6 

129 

3 

32 

181.2 

149 

4 

32 

175.2 

148 

6 

32 

176.7 

148 

6 

32      • 

192.3 

143 

7 

82 

186.2 

146 

8 

82 

184.5 

146 

9 

32 

167.3 

133 

10 

32 

172.0 

129 

D.  The  Maxim  Lakf. — The  entire  condenser  was  used,  as 
in  the  previous  cases.  But  the  deflection  obtained  was  815  di- 
visions, owing  probably  to  the  higher  temperature  of  the  room. 
Photometer  read  by  Mr,  H.  Crookes,  bridge  by  Mr.  Grookes, 
galvanometer  by  Professor  G.  F.  Barker. 
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(a.)  AT  16  CANDLES. 


Ktunber. 

Photometer. 

Bridge. 

Galvanometer. 

1 

16 

111.8 

115 

2 

16 

111.8 

119 

8 

16 

106.2 

111 

4 

16 

124.7 

120 

5 

16 

111.9 

122 

6 

16 

138.5 

121 

7 

16 

•122.0 

122 

8 

16 

115.6 

118 

9 

16 

120.6 

123 

10 

16 

103.0 

111 

(i.)  AT  33  OANDLsa 

Number. 

Photometer. 

Bridge. 

OalTanometer. 

1 
2 
S 

4 
6 
6 

7 

8 

9 

10 

82 
82 
32 
82 
82 
82 
32 
82 
82 
82 

114.6 
114.8 

109.7 
128.8 
114.5 
140.8 
126.9 
120.4 
126.5 
109.7 

102 

106 
100 
112 
112 
118 
110 
105 
110 
101 

^3*«»aie 


Power. 


16 


B.  THB  CANDLE  BECOBD. 

1.  XDIBOX  LAMP. 


Lou  In  Qrms. 


18.18 
21.22 


Time  in  Mins. 


78 

84 


LoesperMin. 


0.2488 
0.2626 
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16  and  82 

84.15 

126 

0.2696 

3.    LAKE-rOZ  LAMP. 

16  and  32 

40.70 

153.75 

0.2647 

4.   VAjnC  I.AKP. 

16  and  32 

26.90 

104 

0.2686 

2,  Methods  of  Calcalatioru 

1.  Illuminating  Power. — The  standard  candle  should  burn 
7.776  grammes  of  spennaceti  per  hour,  or  0.1296  gramme  per 
minute.  The  two  candles  used  should  burn  0.2592  gramme  per 
minute.  The  corrected  candle  power  of  the  lamp,  therefore,  is 
obtained  by  the  proportion :  As  0.2692  is  to  the  amount  actually 
burned  per  minute,  so  is  the  observed  candle-power  to  the  cor- 
rected candle-power. 

2.  Besistance  {hot). — From  the  theory  of  the  Wheatstone's 
bridge,  the  resistance  of  either  side  is  equal  to  the  product  of 
the  adjacent  sides  divided  by  the  opposite  sida  In  the  bridge 
used  for  the  measurement^  the  resistance  in  the  two  adjacent 
sides  were  950  and  6  ohms.  Hence  by  dividing  their  product, 
4,750,  by  the  reading  of  the  variable  resistance  observed,  the  re- 
sistance of  the  lamp  hot  is  obtained, 

8.  Electro-motive  Force, — In  Law's  method  the'  electro-motive 
forces  are  proportional  to  the  multiplying  power  of  the  shunts 
employed.  Since  with  the  Daniell  cell  no  shunt  was  used, 
the  multiplying  power  of  the  shunt  used  with  the  lamp- 
current  represented  directly  the  electro-motive  force  through 
the  lamp,  in  terms  of  the  standard  cell.      The  multiplying 
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power  of  a  shunt  is  the  sum  of  the  galvanometer  resistance, 
aod  the  shunt  resistance  divided  by  the  shunt  resistance.  In 
this  case  the  resistance  of  the  galvanometer  was  6,660  ohms. 
Hence  if  S  represent  the  resistance  of  the  shunt,  obtained  by  ex- 

periment,  -^ — g —  will  represent  the  electro-motive  force.    Since 

tbe  electro-motive  force  of  a  Daniell  cell  is  not  1  volt,  as  here 
assumed,  but  1.079  volts,  strict  accuracy  would  require  the 
%ures  given  to  be  increased  in  that  ratio.  Moreover,  the  small 
error  arising  from  the  inductive  action  of  the  needle  on  the 
galvanometer-coils  has  been  regarded  as  unimportant. 

4.  Current — By  the  law  of  Ohm  the  current  strength  is  the 
quotient  of  electro-motive  force  by  resistance.  Dividing  the 
electax>-motive  force  in  volts  by  the  resistance  in  ohms,  the  cur- 
^iit-strength  is  obtained  in  amperes. 

6.  Ekctrioal  Energy, — The  work  done  by  a  current  is  propor- 
tional to  the  product  of  the  square  of  the  current-strength  into 
^e  resistance  of  the  circuit  Or,  since  the  electro-motive  force 
^  equal  to  tbe  product  of  the  current-strength  by  the  resistance, 
the  energy  is  represented  by  the  product  of  the  electro-motive 
^oiX5e  in  volts  by  the  current-strength  in  amperes.  This  gives 
"^oe  energy  in  volt-ampferea 

®*   JUedianical  Energy. — Since  an  absolute  unit  of  work  is 

tone  per  second  by  an  absolute  unit  of  electro-motive  force  in  a 

.?5^^t  of  one  absolute  unit  of  resistance,  1  volt-ampdre  represents 

,  ^J      a.l>solute  units  of  mechanical  work  per  second,  or  0'10192 

^^&:^m-metre.    By  multiplying  the  volt-amp6res  by  0 10 192, 

^  Pxxxiuct  is  the  mechanical  work  done  in  the  lamp  in  kiloirram- 

T    ^^ 

^^    •    Jjampa  per  Hors^  Power  of  Current. — One  horse  power  is 

^  ■•kilogram-metres  per  second.  By  dividing  75,  therefore,  by 
^^^  ^^ximber  of  kilogram-metres  of  work  done  in  the  lamp  per 
j^^^^^d,  the  quotient  is  the  number  of  such  lamps  maintained  by  a 

^*^  power  of  current 
^2j^^     Oindles  per  Horse  Power   of  Current — The  number  of 
^^^^le  lights  per  horse  power  of.  current  is  obtained,  of  course^ 
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by  multiplying  the  number  of  lamps  per  horse  power  of  current 
by  the  corrected  candle  power  of  each. 

9.  Normal  Lamps  per  Horse  Power  of  Current — Conversely, 
by  dividing  the  number  of  candles  per  horse  power  of  current  by 
the  normal  value  of  the  lamp  in  standard  candles  (in  the  present 
case  16  or  82),  the  number  of  normal  lamps  per  horse  power  of 
current  is  obtained. 

3.  Calculated  Results, 

A.  THE  EDISON  LAMP. 

(a.)  AT  16  cAin>LEa 


No. 

Candles 

(cor- 
rected.) 

Ohms. 

Volts. 

Ampdres. 

Volt- 

^■SISST- 

Lamps  per 
Horse 
Power. 

Candles 
per  Hone 

Power. 

1 

14.73 

136.7 

88.33 

0.646 

57.08 

6.819 

12.88 

189.8 

2 

14.85 

135.7 

89.61 

0  660 

69.06 

6.020 

12.46 

1S6.0 

3 

16.33 

156.7 

89.51 

0.676 

61.46 

5.246 

14.29 

219.1 

4 

16.33 

147.3 

90.73 

0.616 

65.88 

5.697 

13.16 

201.8 

5 

16.81 

142.2 

90.73 

0.638 

57.88 

6.901 

12.71 

200.8 

6 

16.04 

132.0 

90.73 

0.687 

62.36 

6.857 

11.80 

189.3 

7 

14.86 

129  8 

84.97 

0.656 

65.63 

5.671 

13.23 

306.0 

8 

16.33 

137.7 

83.33 

0.641 

66.67 

5.777 

12.98 

199.0 

9 

16.76 

126.6 

89.61 

0.707 

63.29 

6.453 

11.62 

194.9 

10 

15.33 

126.0 

89.61 

0.710 

63.45 

6.469 

11.60 

177. t 

A.  T] 

3E  EDIS 

ON  LAM 

P. 

(« 

.)  AT  32  c 

ANDLSS. 

No. 

Candles 

(cor- 
rected.) 

Ohms. 

Volts. 

Ampdres. 

Volt- 
Ampdres. 

^^2^r- 

Lamps  per 

Horse 

Power. 

Candles 

per  Hone 

Power. 

1 

31.11 

12f7.7 

100.20 

0.785 

78.70 

8.023 

9.35 

291.0 

2 

31.11 

127.7 

101.80 

0.797 

81.11 

8.269 

9.07 

282.2 

3 

31.11 

147.5 

100.20 

0.679 

68.12 

6.945 

10.80 

333.7 

4 

31.11 

138.5 

103.30 

0.746 

77.12 

7.862 

9.54 

296.8 

5 

31.11 

134.9 

98.76 

0.732 

72.28 

7.369 

10.18 

316.6 

6 

31.11 

125.3 

95.93 

0.765 

73.42 

7.486 

10.02 

811.7 

7 

31.11 

123.4 

96.93 

0.778 

74.69 

7.604 

9.86 

80e.9 

8 

31.11 

130.8 

96.93 

0.733 

70.32 

7.169 

10.46 

325.4 

9 

31.11 

122.1 

96.93 

0.786 

75.36 

7.683 

9.76 

303.7 

10 

31.11 

122.4 

96.93 

0.784 

75.17 

7.633 

9.79 

804.5 
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B.  THE  SWAN  LAMP. 

(a.)  AT  16  CANDLES. 


Ohms. 

Volta. 

Ampdres. 

Volt- 
Ampdr  e 

Kiloinwn- 
rndtree. 

Lamiwper 

Hone 

Power. 

Candles 

per  Horse 

Power. 

n\     \6.61 
\\      ^6.61 
^  \     16  61 

39. -iS 

49.16 

1.237 

60  80 

6.199 

12.10 

200.9 

29.88 

46.17 

1.636 

72.67 

7.399 

10  14 

168.8 

31.92 

48.81 

1.629 

74.63 

7.609 

9.86 

163.7 

4 

16.61 

41.86 

64  69 

1.307 

71.47 

7.286 

10.29 

170.9 

6 

16.61 

32.56 

49.88 

1.632 

76.42 

7.791 

9.63 

169.8 

6 

16.61 

38.90 

48.47 

1.246 

60.38 

6.166 

12.18 

202.3 

t 

16.61 

20.74 

37.69 

1.812 

68.13 

6.946 

10.80 

179.3 

8 

16.61 

36.16 

46.17 

1.313 

60.64 

6.182 

12.13 

201.6 

9 

16.61 

29.  T8 

46.86 

1.640 

70.62 

7.201 

10.41 

173.0 

10 

16.61 

27.  TH 

46.17 

1.662 

76.76 

8.824 

9.69 

169.6 

B.   THE  SWAN  LAMP. 

(&.)  AT  32  CANDLES. 


Ko. 

Ciadles 

(cor- 
rected.) 

Ohnui. 

Volts. 

Ampdres. 

Volt- 
Ampdres. 

Kiloffram- 
mdtres. 

Lunpsper 
Horse 
Power. 

Candles 

per  Horse 

Power. 

33.21 

39.36 

66.13 

1.401 

77.23 

7.87 

9.626 

316.4 

33.21 

28.41 

64.69 

1.926 

106.30 

10.73 

6.988 

232.1 

33.21 

30.61 

66.13 

1.801 

99.31 

10.12 

7.407 

246.0 

33.21 

40.96 

67.47 

1.403 

80.64 

8.22 

9.122 

302.9 

33.21 

80.71 

67.96 

1.888 

109.40 

11.16 

6.726 

223.3 

33.21 

86.62 

66.68 

1.614 

84.36 

8.60 

8.720 

289.6 

33.21 

20.09 

46.86 

2.288 

104.90 

10.70 

7.010 

232.6 

83.21 

34.64 

62.17 

1.610 

78.79 

8.03 

9.337 

310.1 

33.21 

29.14 

62.67 

1.804 

94.86 

9.67 

7.766 

267.6 

33.21 

27.11 

66.68 

2.060 

114.00 

11.62 

6.466 

214.4 
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a     THE  LANE-FOX  LAMP. 

(a.)  AT  16  CAKDLBGL 


No. 

Gandlee 
(cor- 
rected) 

Ohms. 

Volto. 

Ampere*. 

Volt- 
Amperes. 

•sssr 

Lsmpsper 
Horee 
Power. 

Candloo 
perHoTM 

16.36 

27.62 

44.65 

1.617 

72.26 

7.365 

10.18 

166.6 

16.36 

28.16 

46.17 

1.640 

75.72 

7.719 

9.72 

158.9 

16.36 

26.76 

41.68 

1.569 

64.96 

6.623 

11.33 

186.2 

16.36 

27.66 

42.72 

1.644 

65.97 

6.726 

11.15 

183.4 

16.86 

27.78 

42.99 

1.548 

66.52 

6.782 

11.06 

180.9 

16.36 

26.07 

42.99 

1.716 

73.72 

7.516 

9.98 

163.3 

16.36 

26.54 

42.99 

1.620 

69.64 

7.100 

10.56 

173.8 

16.36 

26.23 

40.94 

1.561 

63.90 

6.516 

11.51 

188.3 

16  36 

29.87 

45.86 

1.561 

71.60 

7.300 

10.27 

168.1 

10 

16.36 

28.85 

45.26 

1.569 

71.02 

7.240 

10.36 

169.4 

a  THE  LANE-FOX  LAKP. 
(b,)  AT  32  ouroLU. 


No. 

Cindles 

(cor- 

lected.) 

Ohms. 

Volts. 

Ampdies. 

Volt- 
Ampdres. 

Knomm. 
mdM. 

Lsmpsper 

Horse 

.Power. 

CsndlM 

perHorsa 

Power. 

1 

32.71 

26  58 

49.52 

1.863 

92.25 

9.405 

7.98 

260. 9 

2 

32.71 

27.07 

51.78 

1.913 

99.04 

10.100 

7.43 

243.0 

3 

32.71 

26.09 

44.96 

1.723 

77.47 

7.898 

9.50 

310. T 

4 

32.71 

27.11 

45.26 

1.669 

76.56 

7.702 

9.74 

318.6 

5 

32.71 

27.04 

46.80 

1.731 

81.03 

8.261 

9.08 

297.1 

6 

82.71 

24.70 

46.80 

1.895 

88.69 

9.042 

8.30 

271.4 

7 

32.71 

25.51 

49.16 

1.927 

94.74 

9.659 

7.77 

254.0 

8 

32.71 

25.75 

45.86 

1,781 

81.70 

8.330 

9.00 

294.6 

9 

32.71 

28.89 

50.25 

1.770 

88.93 

9.066 

8.27 

270.7 

10 

32.71 

27.62 

51.78 

1.875 

97.07 

9.896 

7.58 

247.9 
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D.  THE  MAXIM   LAMP. 

(a.)  AT   16  CANDLES. 


No. 


1 
2 
3 
4 
6 
6 
1 
8 
9 
10 


Caadl«0 

(cor- 
rected). 


Ohma. 


16.96 
16.96 
16.96 
16.96 
16.96 
16.96 
16.96 
16.96 
16.96 
16.96 


42.49 
42.68 
44.73 
38.09 
42.45 
36.10 
38.94 
41.09 
39.39 
46.12 


Volte. 


67.96 
66.04 
60.01 
66.68 
64.69 
66.13 
64.69 
66.61 
64.26 
60.01 


Ampdres. 


1.364 
1.313 
1.342 
1.469 
1.288 
1.671 
1.406 
1.376 
1.377 
1.301 


Volt- 
Ampdres, 


Kilognun-I^n" 
metres.       p^,^^. 


79.06 
73.69 
80.61 
81.11 
70.46 
86.61 
78.62 
77.71 
74.73 
78.09 


8.060 
7.603 
8.208 
8.269 
7.183 
8.830 
7.832 
7.923 
7.619 
7.961 


Candles 

per  Horse 

Power. 


9.306 
9.996 
9.137 
9.070 
10.440 
8.494 
9.677 
9.466 
9.844 
9.421 


148.5 
159.6 
145.9 
144.8 
166.7 
135.6 
152.9 
151.1 
167.2 
150.4 


D.   THE  MAXIM  LAMP, 
(d.)  AT  32  CANDLES. 


»o. 

Ohms. 

Yolts. 

Ampdiet. 

Volt. 
Ampdree. 

Eflogram- 
metres. 

Lamps  per 
Horse 
Power. 

Candles 

per  Horse 

Power. 

10 

31.93 

41.45 

65.22 

1.673 

106.00 

10.710 

t.006 

223.7 

31.93 

41.34 

62.79 

1.519 

95.38 

9.724 

7.713 

246.3 

31.93 

43.30 

66.50 

1.536 

102.10 

10.410 

7.203 

230.0 

31.93 

36.94 

69.48 

1.610 

95.79 

9.766 

7.680 

245.2 

31.93 

41.49 

69.48 

1.434 

85.29 

8.695 

8.625 

275.4 

31.93 

33.74 

68.96 

1.743 

103.00 

10.510 

7.138 

227.9 

31.93 

37.43 

60.54 

1.617 

97.93 

9.984 

7.512 

239.8 

31.93 

39.46 

63.38 

1.607 

101.80 

10.380 

7.225 

230.7 

31.93 

37.65 

60.54 

1.612 

97.62 

9.964 

7.636 

240.6 

31.93 

43.30 

66.85 

1.521 

100.20 

10.210 

7.346 

234.5 
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THE  ELECTBIG  UOHT. 
4.  Summary  of  Results, 

(a.)  AT  16  OAITDUKS. 


Edison. 

Swan. 

Lftne-Fox. 

15.38 

16.61 

16.36 

137.4 

32.78 

27.40 

89.11 

47.30 

43.63 

0.641 

1.471 

1.593 

5t.98 

69.24 

69.53 

5.911 

7.059 

7.089 

12.73 

10.71 

10.61 

196.4 

177.92 

173,68 

12.28 

11.12 

10.85 

Candles 

Ohms 

Volts 

Ampdres 

Yolc-Ampdres 

Kilogram-metres 

Lamps,  per  horse  power. . 

Candles,  per  horse  power. 

Lamps  of  16  candles  per  ) 

horse  power.  ) 


15.96 

41.119 

56.49 

1.38 

78.05 

7.93 

9.48 

151.270 

9.46 


(5.)  AT  32  0ANDLE8. 


Candles 

Ohms 

Volts 

Ampdres 

Volt-Ampdres 

Kilogram-metres 

Lamps,  per  horse  power. . 

Candles,  per  horse  power., 

Lamps  of  32  candles  per  ) 

horse  power.  \ 


Bdiaon. 

Swan. 

Lue-Foz. 

i 

31.11 

33.21 

32.71 

130.03 

31.75 

26.59 

98.39 

54.21 

48.22 

0.7585 

1.758 

1.816 

74.62 

94.88 

87.65 

7.604 

9.67 

8.936 

9.88 

7.90 

8.47 

307.25 

262.49 

276.89 

9.60 

8.20 

8.65 

31.93 
39.60 
62.27 

1.578 

98.41 

10.03 

7.69 

239.41 

7.43 


VL— CONCLUSIONS. 

The  following  conclusions  seem  to  be  sustained  by  the  results 
which  have  now  been  given : — 

First — The  maximum  efficiency  of  incandescent  lamps  in  the 
present  state  of  the  subject,  and  within  the  experimental  limits 
of  this  investigation,  cannot  be  assumed  to  exceed  300  candle- 
lights per  horse  power  of  current 
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Second. — The  economy  of  all  lamps  of  this  kind  is  greater  at 
high  than  at  low  incandescence. 

Third, — The  economy  of  light-production  is  greater  in  high 
resistance  lamps  than  in  those  of  low  resistance,  thus  agreeing 
with  the  economy  of  distribution. 

Fourth. — ^The  relative  efficiency  of  the  four  lamps  examined, 
expressed  in  Carcel  burners  of  7.4  spermaceti  candles  each,  pro- 
duced by  one  horse  power  of  current,  is  as  follows : — (A.)  At  16 
candles:  Edison,  26.5;  Swan,  24;  Lane-Fox,  28.5 ;  and  Maxim, 
20.4.  (B. )  At  82  candles :  Edison,  41.5 ;  Lane-Fox,  87.4 ;  Swan, 
86.5 ;  and  Maxim,  82.4.  To  double  the  light  given  by  these 
Wpa  the  current  energy  was  increased,  for  the  Maxim  and 
lAne-Fox  lamps,  26  per  cent ;  for  the  Edison  lamp,  28  per  cent ; 
aad  for  the  Swan  lamp,  87  per  cent 


CHAPTER   VI. 

ARC  AND  INCANDESCK2fT  LIGHT  LAMPS,  CANDLES  AND 
BEGULATOSa 


THE  WERDERM ANN  ELECTRIC  LAMP. 

The  Werdermann  electric  lamp  partakes  cf  the  nature  both 
of  an  incandescent  and  of  a  voltaic  arc  lamp,  and  constitutes  an 
intermediate  system  which  ought  to  fulfil  certain  special  condi- 
tiona  The  invention  consists  in  keeping  a  small  vertical  pencil 
of  carbon  in  contact  with  a  large  horizontal  disk  of  the  same 
material  above  it 

Referring  to  No.  1  of  Figure  162,  which  shows  the  ordinajy 
arrangement  of  carbons  in  an  electric  lamp,  it  is  well  shown  that 
when  the  passage  of  the  current  is  such  that  the  top  carbon  is  a 
positive  pole,  the  end  of  this  carbon  becomes  cup-shaped,  while 
the  end  of  the  other  carbon  becomes  pointed  by  the  action  of  the 
current  By  increasing  the  lower  carbon  considerably  in  sec- 
tional area,  Mr.  Werdermann  found  that,  with  the  same  amount 
of  current  passing,  it  was  necessary  in  order  to  maintain  the  con- 
tinuity of  the  arc,  to  place  the  two  carbons  closer  together;  he 
also  noticed  (as  a  curious  fact)  that  a  little  cylindrical  pimple  of 
carbon  was  formed  in  the  middle  of  the  lower  carbon  electrode, 
as  shown  by  the  figure,  also  the  end  of  the  upper  carbon  tended 
to  spread  out  On  still  further  increasing  the  size  of  the  lower 
electrode,  it  was  found  necessary  to  bring  the  two  carbons  still 
closer  together,  in  order  to  maintain  the  continuity  of  the  arc ; 
the  little  cylindrical  pimple  then  became  much  smaller  in  size, 
and  the  end  of  the  upper  carbon  spread  out  still  more.  If,  now, 
the  lower  carbon  was  still  further  enlaiged,  so  that  it  had  a  sec- 
tional area  sixty-four  times  as  laige  as  that  of  the  upper  carbon. 


THE  WERDEBMANN  ELECTRIC  lAMP. 


305 


it  was  found  that  the  continaity  of  the  circuit  could  only  be 
maintained  by  keeping  the  two  carbons  in  actual  contact,  and 
further,  it  was  observed,  that  the  end  of  the  upper  carbon,  which 


'^  i 


Fig,  161. 

had  previously  tended  to  spread  out,  now  took  a  pointed  form. 
When  actual  contact  took  place  the  little  pimple  of  carbon  dis- 
appeared, and  a  brilliant  light  was  given  out  by  the  incandes- 
cent point 

Noa  5,  6,  and  7  of  Fig.  162  show  what  occurred  when  the 
larger  carbon  formed  the  positive  pole.     Under  these  conditions 
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the  end  of  the  small  electrode  became  heated  to  a  red  heat 
only,  while  a  small  portion  only  of  the  large  electrode  became 
heated  to  a  white  heat  by  the  passage  of  the  current ;  this  was 
also  the  case  when  the  upper  electrode  was  increased  in  size,  and 
the  two  carbons  had  to  be  approached  closer  together  in  order  to 
maintain  the  ara  When,  however,  the  upper  carbon  was  in- 
creased to  such  a  size  that  continuity  could  only  be  maintained 
by  actual  contact,  then  a  curious  change  took  place ;  the  upper 


BSD  nor.  COUL  WQHB  HOT. 

carbon  no  longer  glowed,  but  the  point  of  the  smaller  carbon, 
previously  only  red  hot,  now  became  white-hot,  and  assumed 
the  conditions  shown  by  Na  4  The  light  given  out  when  the 
larger  carbon  formed  the  positive  pole  was  found  to  be  not  quite 
so  great  as  when  it  formed  the  negative  pola  The  heat  being 
almost  entirely  confined  to  the  smaller  carbon,  the  larger  one 
was  not  consumed  to  any  appreciable  extent 
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During  tlie  whole  time  that  the  smaller  carbon  burns,  it  retains 
its  pointed  form,  and  a  small  electric  arc  is  plainly  visible  round 
the  points  of  contact  of  the  two  carbons.  The  greater  part  of 
the  light  given  out  is  produced  by  this  small  arc. 

la  accordance  with  the  foregoing  results,  Mr.  Werdermann 
constructs  his  lamps  in  the  following  manner: 

He  places  the  negative  electrode  uppermost,  giving  it  the  form 
of  a  sohd  disk  of  carbon,  about  two  inches  in  diameter  and  one 
inch  thick.  This  is  encircled  by  a  band  of  copper  ribbon  and 
prolonged  to  a  terminal  to  which  one  of  the  machine  wires  is 
attached.  The  lower  or  positive  carbon,  which  is  a  thin  round 
pencil,  one  tenth  of  an  inch  in  diameter,  is  placed  vertically 
beneath  the  negative  electrode,  in  a  tube  up  which  it  slidea 
This  tube  has  a  prolongation  of  thick  copper  divided  in  two 
parts,  and,  pressing  against  the  pencil  and  forming  contact  with 
it,  this  forms  the  other  terminal  of  the  lamp. 

The  lower  carbon  is  kept  in  contact  with  the  upper  one  by 
chains  attached  to  its  lower  extremity,  coming  up  over  pulleys 
and  down  again  to  a  counterbalance  weight,  which  always  keeps 
the  point  of  the  pencil  in  gentle  contact  with  the  disk  as  the 
former  gradually  burns  away. 

By  referring  to  the  sketch,  Fig.  161,  the  general  idea  of  the 
lamp  will  be  seen  .at  a  glanca  a  is  the  negative  carbon,  b  is  the 
pencil  sliding  in  the  tube,  c,  and  gripped  at  the  top  of  the  tube, 
by  the  split  contact  piece,  the  pressure  of  which  is  regulated  by 
the  spring,  cL  The  conductors,  e,  form  part  of  the  lamp  post 
having  terminals  at  the  bottom,  and  one  is  connected  to  the  tube, 
the  other,  by  means  of  the  semicircular  piece  of  metal,  /  to  the 
upper  carbon ;  /  is  hinged  for  the  purpose  of  moving  away  the 
negative  disk  when  a  globe  is  to  be  put  on  the  lamp. 

The  tube  is  shown  in  perspective  for  the  sake  of  greater 
clearness. 

Figure  168  shows  the  connections  of  ten  lamps  supplied  from 
a  Onunme  machinei 

The  thick  wires  +  and  —  are  the  cables  connecting  the  lamps 
with  the  Chramme  machine,  the  first  lamp  on  the  positive  being 
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the  last  on  the  negative.  The  spirals,  a,  are  equal  resistances 
placed  in  the  circuit  of  each  lamp  for  the  purpose  of  rendering 
any  variation  in  the  contact  or  pressure  of  the  two  carbons  less 
appreciable  to  the  passage  of  the  branch  currents. 

The  resistance  of  the  large  lamp  is  rather  less  than  that  of 
the  small  ones.  In  the  10  small  lamps  the  carbon  pencils  bum 
away  at  the  rate  of  about  2  inches  per  hour. 

The  average  resistance  of  each  small  lamp,  including  the 
extra  resistance,  a,  is  0.392  ohm ;  6  lights  parallel  is  .076  ohm  ; 
10  lights,  parallel,  as  exhibited,  is  0.037  ohm. 

The  large  lamps,  having  pencils  ol  4J  mm.  diameter,  bum 
from  2^  to  3  inches  per  hour. 


Fig,  163. 

The  carbons  are  manufactured  in  Paris  in  lengths  of  about  one 
yard,  and  at  a  cost  of  about  20  cents  per  yard,  which  length 
would  keep  up  a  light  for  12  hours. 

The  negative  disks  are  of  ordinary  battery  carbon,  and  the 
weight  required  to  keep  carbons  in  contact  is  about  IJ  Ibsw 

The  length  of  carbon  protruding  from  the  tube  and  made 
incandescent,  is  f  of  an  inch,  but  this  length  can  be  varied  at 
pleasure.  However  many  lights  may  be  put  in  circuit  the  ex- 
tinction of  one  or  more  will  not  affect  the  rest,  a  switch  arrange- 
ment attached  to  each  lamp  effecting  all  that  is  required  for  the 
regulation  of  the  current 

Then  again,  by  this  system,  all  the  lamps  are  lighted  simul- 
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taneonslj,  and  can  all  be  as  i-eadily  extinguished,  and  again  re- 
lighted 

Two  tall  lamps  for  outdoor  lighting,  connected  in  parallel 
circuit,  give  a  light  estimated  at  860  candles  each. 

The  lamps  have  no  globes,  and  the  lights  are  wonderfully 
clear,  of  a  pure  color,  and  perfectly  free  from  the  blue  or  purple 
rays  so  often  seen  in  the  electric  arc,  and  are  remarkable  for 
steadiness  of  burning,  there  being  an  entire  absence  of  any  jump- 
ing or  flickering. 

The  ten  small  lamps  were  estimated  to  give  about  40  candles 
each ;  each  one  burned  with  the  same  brilliancy  and  steadiness. 

In  regard  to  the  strength  of  this  light,  one  object  of  the 
inventor  is  to  moderate  the  intensity,  so  as  to  avoid  having  any  of 
the  illuminating  power  reduced  by  covering  the  lamps  with  opal 
or  ground  glass  globes,  as  in  other  systems.  The  two  large 
lamps  did  not  dazzle  the  eyes,  there  being  no  change  of  color 
and  no  jumping,  so  it  is,  therefore,  the  intention  of  Mr.  Werder- 
mann  to  use  ordinary  glass  globes,  so  that  scarcely  any  loss  of 
light  will  be  incurred. 

To  some  questions  put  to  him  by  a  gas  engineer,  Mr,  Werder- 
mann  aptly  compared  the  quantity  of  current  with  the  quantity 
of  a  gas  holder,  and  the  electro-motive  force  of  the  current  to  the 
pressure  of  gas.  For  instance,  if  a  gas  holder  held  sufficient 
gas,  and  had  enough  pressure  to  supply  100  burners,  it  would 
be  necessary  to  increase  the  quantity  and  pressure  of  the  gas  to 
equally  light  200  jets.  It  is  the  same  with  the  electric  light  If 
with  one  machine  of  given  quantity  and  electro-motive  force, 
100  hgbts  can  be  produced,  then  if  200  lights  are  required,  we 
must  have  a  machine  with  a  greater  quantity  of  current  (cor- 
responding to  the  capacity  of  the  gas  holder),  and  with  greater 
electro-motive  force  to  carry  the  lights  further  away  (answering 
to  the  pressure  of  gas). 

The  Werdermann  electric  lamp  has  recently  been  brought  out 
in  a  new  form  at  Paris  by  its  inventor,  and  one  which  is  a  great 
improvement  on  the  original  model.  In  the  new  form  (Figure 
164),  the  inventor  has  endeavored  to  regulate  the  pressure  of 
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the  lateral  contact  on  the  carbon  rod  according  to  the  pressure 
that  the  latter  exerts  on  the  upper  disk.  To  this  end  the  upper 
carbon  disk  is  placed  on  a  beam,  the  equilibrium  of  which  is 
regulated  by  a  screw  weight  This  beam  carries  a  small  arm 
placed  in  the  interior  of  the  globe,  and  which  exerts  on  the 


Fig,  164. 

movable  lateral  contact  of  the  carbon  a  pressure  which  is  so 
much  the  greater  in  proportion  as  that  of  the  vertical  carbon 
increases.  This  pressure  retards  the  upward  movement  of  the 
carbon  rod.  We  have  here,  then,  a  sort  of  brake,  the  equi- 
librium of  which  depends  on  the  way  in  which  the  regulation 
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has  been  effected  beforehand  by  means  of  the  counterpoisa 
In  measure  as  the  carbon  wastes  away,  the  lateral  contact 
loosens  a  little,  and  allows  the  carbon  rod  to  move  upward. 
In  this  arrangement,  which  permits  of  very  light  contacts  be- 
tween the  rod  and  the  disk,  there  is  never  any  breaking  of  the 
point,  but  there  is  a  regular  wear,  and  consequently  a  great 
steadiness  of  the  light 

As  several  lamps  are  mounted  in  tension  in  the  same  circuit, 
if  one  of  them  should  be  extinguished,  it  is  necessary  that  it 


ng.  166.  Fig.  166. 

should  be  at  once  thrown  out  of  the  circuit  to  prevent  the  ex- 
tinguishment of  the  rest  This  result  is  obtained  by  the  same 
lever  which  serves  to  press  on  the  lateral  contact.  When  the  rod 
is  no  longer  resting  against  the  disk,  the  latter  descends,  and  the 
lever  strikes  against  a  metallic  catch,  which  establishes  a  direct 
communication,  and  throws  the  lamp  out  of  the  circuit  At  a 
recent  experiment  at  the  Paris  Opera  House,  twelve  of  these 
lamps,  slightly  modified  for  the  occasion,  were  grouped  on  four 
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lusters,  and  were  supplied  by  two  Gramme  machines,  each 
having  in  its  circuit  six  lamps  mounted  in  tension.  In  the 
absence  of  photometric  measurements,  it  is  at  present  impossible 
to  give  an  opinion  as  to  the  economic  value  of  the  lamp  under 
consideration,  and  unfortunately  the  want  of  just  such  data  is 
too  frequent  at  a  time  when  with  every  invention  is  connected 
the  question  of  dollars  and  cents.  Mr.  Werdermann  proposes 
to  apply  his  apparatus  to  domestic  lighting.  Figure  165  repre- 
sents a  wall  lamp,  and  Figure  166  a  hanging  lamp,  which  show 
how  the  apparatus  may  be  constructed  for  decorative  purposes, 


Fig,  167. 


although  these  particular  forms  leave  much  to  be  desired  from 
an  artistic  point  of  view. 

THE  REYNIER  ELKCTRIO  LAMP. 

The  Beynier  lamp  may  be  considered  an  intermediate  system 
between  the  voltaic  arc  and  the  incandescent  light  in  a  vacuum. 
The  light  furnished  by  this  lamp  is  white,  and  more  powerful 
than  the  incandescent.  Some  improvements  have  lately  been 
eflected  in  this  lamp,  which  was  patented  in  1878.  Figures  167 
and  168  will  illustrate  the  principle  and  form  of  the  original 
lamp,  which  may  be  briefly  described  as  follows :  If  a  small 
carbon  pencil  is  pressed  laterally,  by  an  elastic  contact,  and 
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pushed  forward,  following  its  axis  on  a  fixed  contact,  and  is 
traversed  between  these  two  contacts  by  a  powerful  current,  it 


mT 
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will  become  incandescent  in  that  part,  and  will  bum  and  grow 
thinner  towards  the  end.  The  objections  to  these  lamps  are : 
the  contacts  make  too  much  shadow,  derive  a  certain  degree  of 
heat  by  conductibility,  and  the  action  of  the  lateral  contact  is 
very  delicate. 

The  elevation  of  the  temperature,  at  the  point  arising  from  the 
imperfect  contact,  Mr.  Eeynier  believes  he  can  make  use  of  in  an 


F^.  169. 


Hg.  170. 


Fig.  171. 


incandescent  lamp  in  vacuum,  by  making  a  grapliite  conductor 
in  several  parallel  horizontal  parts,  or  slices  (figure  169)  and 
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Fig,  177. 


the  points  are  facing  each  other  and  the 
pencils  are  brought  together  to  touch  at 
one  point  The  points  being  free,  they  can 
rest  upon  two  contacts,  A  and  B  (figure 
175),  and  thus  obtain  an  incandescent  sys- 
tem in  which  the  electric  current  traverses 
successively,  in  the  opposite  direction,  the 
two  pointed  ends  passing  from  one  to  the 
other  by  their  lateral  mutual  contact 

To  maintain  the  parts  in  this  condition, 
notwithstanding  the  combustion  of  the 
points,  it  is  necessary  to  continuously  impel 
the  carbons  in  a  longitudinal  direction,  and 
to  give  to  the  supporting  contacts  a  suitable 
obliquity  (figure  176)  ;  the  rods  ought  also 
to  be  guided  in  their  common  plana  Under 
these  conditions,  the  pointed  form  is  main- 
tained; the  carbons  continue  to  impinge 
upon  their  respective  contacts,  and  to 
touch  each  other  at  a  certain  distance  above 
the  points.  Figure  177  represents  one 
practical  form  given  to  the  apparatus. 
The  carbons,  A  and  B,  are  respectively  im- 
pelled by  weights,  P  and  Q,  sliding  upon 
two  metallic  guides,  C  and  D.  The  oblique 
contacts,  E,  F,  are  two  sheets  of  copper, 
fixed  upon  bronze  arcs,  G,  H.  Two  pairs 
of  insulated  clamps,  I  and  J,  connect  the  two 
halves  of  the  lamp ;  the  first  pair  is  of  wood, 
the  second  is  of  slate,  and  forms  a  slot,  which 
guides  the  two  carbons  in  their  common 
plane 

The  weights,  P  and  Q,  are  insulated  from 
the  carbons  which  they  impel,  by  ivory 
caps,  r  and  5. 

The  electric  current,  entering  by  the  ter- 
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minal  E,  follows  the  brass  guide,  C,  the  bend,  G,  the  contact, 
E,  goes  up  the  pointed  extremity  of  the  carbon,  A,  passes  over 
the  contact,  x,  descends  by  the  carbon  end,  B,  and  follows  the 
contact,  F,  the  bend.  A,  and  the  guide,  D,  to  the  terminal,  L. 

The  two  extreme  contacts  make  little  shadow;  the  middle 
contact  causes  on  loss  of  heat  or  light,  and  usefully  increases 
the  total  resistance  of  the  lamp. 

This  combination  of  the  two  incandescent  points,  close  to- 
gether, and  the  three  neighboring  contacts,  produces  a  concen- 
tration of  heat  that  favors  the  luminous  power.  The  light  has 
great  fixity,  comparable  to  that  of  the  vacuum  incandescent 
lamp,  and  is  whiter ;  analogous  to  that  of  the  arc,  while  it  is 
free  from  its  troublesome  variations  of  color  and  constancy. 

The  lamp  is  worked  with  pretty  intense  currents — 80  to  40 
amperes — ^but  requires  only  a  small  electro-motive  power — 8  to  10 
volts.  A  small  number  of  accumulators,  or  large  surface  piles, 
will,  therefore,  be  suflBcient  to  supply  such  a  lamp.  More  ex- 
tended experiments  will  enable  us  to  form  a  more  decided 
opinion  as  to  the  merits  of  the  system,  which,  it  is  claimed,  will 
be  superior  to  the  weaker  arc  lights. 

S0LIGNAC*S  NEW  ELECTRIC  LAMP. 

When  it  becomes  a  question  of  practical  lighting,  it  is  very 
certain  that  the  best  electric  lamp  will  be  the  one  that  is  most 
simple  and  requires  the  fewest  mechanical  parts.  It  is  to  such 
simplicity  that  is  due  all  the  success  of  the  JablochkoflE  candle 
and  the  Reynier-Werdermann  lamp.  Yet,  in  the  former  of 
these  lamps,  it  is  to  be  regretted  that  the  somewhat  great  and 
variable  resistance  opposed  to  the  current  in  its  passage  through 
two  carbons  that  keep  diminishing  in  length,  in  measure  as  they 
bum,  proves  a  cause  of  loss  of  light  and  of  variation  in  it  And 
it  is  also  to  be  regretted  that  the  duration  of  combustion  of  the 
carbons  is  not  longer ;  and,  finally,  it  is  allowable  to  believe  that 
the  power  employed  in  volatilizing  the  insulator  placed  between 
the  carbons  is  prejudicial  to  the  economical  use  of  this  system. 
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In  order  to  obviate  this  latter  inconvenience,  an  endeavor  has 
been  made  in  the  Wilde  candle  to  do  away  with  the  insulator, 
but  the  results  obtained  have  scarcely  been  encouraging.  An 
endeavor  has  also  been  made  to  render  the  duration  of  the 
carbons  greater  by  employing  quite  long  ones,  and  causing  these 
to  move  forward  successively  throngh  the  intermedium  of  a 
species  of  rollers,  or  of  counterpoises,  as  in  the  lamps  of  Mer- 
sanne  and  Werdermann;  but  then  the  system  becomes  more 
complicated.  Finally,  in  order  to  keep  the  resistance  of  the 
carbons  at  a  minimum  and  constant,  their  contact  with  the 
rheophores  of  the  circuit  has  been  established  at  a  short  distance 
from  the  arc,  and  this  is  one  of  the  principal  advantages  pos- 
sessed by  the  Reynier- Werdermann  system.  At  one  time 
it  was  thought  that  the  problem  might  be  simply  solved  by 
arranging  in  front  of  each  other  two  carbons  actuated  by  a  spiral 
spring,  as  in  car  lamps,  and  kept  at  a  proper  distance  apart  for 
forming  the  electric  arc  by  two  funnel-shaped  pieces  of  calcined 
magnesia,  into  which  they  entered  like  a  wedge  in  measure  as 
their  conical  point  wore  away  through  combustion.  This  was 
the  system  of  Mr.  De  Baillehache,  and  the  trials  that  were  made 
therewith  were  very  satisfactory.  But,  unfortunately,  the  mag- 
nesia was  not  able  to  resist  very  long  the  temperature  to  which 
it  was  submitted.  The  problem  found  a  better  solution  in  the 
sun  lamp,  but  has  been  solved  in  another  manner,  and  just  as 
simply,  by  Mr.  Solignac,  and  the  results  obtained  by  him  have 
been  very  satisfactory  as  regarded  from  the  standpoint  of  steadi- 
ness of  the  luminous  point 

In  this  system,  a  general  view  of  which  is  giveq  in  Fig.  178, 
and  the  details  in  Figs.  179  and  180,  the  carbons,  F  F, 
which  are  horizontal  and  about  18  inches  in  length,  are  thrust 
toward  each  other  by  two  barrels,  K,  K,  which  wind  up  two 
chains,  E,  E,  passing  around  the  pulleys,  D,  D,  fitted  to  the  ex- 
tremities of  the  carbons.  These  latter  are  provided  beneath  with 
small  glass  rods,  G-,  G,  whose  extremities  toward  the  arc  abut  at 
a  short  distance  from  the  latter  against  a  nickel  stop,  L  (Fig. 
L80),  which  supports  them,  moreover,  atM,  by  means  of  a  tappet, 
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whose  position  is  regulated  by  a  screw.  The  current  is  trans- 
mitted to  the  carbons  by  two  friction  rollers,  I  I,  which  serve 
at  the  same  time  as  a  guide  for  them,  and  which  give  the  electric 
flux  a  passage  of  only  one  third  of  an  inch  over  the  front  of  the 
carbon  to  form  the  ara  Finally,  the  whole  is  held  by  a  support, 
A,  and  two  pieces,  C  B,  C  B,  which  at  the  same  time  lead  the 
current  to  the  friction  rollers  through  projections,  J.  The  two 
systems  are  made  to  approach  or  recede  from  each  other,  in 
order  to  form  the  arc,  by  means  of  a  regulating  screw,  H. 

At  present,  the  lighting  of  these  lamps  is  effected  by  means  of 
this  screw,  H,  but  Mr.  Solignac  is  now  constructing  a  model  in 
which  the  lighting  will  be  performed  automatically  by  means  of 


Fig.  178. 

a  solenoid  that  will  react  upon  a  carbon  lighter,  as  in  several 
already  well  known  systems. 

It  will  be  seen  that  the  carbons  are  arrested  in  their  move- 
ment toward  each  other  only  by  the  glass  rods,  Q-,  abutting 
against  L ;  4)ut,  as  the  stops,  L,  are  not  far  from  the  arc,  and  as 
the  heat  to  which  they  are  exposed  is  so  much  the  greater  in 
proportion  as  the  incandescent  part  of  the  carbons  is  nearer 
them,  it  results  that  for  a  certain  elongation  of  the  arc  the  tem- 
perature becomes  suflScient  to  soften  the  glass  of  the  rods,  G,  Q-, 
so  that  they  bend  as  shown  at  O  (Fig.  180),  and  allow  the 
carbons  to  move  onward  until  the  heat  has  sufficiently  dimin- 
ished to  prevent  any  further  softening  of  the  glass.  In  measure 
as  the  wearing  away  progresses,  the  preceding  effects  are  repro- 
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duced ;  and,  as  these  are  produced  in  an  imperceptible  and  con- 
tinuous manner,  no  jumping  nor  inconstancy  in  the  light  of 
the  arc  is  perceived.  Under  such  conditions,  then,  the  r^u- 
lation  of  the  arc  is  effected  under  the  very  influence  of  the  effect 
produced ;  and  not  under  that  of  an  action  of  a  different  nature 


(electro-magnetism),  as  happens  in  other  regulators.  It  is  certain 
that  this  idea  is  new  and  original,  and  the  results  have  been  very 
satisfactory.  There  is  but  one  regulation  to  perform,  and  that 
at  the  beginning,  but  this  once  done  the  apparatus  operates  with 
certainty,  and  for  a  long  time.    With  a  Meritens  machine  of  the 
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first  model  it  has  been  found  possible  to  light  five  lamps  of  this 
kind  placed  in  the  same  circuit 

According  to  the  inventor,  this  lamp  will  give  a  light  of  100 
carcels  with  one  horse  power,  and  with  three  horse  power  six 
lamps  may  be  lighted. 
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The  cost  of  the  glass  rods  is  one  cent  per  foot  They  can, 
then,  be  considered  only  as  an  insignificant  expense  in  the  cost 
of  the  carbons.  We  consequently  believe  that  it  will  be  pos- 
sible to  employ  this  system  advantageously  in  practice^ 

THE  MONDOS  ELECTRIC  LAKP. 

Since  the  month  of  May,  1882,  the  concerts  at  the  Champs 
Elysfes  in  Paris  have  been  lighted  by  sixteen  voltaic  arc  lamps 
on  a  new  and  very  simple  system,  which  gives  excellent  results 
in  the  installation  under  consideration.  The  sixteen  lamps  are 
on  the  divisible  system,  and  their  regulation  is  based  upon  the 
principle  of  derivation.  They  are  supplied  by  a  Siemens  alter- 
nating current  machine  and  arranged  in  four  circuits,  on  each  of 
which  are  mounted  four  lamps  in  series.  Figures  181  and  182 
will  enable  the  reader  to  readily  understand  the  system,  which  is 
as  simple  as  it  is  ingenious,  and  which  has  been  arranged  by 
Mr.  Mondos  so  as  to  obtain  a  continuous  and  independent  regu- 
lation of  each  lamp. 

In  this  system  the  lower  carbon  is  stationary,  the  luminous 
point  descending  in  measure  as  the  carbons  wear  away  through 
combustion.  The  upper  carbon  descends  imperceptibly  by  its 
own  weight,  so  as  to  keep  the  arc  at  its  normal  length. 

The  mechanism  that  controls  the  motions  of  the  upper  rod 
that  supports  the  carbon  holder  consists  of  two  bobbins  of  fine 
wire,  E  (Kg.  182),  mounted  on  a  derived  circuit  on  the  terminals 
of  the  lamp ;  of  a  lever,  L,  articulated  at  O,  and  supporting  a 
tube,  TT',  and  the  whole  movable  part  balanced  by  a  counter- 
poise, P.  This  lever,  P,  carries  two  soft  iron  cores,  F,  which 
enter  the  bobbins,  E,  and  become  magnetized  under  the  in- 
fluence of  the  current  that  passes  through  them.  The  upper 
part  of  the  tube,  T,  carries  a  square  upon  which  is  articulated  at 
0'  a  second  lever,  L',  balanced  by  a  second  counterpoise,  P',  and 
carrying  a  fiat  armature,  p,  opposite  the  cores,  F,  that  are  fixed 
to  the  first  horizontal  lever,  L.  The  carbon  holder  rod,  CC, 
slides  freely  in  tube,  TT\  and  is  wedged  therein  by  a  small 
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piece,  ami  fixed  to  the  lever,  L'.  For  this  reason  the  tube, 
TT',  is  provided  with  a  notch  opposite  the  piece  ami,  and  the 
two  arms,  a  and  m,  of  the  latter  are  shaped  like  a  Y,  as  may  be 
seen  in  part  in  the  plan  in  Fig.  182.     It  is  now  easy  to  nnder- 


Fig,  181. 


stand  how  the  system  operates  ;  when  the  current  is  not  traversing 
the  circuit,  the  carbons  are  separated ;  but,  at  the  moment  the 
circuit  is  closed  for  lighting  a  series  of  lamps,  it  traverses  the 
electro-magnet,  which  then  becomes  very  powerful,  and  draws 
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down  the  cores,  F,  along  with  the  lever,  L,  the  tube,  TT',  and 
the  carbon  holder,  CC,  and  brings  the  carbons  in  contact  The 
arc  then  forms,  and  the  current  divides  between  the  arc  and  the 
bobbins,  K  Its  action  upon  the  cores,  F,  becomes  weak,  and  it 
can  no  longer  balance  the  counterpoise,  P,  which  falls  back,  and 
raises  the  system  again.  The  arc  thus  becomes  primed.  The 
cores,  F,  however,  preserve  a  certain  amount  of  magnetization ; 
the  armature,  jp,  is  attracted,  and  the  lever,  U,  assumes  a  position 
of  equilibrium  such  that  the  piece,  am/,  wedges  the  rod,  CC, 
in  the  tube,  TT',  and  holds  it  suspended.     When,  through  wear 
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of  the  carbons,  the  arc  elongates,  a  greater  portion  of  the  current 
passes  into  the  bobbins,  E,  the  armature,  p,  is  attracted  with  more 
force,  and  the  lever,  U,  swings  around  the  point,  0'.  The  rota- 
tion of  L'  separates  the  piece,  amij  from  the  rod,  CC,  which, 
bemg  thus  set  free,  slides  by  its  own  weight  and  shortens  the 
arci  The  current  then  becomes  weak  in  E,  the  armature,  j?,  is 
not  80  strongly  attracted,  the  lever,  L',  pivots  slightly  around  0' 
under  the  action  of  the  weight,  P^,  and  the  brake  or  wedge  enters 
the  notch  anew,  and  stops  the  descent  of  the  carbon.  In  prac- 
tice, the  motions  that  we  have  just  described  are  exceedingly 
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slight ;  the  carbon  moves  imperceptibly,  and  the  length  of  the 
arc  remains  invariable. 

It  will  be  seen,  then,  that  the  lever,  L,  and  the  tube,  TT', 
serve  exclusively  for  lighting,  and  the  lever,  L',  exclusively  for 
regulating  the  distance  of  the  carbons. 

This  lamp  exhibits  great  elasticity,  and  can  operate,  without  a 
change  of  any  part  of  its  mechanism,  with  currents  of  very 
different  intensities.  It  suffices  for  obtaining  a  proper  working 
of  the  apparatus  in  each  case,  to  regulate  the  distance  from  the 
weight,  P',  to  the  point  of  suspension,  0',  and  the  distance  from 
the  armature,  p,  to  the  cores,  F.  At  the  Champs  Elys^  con- 
certs the  lamps  are  operating  with  alternating  currents ;  but  they 
are  capable  of  operating  with  continuous  ones  also,  although  the 
slight  tremor  of  the  electro-magnetic  system,  due  to  the  use  of 
alternating  currents,  and,  as  a  consequence  of  rapid  changes  of 
magnetization,  seems  in  principle  very  favorable  to  systems  in 
which  the  descent  of  the  carbon  is  based  upon  friction  instead  of 
a  clutch.  At  the  Champs  Elys&s  concerts  the  lamps  bum  car- 
bons of  4  to  5  inches,  with  a  current  of  9  to  10  amperes,  and  an 
eflfective  electro-motive  power  of  60  volts  per  lamp.  The  light 
is  very  steady,  and  the  eflEect  produced  ia  most  satisfactory.  The 
dispensing  with  all  clock  work  movement  and  r^fulating  springs 
makes  this  electric  lamp  of  Mr.  Mondos  a  simple  and  plain 
apparatus,  capable  of  numerous  applications  in  the  industries,  in 
wide,  open  spaces,  in  all  cases  where  foci  of  medium  intensity 
have  to  be  employed,  and  where  it  is  desired  to  arrange  several 
lamps  in  the  same  circuit 

THE  FILSEN  ELECTRIC  LIGHT  ARC  LAMP. 

The  Pilsen  Electric  Light  Arc  Lamp  is  the  invention  of  two 
Austrian  engineers,  Messrs.  Ludwig  Piette  and  Franz  Krizik, 
and  is  so  called  owing  to  the  difficulty  of  correctly  pronouncing 
the  names  of  the  inventors,  Pilsen  being  the  name  of  the  town 
where  the  lamp  was  invented. 

The  special  and  novel  feature  of  this  lamp  is  the  use  and 
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action  of  a  biconical  or  spindle-shaped  iron  core  when  suspended 
between,  and  partly  through,  the  interiors  of  two  magnetic 
solenoids,  placed  one  above  the  other,  through  which  an  electri- 
cal current  is  passing.     When  so  used,  such  a  core  has  no  posi- 


^i 


Fig.  183. 


Fig.  184. 


tive  or  balanced  position,  and  can  be  moved,  and  will  remain  in 
any  dcw  position. 

When  a  cylindrical  iron  core  of  the  ordinary  form  is  placed 
inside  a  solenoid  coil,  and  an  electrical  current  is  sent  through 
that  coil,  the  iron  core  takes  up  a  positive  and  balanced  position 
in  the  coil,  and,  as  is  well  known,  when  moved  out  of  that  posi- 
tion, always  tries  to  regain  it  With  two  coils,  M  and  S,  placed 
one  above  the  other  (Fig.  188),  the  cylindrical  core,  C,  will  take 
np  a  position  between  the  two,  exactly  in  proportion  to  the 
magnetic  power  of  each;  any  alteration  of  the  current  passing 
through  either  coil  wUl  disturb  the  balance,  and  cause  the  iron 
core  to  move  up  or  down,  and  upon  the  balance  being  restored 
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the  core  will  return  to  its  former  position.  The  limit  of  such 
movement,  however,  is,  in  practice,  soon  reached ;  whilst  the  use 
of  a  cylindrical  core  necessitates  clockwork  gearing  and  releasing 
apparatus  of  a  complicated  nature,  as  instanced  in  the  applica- 
tion of  that  system  in  Messrs.  Siemens'  differential  electric  light 
lamp,  and  others  of  that  type. 

In  the  Pilsen  Lamp,  on  the  other  hand,  the  double-coned  iron 
core,  within^  the  limit  of  half  its  length,  is  not  so  aflEected  by 
moving,  and  has  no  such  balanced  position ;  and  thus  it  has  a 
very  long  extent  of  movement,  which  is  utilized  directly  to  feed 
the  carbons  in  an  electric  light  lamp,  and  so  avoids  the  use  of 
complicated  mechanism.    ^ 


I\g,  18t. 


Itg.  188. 


Fig.  189. 


Ilg.  190. 


Fig.  191. 


Fig.  184  shows  the  double-coned  iron  core,  C,  in  a  similar 
position,  between  the  two  coils,  M  and  S,  to  that  of  the  cylindri- 
cal core  in  Fig.  183.  Fig.  185  shows  the  core  half  way  between 
the  two  coils.  Fig.  186  shows  the  core  in  the  reverse  position 
to  Fig.  184  In  each  and  all  of  these  positions,  and  in  any 
intermediate  position,  the  action  upon  the  coned  iron  core  is  the 
same,  and  it  has  no  tendency  to  move  up  or  down. 

Figs.  187, 188,  189, 190  and  191,  show  different  forms  of  core, 
all  or  any  of  which  have  the  same  peculiar  property  as  the 
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double-ooned  core,  all  being  made  with  the  greatest  mass  of 
metal  in  the  middle,  and  gradually  tapering  or  decreasing  to 
almost  nothing  at  their  ends,  the  biconical  core,  however,  being 
the  best  of  all. 

The  action  of  the  Pilsen  lamp  with  the  coned  core  is  the  same 
when  placed  in  a  horizontal,  or  any  position. 

The  uniform  action  of  this  peculiar  shaped  iron  core  is  due  to 
the  equal  and  opposite  magnetic  effect  which  appears  as  the  re- 
sult from  the  decrease  of  the  mass  of  iron  in  one  solenoid  being 
compensated  for  by  the  increase  of  its  magnetic  action,  and  vice 
venctj  and  it  is  this  most  interesting  feature  which  constitutes 
the  principal  novelty  in  the  Pilsen  lamp. 

Figure  192  of  the  diagrams  shows  a  simple  application  of  the 
biconical  iron  core  and  double  coils.  The  top  coil,  M,  is  in  the 
main  circuit,  the  positive  wire  after  passing  round  this  coil  being 
connected  to  the  contact  guide  roller,  r,  and  from  thence  through 
the  frame  and  tube  to  the  top  electrode,  and  so  through  the  arc 
to  the  negative  wire,  which  is  directly  attached  to  the  bottom  car- 
bon. One  end  of  the  shunt  coil,  M^,  of  fine  wire  and  high  resist- 
ance, is  connected  to  the  wire  M  at  the  terminal  at  top,  the  other 
end  of  the  shunt  coil  being  connected  to  the  bottom  carbon- 
holder;  the  iron  core  is  fixed  inside  a  brass  tube,  which  again 
slides  inside  another  brass  tube,  round  which  the  coils,  M  and 
M*,  are  wound,  the  iron  core  being  counterbalanced  by  the 
weight,  W,  suspended  from  a  cord  passing  over  the  roller,  R,  so 
that  the  core  is  free  to  move  up  or  down  to  any  position.  The 
two  coils,  M  and  M^,  are  so  regulated  that,  when  the  arc  formed 
at  the  carbons  is  of  exactly  the  proper  length,  usually  two 
millimetres,  the  action  of  the  coils  upon  the  core  is  exactly  bal- 
anced. Any  alteration  in  the  resistance  of  the  circuits  by  in- 
crease of  the  length  of  the  voltaic  arc  disturbs  this  balance,  and 
the  iron  core  with  the  top  carbon  attached  descends  and  again 
restores  the  balance^  and  remakes  the  size  of  the  arc  to  the  pre- 
determined length.  This  lamp  is  essentially  an  2lectrical  lamp, 
as  contrasted  with  mechanically  regulated  lamps,  and  as  made  is 
extremely  simple. 


^.192. 


i^.  194. 
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The  theoretical  examination  of  this  combination  of  biconical 
core  and  two  solenoid  coils  confirms  its  practical  action.  The 
following  examination  and  formulae  are  taken  from  the  Zeits- 
chrififur  Angewandte  EUktricitdislehre^  No.  12,  1881  (see  figure 
192.) 

Let  S  represent  the  pull  of  the  main  coil,  M, 
and  S^  that  of  the  shunt  coil,  M^. 

R  the  force  pulling  the  carbons  together,  allowing  for 
the  resistance  of  friction  caused  by  the  movement 

The  weight  of  the  core  being  counterbalanced  as  before  men- 
tioned, the  inertia  of  movement  is  the  same  in  any  position. 

Let  J  represent  the  current  passing  in  the  main  circuit, 
and  J^  the  current  passing  through  the  coil  M. 

J*  the  current  passing  through  the  coil  M^, 
and  o  —  the  resistance  of  M. 
,     a  —  the  resistance  of  M*, 

y  —  the  resistance  of  the  carbons,  and 

X  —  that  of  the  light 

It  Is  to  be  calculated  what  function  x  is  of  the  other  variables. 

The  following  formulae  have  been  determined : — 

S   =AJi      .        .        .        .        1. 
and  SI  =  B  J«      .        ,        .        ,        2. 

^  and  B  being  constants  of  the  functions  of  the  magnetic  move- 
^^»»ts  of  the  coils. 

^*i«her,  J  =  jx  +  J«         .        .  8. 

Ji  a  ± 

•        •        •        ^» 
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from  3  and  4  follow 


i^'^  +  y 


j»  = 


a 


1+       '^ 


x-\-y 
S  —  S»  +  R  =  0      .        .  7. 

If  we  substitute  the  values  found  as  above  for  S,  S*  and  J,  J'  in 
the  examples  1,  2,  5,  6,  into  and  for  7,  the  result  would  be 

A ^-B 4-  R=o- 


Erom  this 


B L_4.K=a 


a  a:  +  y 

After  that, 

Further, 

K  we  put 

then  a;  =  —  y  —  a. 
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This  result  is  of  no  value,  being  negative,  for  x  can  have  a  posi- 
tive value  only.     We,  therefore,  put 

B  Ti 

A--  (x  +  y)  +^  (o  +  a;  -I-  y)  =  0 


then 


(»+^)(-,^  +  5)+A+?=. 


then  X  +  y  =  - — . 


a  J    a 

and  x  =  a  ^  ^  +  '^ 

BJ-R 8. ' 

The  right  side  of  example  8  contains  the  two  variable 
elements  J  and  y,  and  the  resistance  x  of  the  arc  in  that  case 
depends  upon  the  current  flowing.  If  we  puty=o,  viz.,  when 
the  carbons  are  all  burned,  then  x  will  be  increased  in  value  by 
the  elimination  of  the  resistance  of  y,  and  most  probably  the 
length  of  the  arc  would  be  increased  a  little.  The  correction  for 
this  is  made  by  altering  the  true  cone  of  the  core  a  little  only,  so 
that,  in  fact,  examples  1  and  2  are  not  quite  correct  The 
powers  of  S,  S^  are  also  by  this  alteration  made  partly  depend- 
ing upon  the  position  of  the  core. 

We  can  therefore  describe  example  8  as 

a;=a^LJltK     ....         8a. 
B    J  —  R 

We  have  still  to  eliminate  the  variable  element  J  from  the 
right  side.  We  know  from  practical  test  of  the  friction  of  the 
wheel  R  that  this  variable  element  can  only  possess  small  value 
when  the  lamp  is  otherwise  well  constructed  and  worked :  from 
this  it  is  to  be  seen  that  the  alteration  of  the  current  passing,  and 
the  friction,  cannot  have  much  effect  upon  the  arc,  still  we  can 
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eliminate  it  altogether  by  making  B  equal  to  nought,  that  is,  by 
making  W  equal  to  the  weight  of  the  iron  core  minus  the  fric- 
tion-resisting motion.     After  that  equation  8a  becomes 

a:—^^  .  ...  81k 

X  is  therefore  nearly  absolutely  constant 

The  weights  of  the  carbons  during  each  stage  of  their  burning 
are  the  same,  through  their  shortening  proportionally,  and  the 
attendant  changing  of  resistance  being  compensated  by  the 
alteration  of  the  iron  core,  which  is  very  carefully  attended  to 
(we  call  special  attention  to  this  so  as  to  avoid  any  mistake),  the 
length  of  arc  of  such  a  lamp  would  therefore  be  constant  The 
arc  length  of  a  lamp  of  which  x  possesses  a  constant  value  is  a 
function  of  the  strength  of  the  current :  the  length  of  the  arc  is 
of  course  altered  by  diflferent  carbons,  we  therefore  either  com- 
pensate their  varying  resistances  or  use  one  description  only. 

The  example  8b  can  in  practice  be  very  well  used :  -^  re- 
presents, for  instance,  the  loss  of  current  through  the  shunt  circuit ; 
—  therefore  must  be  as  small  as  possible.  A  good  proportion  is 
0.04,  now  the  resistance  of  the  light 

With  good  strong  light,  each  =  0.5  to  1.0  ohms. 

"  medium =  1.0  to  2.0  ohms. 

"  less. =  2.0  to  S.0  ohms. 

"  dividing =8.0  to  5.0  ohms. 

As  an  example,  let  it  be  —  =  0.04  and  «,  4  ohms,  a  there- 
fore =  100  ohm& 

Further,  we  can,  as  nearly  as  possible,  for  practical  purposes, 
say  ^  =  —  if  m  and  n  represent  the  number  of  turns  on  the 
wire  spools. 
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If  a  is  rightly  given  above  in  the  proper  length,  so  is  accord- 
ingly known  the  size  or  substance  of  the  wire  which  has  to  be 
used  We  can,  therefore,  take  m  to  be  the  same,  and  with  that 
all  dimensions  needed  for  the  construction  of  the  lamp  are 
known,  and  a  lamp  of  constant  resistance  can  be  made,  a  most 
important  result  for  burning  a  number  in  one  circuit 

Fig.  198  is  a  diagram  of  the  electrical  construction  and  con- 
nections of  the  Pilsen  lamp  as  actually  used  Fig.  194  is  a 
diagram  of  the  automatic  cut-out  electro-magnet 

The  negative  wire  of  the  main  circuit  is  connected  to  the  ter- 
minal on  top  at  the  left,  from  thence  it  passes  across  to  the 
main  ooil,  M,  by  means  of  the  sliding  contact  spring,  S ;  after 
it  has  passed  round  the  ceilings  of  M,  it  splits  into  two  circuits, 
one  wire  passes  round  the  small  electro-magnet.  A,  and  is  then 
connected  to  the  rod,  D*  (insulated  from  the  frame  of  the  lamp), 
and  so  down  to  the  contact  roller,  r,  and  lower  carbon  and 
holder,  EL  The  other  of  the  two  split  wires  passes  down 
through  a  resistance  coil  of  iron  wire,  E,  and  is  attached  to  the 
other  rod,  D  (also  insulated  from  the  frame),  and  then  to  the 
lower  carbon-holder  by  the  contact  roller,  r.  The  positive  wire 
enters  at  the  right-hand  top  terminal,  and  makes  direct  contact 
with  the  frame  and  top  carbon,  thus  completing  the  main  cir- 
cuit through  the  carbons  and  arc. 

The  shunt  circuit  is  connected  at  the  negative  terminal,  and 
passes  through  a  comparatively  thick  gerraan  silver  resistance 
coil,  G,  and  then  makes  contact  with  the  iron  frame  of  the 
electro-magnet,  A ;  from  thence  the  wire  is  connected  to  a  fine 
german  silver  wire  coil  of  about  180  ohms  resistance,  wound 
on  the  outside  of  the  shunt  coil,  M^,  the  other  end  of  this  coil 
being  connected  to  the  contact  screw,  n,  and  to  one  end  of  a 
comparatively  thick  copper  wire  of  low  resistance  which  is 
coiled  inside  the  german  silver  wire  on  M^ ;  the  other  end  of 
this  inside  copper  wire  coil  is  attached  to  the  metal  frame  of 
the  lamp,  and  so  completes  the  shunt  circuit,  the  object  of  the 
supplementary  resistance,  G,  being  to  make  up  a  total  resistance 
with  the  copper  coils  inside  M^  about  equal  to  the  lamp  when 
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burning,  and  to  avoid  heating  when  the  main  current  all  passes 
through  that  shunt  or  partial  shunt  circuit. 

There  are  some  interesting  and  novel  electrical  details  in  this 
lamp.  The  arrangement  for  altering  the  length  and  number  of 
convolutions  of  the  wire  on  the  main  coil,  M,  is  new,  and  is 
effected  as  follows,  viz. : — After  the  wire  is  all  coiled  on  M  (Pig. 
193  and  Fig.  195),  the  insulation  is  scraped  off  a  strip  ^  in.  wide 
all  down  the  outside  of  the  coil,  leaving  a  ridge  of  bare  copper 
wire;  the  connection  is  made  through  the  contact  spring,  S, 
sliding  up  and  down  the  fixed  rod,  and  pressing  against  the 
exposed  wire,  the  bottom  end  of  the  rod  being  insulated;  by 
moving  S  up  or  down,  the  length  of  the  coil,  M,  may  be  in- 
creased or  diminished  at  will,  and  consequently  the  pull  of  the 
coil  M.  This  affords  a  ready  method  of  adjusting  the  length  of 
the  arc,  and  aldo  regulating  the  balance  should  the  carbons  vary 
in  the  resistance.  The  resistance  of  the  main  coil,  M,  is  *025  of 
an  ohm,  and  the  difference  of  resistance  afforded  by  the  sliding 
contact,  S,  when  at  extreme  ends,  is  from  "023  to  •025  of  an 
ohm. 

The  use  of  the  small  electro-magnet,  A  (Figs.  193, 194  and  195), 
for  automatically  short-circuiting  the  high  resistance  shunt  coil 
on  M*,  when  the  carbons  are  all  consumed,  or  when  there  are 
no  carbons  in  it  at  all,  is  also  interesting.  As  before  described, 
a  split  wire  from  M  passes  through  this  electro-magnet  The 
iron  frame  of  A  is  made  of  a  bell-crank  shape,  so  that  the  arma- 
ture at  the  top  is  a  prolongation  of  the  bottom  pole,  thus  utiliz- 
ing both  poles.  This  armature  is  pivoted  in  the  centre,  and  on 
its  outer  end  is  weighted  to  overbalance  and  make  contact  with 
the  adjustable  contact  screw,  n,  fixed  to  an  insulated  bracket  at 
side  of  the  frame  of  A.  One  end  of  the  fine  wire  shunt  coil  on 
the  outside  of  M^  is  connected  to  the  wire  of  G,  and  to  the  metal 
frame  of  A,  at  bottom,  and  the  other  end  to  the  copper  shunt 
coil  and  insulated  bracket  and  contact  screw.  When*  the  lamp 
is  not  burning,  the  armature  of  A  makes  contact  with  the  screw, 
n,  and  short-circuits  the  fine  wire  coil  on  M*,  the  main  current 
then  passes  through  the  thick  supplementary  resistance  wire,  G, 
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and  tlie  inside  copper  coil  of  M^.  When  the  lamp  is  burning, 
the  main  current  passes  through  A,  and  attracts  the  armature, 
and  retains  it,  thus  breaking  the  contact  at  n,  and  adding  the 
fine  -wire  coil  of  M^  to  the  shunt  circuit,  which  then  balances  the 
lamp. 

When  the  carbons  are  all  consumed,  the  electro-magnet,  A, 
automatically  cuts  out  and  breaks  the  arc :  this  is  done  by  in- 
serting a  small  piece  of  an  insulating  material  in  the  guide  rod, 
D*,  at  I.  When  the  bottom  carbon-holder,  H,  rises  to  the  in- 
sulated insertion,  I,  the  roller,  r,  on  that  side  becomes  insulated 
from  the  rod  D^,  and  the  electro-magnet,  A,  is  cut  out  of  the 
circuit,  the  armature  is  released,  and  the  weighted  side  remakes 
contact^  and  short-circuits  the  german  silver  coil  on  M*.  The 
top  coil  then  preponderates  and  pulls  the  top  carbon  up,  and  so 
completely  separates  the  carbons,  and  breaks  the  arc;  the  cur- 
rent then  passing  through  the  thick  shunt  coil  and  wire,  G. 
During  this  latter  operation  the  supplementary  wire  and  split 
circuit,  E,  keeps  the  circuit  through  the  arc  (which  would 
otherwise  be  broken  by  the  insulation  at  I),  and  thus  allows 
the  main  coil  M,  to  separate  the  carbons,  and  prevent  the 
burning  of  the  metal  holders,  H  and  A  (Figs.  187, 188  and  189). 

The  mechanical  construction  of  the  Pilsen  Lamp  is  also  very 
good.  The  frame  of  the  lamp  (Figs.  195, 196  and  197)  con- 
sists of  a  brass  tube,  mounted  between  two  brass  plates,  with 
two  iron  rods,  D^  and  D,  joined  across  at  the  bottom  by  the 
stretching  piece,  B ;  the  iron  core  C  (Fig.  196),  is  fixed  inside 
a  brass  tube,  which  again  fits  loosely  in  the  tube  of  the  frame, 
and  is  guided  by  contact  rollers,  r  and  r,  so  that  it  moves  with 
very  slight  friction ;  the  weight  of  the  iron  core,  C,  is  counter- 
balanced by  the  bottom  carbon-holder,  H,  and  weight,  W,  the 
connection  being  made  by  means  of  the  cords  and  rods,  and  the 
pulleys,  B  and  E^ ;  the  metal  rods,  DD  (Fig.  197),  being  used 
in  the  vicinity  of  the  arc.  The  carbons  are  fixed  as  sho¥m,  one 
to  the  core  tube,  C,  and  the  other  to  the  holder,  H. 

One  of  the  pulleys,  R^  (Fig.  196),  has  very  fine  teeth  cut  in 
its  outer  rim,  and  a  weighted  pawl,  or  click,  P,  rests  upon  and 
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gears  into  the  teeth;  the  object  of  this  being  to  restraS 
cord  which  must  in  one  direction  rub  over  the  pulley  R^,  and 
thus  serve  to  arrest  the  parting  of  the  carbon  when  there  are 
any  fluctuations  in  the  current. 

The  carbons  are  fitted  and  adjusted  in  a  simple  manner:  they 
are  inserted  into  the  spring  clips,  hh.  The  bottom  carbon  and 
holder  can  be  partly  adjusted  by  altering  the  lengths  of  the 
two  side  cords :  this  is  done  by  screwing  or  unscrewing  the  nuts, 
dd}^  attaching  the  cords  to  the  rods.  The  top  carbon  can  be 
adjusted  to  any  position  by  the  holder  shown  at  Fig.  197.  The 
spring  dip,  A,  is  attached  to  the  collar  and  arm,  L,  and  the  two 
are  pivoted  at  K,  and  are  free  to  move  laterally ;  above  L  is  a 
fixed  collar  and  arm,  i,  and  on  the  end  of  that  arm  a  milled 
head,  El,  is  free  to  burn.  K  has  an  eccentric  slot  cut  in  its  face, 
into  which  a  pin  projecting  from  the  end  of  L  is  inserted.  By 
taming  the  milled  head,  K,  the  arm,  L,  and  carbon  clip,  A,  are 
moved  backward  or  forward,  as  may  be  required.  The  core 
tube,  C,  can  also  be  moved  round. 

The  lower  carbon-holder,  H,  runs  by  means  of  the  contact 
rollers,  r  and  r,  between  the  guide  rods,  D^  and  D,  the  contact 
being  maintained  by  the  spring,  s  (Fig.  196).  Sometimes  a  per- 
manent electrical  connection  is  made  by  a  loop  of  wire  attached 
to  the  rods,  D,  and  holder,  H. 

If  a  fixed  focus  lamp  is  required,  the  pulleys,  R  and  R*,  are 
made  double,  one  being  twice  the  diameter  of  the  other;  the 
cord  that  passes  over  the  larger  pulley  being  connected  to  the  top 
electrode,  while  the  bottom  electrode  is  connected  to  the  cord 
passing  over  the  smaller  pulley,  the  different  sized  pulleys  allow- 
ing the  carbons  to  feed  together  exactly  in  proportion  as  they 
are  consumed. 

The  top  of  the  lamp  with  the  coils  is  completely  incased  in  a 
zinc  cover  box.  The  globe  is  put  on  from  below  in  the  hanging 
lamps  (Fig.  198),  and  is  supported  on  the  ash  pan  which  slides 
up  and  down  the  rod  at  the  bottom.  This  is  very  convenient 
for  putting  in  fresh  carbons. 

The  apparent  complication  of  the  Pilsen  Lamp,  as  made  for 
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Fig.  198. 


THE  PILSEN  ELECnaO  LAMP. 


339 


practical  use  (Figs.  193, 194,  195, 196  and  197),  in  contrast  with 
the  theoretical  construction  (Fig.  192),  is  really  a  simplification, 
inasmuch  as  a  workman  has  no  adjustment  to  make,  and  no 
screws  to  unloose,  the  electrical  and  mechanical  refinements 
being  specially  introduced  to  render  the  lamp  as  nearly  as  pos- 
sible automatic  in  its  action. 

Fig.  198  shows  the  Pilsen  Factory  Lamp,  which  has  some 
novel  features. 

This  lamp  is  made  to  burn  100  hours  if    necessary.     The 


Fig.  199, 


electrical  connections  are  the  same  as  those  in  the  lamp  shown 
in  figures  192  to  197.  The  small  control  electro- magnet  in  this 
lamp  is  fitted  in  the  top  wooden  frame  at  the  right  side,  and  is 
there  out  of  the  way  of  harm.  The  mechanical  construction  of 
this  lamp  is  much  stronger  than  the  hanging  lamp  (Figs.  192  to 
197) :  there  are  two  sets  of  contact  rollers,  one  set  attached  to 
the  top  and  one  set  to  the  bottom  carbon.  The  principal  novelty 
in  this  lamp  is  the  use  of  plate  carbons. 

Some  of  these  lamps  have  been  in  use  in  Mr.  Piette's  paper 
factory  at  Pilsen,  and  work  remarkably  well :  they  have  proved 
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very  suitable  for  factory  purposes,  where  a  cheap  and  reliable 
light  is  required 

Fig.  199  shows  a  diagrammatic  drawing  of  the  Pilsen  Hori- 
zontal Lamp.     The  iron  core,  C,  is  fixed  inside  a  brass  tube,  and 


Fig.  200. 

is  supported  and  free  to  move  upon  the  contact  rollers,  rr  ;  one 
carbon  is  fixed  to  the  end  of  the  tube,  C,  and  the  other  to  the 
pivoted  arm,  D;  the  coils,  M  and  M^,  are  practically  arranged 
in  the  same  way  as  in  the  previously  described  lamp. 
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The  special  advantage  of  this  form  of  lamp  is  that  it  can  be 
used  in  low-roofed  factories,  close  up  to  the  ceiling.  This  lamp 
was  shown  constantly  at  work  in  the  Electrical  Exhibition  at 
Paris,  and  burned  remarkably  steadily. 

Fig.  200  shows  the  Pilsen  Lamp  adapted  for  street  lighting. 

In  this  lamp  the  counterbalance  of  the  iron  core  is  reversed, 
and  the  coils  placed  at  the  bottom,  and  inside  the  tube  of  the 
top  of  the  lamp ;  the  side  rods,  D  D^,  weight,  W,  holder,  H,  and 
rollers,  B,  with  their  cords,  are,  except  for  being  i^eversed,  the 
same  as  the  hanging  lamp  described  in  reference  to  FigSL  192 
to  197. 

This  special  arrangement  of  the  lamp  allows  the  coils  to  be 
placed  in  safety,  and  avoids  shadows  on  the  globes. 

The  advantages  claimed  for  the  Pilsen  Lamp  are  : 

Its  extreme  simplicity. 

Its  almost  perfect  working. 

A  steady  and  white  light,  of  good  power. 

The  ease  with  which  the  carbons  can  be  fitted. 

It  has  a  constant  electrical  resistance,  enabling  any  num- 
ber of  lamps  to  be  used  in  one  circuit 

It  has  a  continuous  feeding  movement 

Also  automatic  appliances  provide  for  all  practical  con- 
tingencies; and  a  special  and  distinct  advantage  is, 
that  it  can  be  worked  with  almost  any  description  of 
engine :  the  absence  of  all  clutches  and  releasing  gear 
enables  the  lamp  to  quickly  adjust  itself  to  variations 
of  speed. 

The  Pilsen  Lamp  has  been  fitted  in  many  places  and  with 
unqoalified  success,  and  was  successfully  exhibited  in  the 
Crystal  Palace,  London,  six  hanging  lamps  illuminating  the 
Handel  Orchestra.  On  the  Continent  the  lamps  have  a  very 
large  sale,  and  give  great  satisfaction. 
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The  six  hanging  lamps  shown  at  the  Crystal  Palace  were  all 
worked  in  one  circuit  from  a  Schukert  dynamo  machine,  revolv- 
ing at  850  revolutions  per  minute,  and  driven  by  a  Ruston  and 
Proctor  single  cylinder  portable  steam-engine,  with  the  ordinary 
governors.  The  current  passing  through  the  lamps  was  about  9 
amperes,  the  electro-motive  force  of  the  current  being  about  400 
volts,  and  the  total  resistance  about  45  ohms.  The  candle- 
power  of  the  Pilsen  Lamp  exhibited  was  2,000  candles. 

TH£  ABCHEREAU  AUO  LAMP. 

The  first  self-acting  regulator  was  made  by  Archereau  in 
1848,  and  his  primitive  apparatus,  embracing  the  solenoid  action, 
has  served  as  a  basis  for  numerous  other  combinations. 

In  Archereau's  lamp,  fig.  201,  the  upper  carbon  is  fixed,  and 


Fig,  201. 

the  lower  carbon  rests  on  a  cylinder  made  half  of  iron  and  half 
of  copper.  This  cylinder  is  placed  in  a  solenoid,  which  is  trav- 
ersed by  the  current,  and  is  kept  in  equilibrium  by  a  counter- 
poisa 

The  action  of  the  solenoid  produces  and  maintains  the  dis- 
tance of  the  two  carbons  by  exercising  a  magnetic  attraction  on 
the  iron  rod  which  terminates  the  lower  carbon,  provided  the 
proportions  between  the  power  of  the  solenoid,  the  weight  of 
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the  rod,  and  the  strength  of  the  current  are  carefully  established 
This  regulator  is  no  longer  used,  because  the  luminous  point  was 
not  constant,  and  it  was  diflScult  to  regulate  the  action  of  the 
solenoid  without  causing  a  rupture  of  the  arc. 

THE  JASPER  ARC  LAMP. 

ifig.  202  represents  the  Jasper  regulator.  The  negative  car- 
bon holder  B  is  formed  of  a  copper  tube,  ending  in  a  hollow 
cylinder  of  soft  iron.  In  the  middle  the  tube  B  is  pierced  with 
a  longitudinal  slit,  wide  enough  to  allow  a  grooved  pulley,  E,  to 
pass ;  around  this  pulley  is  wound  a  cord  which  descends  in  the 
axis  of  the  tube  B,  and  carries  a  weight  F,  that  keeps  it  stretched 
This  weight  abuts  upon  a  traverse  piece  in  such  a  way  that, 
when  the  cord  is  wound  up,  the  weight  in  rising  lifts  the  carbon 
holder.  The  grooved  pulley  is  fixed  on  a  small  draw,  on 
which  is  also  placed  a  second  grooved  pulley  having  a  diameter 
double  that  of  the  former.  On  the  latter  is  wound  a  cord  at- 
tached to  the  lower  extremity  of  the  positive  carbon  holder  A, 
and  it  also  carries  a  counterpoise.  It  will  be  seen  that,  by  the 
direction  in  which  the  cords  are  wound,  the  weight  of  the  posi- 
tive carbon-holder  tends  to  raise  the  negative  carbon-holder,  and 
that  this  will  move  through  only  half  the  distance  of  the  former. 
This  difference  corresponds  to  the  unequal  wear  of  the  carbons. 
The  positive  carbon-holder  is  formed  of  a  copper  tube  A,  fur- 
nished with  a  clip  to  which  the  carbon  is  attached.  The  carbon 
is  held  securely  in  place  by  a  locking  screw. 

The  negative  carbon-holder  carries  a  pendent  rod  L,  termin- 
ating in  a  small  piston  which  can  move  within  the  tube  D,  filled 
with  mercury.  The  diameter  of  the  piston  is  less  than  that  of  the 
tube,  so  that  when  the  piston  moves  down  by  the  motion  of  the 
carbon-holder,  the  mercury  passes  from  one  side  to  the  other  of 
the  piston  by  the  narrow  annular  space.  This  acts  as  a  very 
efficient  brake,  and  prevents  any  sudden  action  which  would 
show  itself  in  irregularity  of  the  light  On  the  tube  C,  is  wound 
an  insulated  copper  wire  forming  a  solenoid,  and  intended  to 
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produce  the  separation  of  the  carbons,  and  to  counterbalance 
the  effect  resulting  from  the  weight  of  the  positive  carbon- 
holder,  as  in  Archereau's  regulator. 

When  at  rest  the  carbons  are  in  contact.  At  the  moment 
when  the  current  passes,  the  solenoid  attracts  the  iron  core  of 
the  lower  holder  and  maintains  the  carbons  at  the  proper  dis- 
tance. When  the  arc  is  lengthened,  the  current  is  weakened, 
and  the  carbons  acted  on  by  the  weight  of  the  holder  A  are 
drawn  slightly  nearer  to  one  another.  The  counterpoise  F  acts 
in  an  opposite  sense  to  the  holder  A,  since,  by  the  winding  of 
the  cords,  it  tends  to  produce  a  withdrawal.  The  adjustment  is, 
therefore,  easily  obtained  by  the  displacement  of  the  weight  F. 
The  stronger  the  current,  the  nearer  the  weight  F  must  be  to 
the  point  where  the  cord  is  attached. 

The  action  of  the  solenoid  on  the  carbon-holder  B  is  not  the 
same  at  the  end  as  at  the  beginning.  This  difference  of  action 
is  compensated  for  by  the  small  counterpoise,  which  is  regulated 
by  its  distance  from  the  centre.  At  the  beginning  the  latter 
counterpoise  has  no  action ;  at  the  end  its  weight  is  added  to 
that  of  the  weight  F,  to  counterbalance  the  action  of  the 
solenoid. 

THE    REYNIEB  ARC  LAMP. 

M.  Beynier's  lamp  consists  of  two  carbon-holders,  the  upper 
one  of  which  is  fixed,  and  the  lower  one  is  mounted  on  a  soft 
iron  rod  placed  within  a  solenoid,  the  action  of  the  latter  being 
balanced  by  a  coiled  spring.  As  soon  as  the  current  passes  into 
the  apparatus,  the  iron  rod  is  drawn  downward  m  the  solenoid, 
and  descends  until  the  arc  reaches  its  normal  length.  In  pro- 
portion as  the  carbons  are  consumed,  the  iron  rod  ascends  in 
gradual  stages,  which  are  equal  to  the  lengths  of  burned  car- 
bons, so  as  to  maintain  the  length  of  the  voltaic  arc  constant 

THE  SCHUCKERT  ARC  LAMP. 

In  the  Schuckert  lamp  the  upper  carbon  is  raised  by  a  split 
clutch  forming  the  core  of  a  solenoid.  This  core  is  suspended  by 
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a  lever,  adjustable  by  a  spiral  spring,  and  as  soon  as  the  current 
traverses  the  solenoid,  the  plunger  is  drawn  upward,  closing 
round  the  carbon  and  raising  it  The  current  is  led  to  the  car- 
bon by  two  copper  contact  rollers.  The  action  of  the  lamp  de- 
pends upon  the  principle  of  the  derived  current 

THE  GAIFFE  ARC  LAMP. 

The  Oaiffe  lamp  is  represented  in  figure  203.  In  this 
apparatus  the  action  of  the  solenoid  is  produced  in  a  some- 
what di£Eerent  manner  from  the  preceding  ones.  The  two  car- 
bon-holders, H  H',  are  movable,  and  are  so  arranged  as  to  keep 
the  luminous  points  stationary.  For  this  purpose  their  motion 
is  controlled  by  two  racks,  K  U,  which  engage  two  wheels  M'  O, 
of  unequal  diameter,  and  moved  by  a  simple  spring  barrel  on 
the  axle  of  which  they  are  fixed.  This  barrel  is  wound  up  by 
the  mere  separation  of  the  carbon-holders,  which  are,  however, 
perfectly  balanced  and  turn  between  sets  of  roller&  The  lower 
carbon-holder  is  terminated  by  an  iron  rod,  K,  to  which  is  attached 
a  rack,  and  this  rod  is  placed  within  an  electro-magnetic  bobbin, 
L,  with  a  coil  increasing  in  diameter  from  its  upper  to  its 
middle  part,  in  order  to  compensate  for  the  unequal  action  of 
the  spring  barrel  through  the  whole  range  of  this  movement 
Finally,  a  small  wheel,  R,  connected  by  the  wheels  M'  O,  and 
another  to  the  wheel  M,  gives  the  means  of  simultaneously 
acting  on  the  two  racks,  so  as  to  raise  or  lower  the  luminous 
point 

In  the  normal  state  the  carbons  touch  each  other,  and  when 
the  current  traversing  them  excites  the  coil,  the  lower  carbon- 
holder  is  lowered  at  the  same  tima  that  the  upper  one,  H  V  I,  is 
raised,  and  this  ejSect  is  continued  until  the  attractive  force  of 
the  coil  balances  the  resistance  of  the  spring  barrel,  and  thus  a 
voltaic  arc  is  produced  Of  course  the  length  of  the  arc  depends 
upon  the  tension  of  the  spring  in  the  barrel,  and  this  can  be 
regulated  by  a  screw.  So  long  as  the  arc  remains  under  the 
same  conditions  of  resistance,  the  effect  is  maintained;  but  the 
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moraent  the  resistance  increases  on  account  of  the  consumption 
of  the  carbonSt  the  power  of  the  spring  prevails  over  the  elec- 


Fig,  203. 

tro-magnetic  action,  and  the  carbons  are  brought  nearer  together 
until  a  condition  of  equilibrium  is  again  attained,  and  the  same 
thing  goes  on  until  the  carbons  are  entirely  consumed. 
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The  small  mechanism  fitted  to  the  wheels  of  the  racks  allows 
the  luminous  point  to  be  raised  or  lowered,  bj  means  of  a  key, 
without  the  lamp  going  out,  and  this  is  necessary  in  optical 
experiments  in  order  to  properly  centre  the  light 

THE  DE  HEBSANKE  ABC  LAMP. 

The  De  Mersanne  lamp,  represented  in  figure  204,  which  was 
invented  to  enable  straight  carbons  to  supply  an  electric  light 
for  at  least  sixteen  hours  consecutively,  is  essentially  formed  of 
two  slide  boxes  B  B',  fixed  on  a  strong  upright  stand  of  cast  iron. 
Through  these  slide  the  two  cylindrical  carbons  C  and  C,  each 
SO  inches  or  more  in  length,  moved  by  a  regulated  action.  In 
order  that  the  carbons  may  be  adjusted  to  have  their  points  in 
the  same  vertical  line,  the  boxes  are  capable  of  turning  a  litde 
vertically,  and  the  upper  one  can  also  be  turned  horizontally. 
The  slicing  system  of  both  boxes  consists  of  four  grooved  roll- 
ers, two  of  which  are  connected  with  two  ends  of  a  lever,  and 
pressed  against  the  carbons  by  a  spiral  spring  v.  These  rollers 
serve  as  guides,  and  the  other  two,  of  lai^r  diameter  and  with 
a  roughened  surface,  act  as  the  movers  of  the  carbona  For  this 
purpose  these  are  set  in  motion  by  wheels  fixed  on  an  axle,  con- 
nected by  miti-e  wheels  with  a  vertical  shaft  A  A.  This  shafts 
being  capable  of  turning  in  either  direction,  according  to  the 
action  of  the  regulating  apparatus,  can  make  the  carbons  ap- 
proach to,  or  recede  from,  each  other.  The  carbons  are  sup- 
ported and  protected  outside  of  the  boxes  by  inclosing  tubea 

The  regulating  apparatus  is  placed  in  a  case  below  the  slide 
box  B'  of  the  lower  carbon.  It  consists  in  the  first  place  of 
clockwork  driven  by  a  spring  barrel,  which  will  act  for  86 
hours  without  attention,  and  by  an  electro-magnet,  E,  forming 
part  of  a  derived  circuit  from  the  two  carbons;  and  in  the 
second  place,  of  another  electro-magnet,  M,  interposed  in  the 
same  derivation,  and  acting  on  the  box  B'  of  the  lower  carbon 
in  such  a  manner  as  to  separate  the  carbons  when  they  come 
into  contact    When  the  apparatus  is  not  in  action,  the  carbons 
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we  generally  separated  by  a  greater  or  less  interval ;  but  as  soon 
as  tlio  circuit  is  closed  through  the  apparatus,  the  two  electro- 
owgnets  are  excited,  for  the  current  then  wholly  passes  through 
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the  derivation,  and  the  clockwork  is  liberated,  while  the  lower 
holder  is  so  inclined  exactly  as  to  bring  the  two  carbons  one 
over  the  other.     The  advance  of  the  carbons  takes  place  slowly, 
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and  when  they  come  into  contact,  the  current,  finding  a  more 
direct  path,  abandons  the  derivation  and  the  electro-magnets, 
and  passes  almost  entirely  through  the  circuit  of  the  carbons, 
which  then  glow,  and  immediately  supply  the  voltaic  arc.  The 
electro-magnet  M  having  become  inactive,  the  box  B'  of  the 
lower  carbon-holder  is  slightly  inclined  forward,  and  by  this 
causes  not  only  the  disjunction  of  the  carbons,  but  also  a  suffi- 
cient separation  of  their  points  in  consequence  of  the  action 
produced  on  the  wheels  by  the  movement  of  the  box.  The 
lamp  is  thus  lighted;  but  in  proportion  to  the  consumption 
of  the  carbons,  the  resistance  of  the  light  circuit  increases,  and 
the  current,  passing  with  more  intensity  into  the  derivation, 
soon  becomes  sufficiently  powerful  to  release  the  clockwork  that 
brings  the  carbons  together,  until  the  current  has  regained  its 
full  intensity  in  the  light  circuit  Things  go  on  in  this  way 
until  the  carbons  are  entirely  consumed. 

It  will  easily  be  understood  that  with  this  arrangement  there 
is  no  limit  to  the  length  of  the  carbons,  since  it  may  exceed  that 
of  the  apparatus,  and  without  their  requiring  any  particular 
position.  Their  forward  movement  takes  place  as  if  they  glided 
between  the  fingers  of  two  hands,  pushed  towards  each  other 
by  two  thumbs  guiding  their  progress. 

THE  BURGIN  ABO  LAMP. 

The  Biirgin  lamp  is  represented  in  figure  205. 

The  principle  of  the  lamp  is  very  simple :  the  two  carbon- 
holders  tend  to  approach  each  other  continuously  by  the  in- 
fluence of  a  spring  barrel  or  a  counterpoise ;  but  they  can  obey 
this  tendency  only  when  a  check  controlled  by  an  electro-mag- 
netic action  permits  the  passage  of  the  chain  or  chains  which 
support  the  oarbon-holders,  so  that,  according  as  the  current  is 
more  or  less  energetic,  there  is  motion  or  rest  in  these  carbon- 
holdersw  This  result  is  obtained  by  means  of  a  large  wheel,  B, 
which  carries  on  its  axle  the  pulley  0,  on  which  is  wound  the 
chain  supporting  the  lower  carbon-holder.     The  axle  of  the 
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^heel  rests  on  a  piece  of  iron,  A  A,  fixed  to  a  jointed  parallelo- 
fii^m,  and  serving  as  the  armature  of  an  electro-magnet,  E,  con- 
^ected  with  the  light  circuit  A  spring  brake,  F,  presses  on  the 
^^^umference  of  this  wheel,  and  is  sufficiently  bent  to  prevent 


Fig,  205. 

the  wheel  from  turning  when  the  latter  is  at  the  proper  height, 
that  is  to  say,  when  the  armature  A  is  at  its  greatest  approxi- 
mation to  the  electro-magnet  E ;  but  when,  in  consequence  of 
the  weakening  of  the  current,  this  armature  is  at  a  greater  dis- 
tance, the  wheel,  by  dropping  with  the  anhature,  withdraws 
from  the  brake,  and  is  then  able  to  turn  by  the  effect  of  the 
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weight  of  the  lower  carbon  (or  of  a  spring  barrel  attached  to  this 
carbon-holder),  acting  through  the  chain  which  is  wound  about 
the  pulley  C.  Thereupon  the  lower  carbon-holder  rises,  and  the 
current,  resuming  its  energy,  quickly  produces  a  fresh  engage- 
ment of  the  wheel,  which  checks  the  rise  of  the  carbon  at  the 
proper  instant  The  slight  movement  of  the  attracted  armature 
A,  when  the  carbons  are  in  contact,  suffices  to  allow  the  passage 
of  enough  chain  to  bring  about  the  separation  of  the  carbons 
when  the  circuit  is  closed. 

The  upper  carbon  is  fixed,  and  therefore  the  luminous  point 
changes  its  position,  a  thing  of  no  consequence  for  ordinary 
illumination ;  but  for  experiments  of  projection,  the  two  carbons 
must  be  so  arranged  as  to  move  simultaneously  in  the  proportion 
of  2  to  1,  and  for  this  purpose  Blirgin  fixes  two  carbon-holders 
to  two  chains,  which  are  wound  upon  two  pulleys  of  unequal 
diameter,  mounted  on  the  axis  of  the  large  regulating  wheel,  so 
that  each  movement  of  that  wheel  causes  a  double  displacement 
of  the  carbons.  An  adjusting  screw  attached  to  the  brake  allows 
the  apparatus  to  be  made  more  or  less  sensitiva  It  is  the  weight 
of  the  upper  carbon-holder  which  brings  the  carbons  together, 
and  the  attractive  action  of  the  electro-magnet  first  determines 
their  separation  in  order  that  an  arc  may  be  formed,  and  after- 
ward stops  them  so  as  to  maintain  their  due  interpolar  distance 

THE  VON  HEFNER  ALTENECK  ARC  LAMP. 

Figure  206  represents  the  Von  Hefner  Alteneck  arc  lamp, 
manufactured  by  Siemens,  which  is  much  used  in  England 
and  Germany.  It  can  be  lighted  automatically,  and  the  two 
opposite  actions  required  for  the  separation  and  approach 
of  the  carbons  are  determined  by  the  weight  of  the  upper 
carbon  holder  and  by  the  electro-magnetic  vibration  of  a  rock- 
ing lever  which  acts  on  a  clockwork  mechanism  driven  in  the 
opposite  direction  by  the  weight  of  the  carbon  holder.  This 
mechanism  is  composed  of  four  wheels,  and  it  is  on  the  last  wheel, 
I,  furnished  with  a  ratchet  and  a  fly  with  wings,  that  the  vibrat- 


THE  YON  HEFNEB  ALTENECE  ABC  LAMP.        353 


i^.  206. 
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resistance  Tiearly  equal  to  that  of  the  voltaic  are  With  a  suita- 
ble regulation  of  tlie  uutagonistic  springy  the  derivation  is  there- 
fore substituted  for  the  voltaic  arc  whenever  the  resistance  of 
the  latter  becomes  m  great  that  the  armature  is  no  longer 
retained.  This  is  what  happens  not  only  when  the  lamp 
13  put  out  or  withdrawn  from  the  circuit,  but  also  when  very 
great  variations  occur  in  the  working  of  the  lamp.  The  helix 
forming  the  derivation  is  placed  in  a  tin  vessel  filled  with  water 
to  prevent  the  wire  from  becoming  too  hot  during  long  inter- 
ruptions of  the  current^  such  as  those  required  by  repkcing  the 
carbons. 

THE  SIEMENS  ABC  LAMPS. 

Mr-  Siemens  has  invented  Beveral  forms  of   lamp*,  among 
which   are  the  following ;      Figure    207    represents    a  form 


JTig.  sat. 


m 


which  the  carbons,  C  C,  are  separated  by  the  rod,  R,  which  is 
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^ved  bj  means  of  the  lower  arm,  A,  which  is  set  in  action  by 

®  electro-magnet,  R     "When  the  current  passes  through  the 

^eetro-magnet,  E,  and  the  carbons,  C  C,  the  rod,  R,  which  is 

^^®  of  a  refractory  substance,  thrusts  the  carbons  apart     If 

^^rrent  should  decrease  in  strength,  the  carbons  fall  together 

^^^^'  ^fld  the  current  is  not  broken  by  any  similar  lamp  on  the 

^1^^^  failing  to  perform  its  function, 

%ure  208  one  carbon  is  set  in  oscillation  or  vibration  by 


Fig.  208. 

means  of  ^j^^  jgy^j.  ^^^^  which  is  terminated  by  an  iron  cylinder, 

ifhich  iortns  the  movable  core  of  the  electro-magnet,  E.     This 

carboa  ^^^  ^  vibrate  merely  S2  times  a  second  to  cause  the 

appearatx^  of  a  steady  light*  at  the  point,  P.     This  lamp  also 

^)^  of  many  lights  in  the  same  circuit. 

*^pire  209  represents  another  form  of  the  same  idea.  The 
^PPer  Carbon  falls  gradually  upon  the  lower  one,  which  is  set 
^    '^bration  by  means  of  the  lever  arm,  A,  which  is  set  in 
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resistance  nearly  equal  to  that  of  the  voltaic  arc.  With  a  suita- 
ble regulation  of  the  antagonistic  spring,  the  derivation  is  there- 
fore substituted  for  the  voltaic  arc  whenever  the  resistance  of 
the  latter  becomes  so  great  that  the  armature  is  no  longer 
retained.  This  is  what  happens  not  only  when  the  lamp 
is  put  out  or  withdrawn  from  the  circuit,  but  also  when  very 
great  variations  occur  in  the  working  of  the  lamp.  The  helix 
forming  the  derivation  is  placed  in  a  tin  vessel  filled  with  water 
to  prevent  the  wire  from  becoming  too  hot  during  long  inter- 
ruptions of  the  current,  such  as  those  required  by  replacing  the 
carbons. 

THE  SIEMENS  ARC  LAMF& 

Mn  Siemens  has  invented  several  forms  of   lampi,  among 
which  are  the  following:      Figure    207    represents    a  form 


Fig.  3<rt. 
in  which  the  carbons,  C  0,  are  separated  by  the  rod,  R,  which  is 
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^OYed  by  means  of  the  lower  arm,  A,  which  is  set  in  action  by 
^®  electro-magnet,  E.  "When  the  current  passes  through  the 
^^^magnet,  E,  and  the  carbons,  C  C,  the  rod,  R,  which  is 
^^  ot  a  refractory  substance,  thrusts  the  carbons  apart  If 
^n'ent  should  decrease  in  strength,  the  carbons  fall  together 


tile 


find  the  current  is  not  broken  by  any  similar  lamp  on  the 
^it  failing  to  perform  its  function. 

^gure  208  one  carbon  is  set  in  oscillation  or  vibration  by 


<^Q; 


Fig,  208. 

means  of  the  lever  arm,  which  is  terminated  by  an  iron  cylinder, 
'which  forms  the  movable  core  of  the  electro-magnet,  E.  This 
carbon  has  to  vibrate  merely  S2  times  a  second  to  cause  the 
appearance  of  a  steady  light  at  the  point,  P.  This  lamp  also 
admits  of  many  lights  in  the  same  circuit. 

Figure  209  represents  another  form  of  the  same  idea.  The 
upper  carbon  falls  gradually  upon  the  lower  one,  which  is  set 
into  vibration  by  means  of  the  lever  arm.  A,  which  is  set  in 
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action  by  the  electro-magnet,  E.  The  lower  carbon  moves  bo 
quickly  that  the  upper  carbon,  which  is  forced  down  merely  by 
its  own  weight,  cannot  sympathize  with  it,  and  a  small  voltaic  arc 


Fig.  209. 

is  therefore  produced  at  P.  The  fluctuations  of  this  arc  are  so 
rapid  that  they  are  said  to  produce  no  apparent  alternation  in 
the  light 

THE  RAPIEFF  ARC   LAMP. 

The  Eapieff  lamp  is  represented  in  figure  210,  the  carbons  of 
which  are,  a  a',  ft  ft'.  The  voltaic  arc  is  produced  at  C,  between 
the  upper  and  the  lower  pairs  of  points.  As  the  carbons  are 
consumed,  they  slowly  move  nearer  to  each  other  in  each  couple, 
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nndcr  the  influence  of  a  counterpoise  Wj  which,  through  the  cords 
and  the  pulleys  W/A da'  aeg  d'  V  b,  pushes  the  sticks  of 


Fig.  210. 

carbon  against  each  other.  This  counterpoise  is  guided  in  its 
coarse  by  two  columns,  s  «',  which  at  the  same  time  serve  as 
oSKiactors  for  transmitting  the  current  to  the  two  systems  of 
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electrodes  a  a',  b  b\  supported  also  bj  the  two  metallic  aims 
dh,  cP  g.  As  the  upper  carbons  are  to  be  connected  with  the 
positive  pole,  they  are  of  course  longer  than  the  lower.  This 
arrangement  is  completed  by  an  electro-magnetic  system  inclosed 
in  the  base  of  the  apparatus;  and  its  office  is,  when  the  current 
passes  and  the  four  sticks  of  carbon  are  in  contact^  to  separate 
the  two  systems  to  the  distance  necessary  for  the  formation  of 
the  arc  This  effect  is  produced  by  means  of  a  cord  attached 
to  the  electro-magnetic  armature,  which  cord,  passing  within  the 
column  S,  acts  on  the  arm  d^  g,  A  reflector  of  a  cup  shape, 
either  of  silvered  copper  or  of  porcelain,  is  fixed  a  little  above 
the  point  of  contact  of  the  carbons,  and  adjusting  screws  enable 
the  luminous  beams  to  be  turned  in  any  required  direction. 

With  carbons  twenty  inches  long  and  one  quarter  of  an  inch 
in  diameter,  the  light  supplied  by  the  lamp  lasts  for  ten  hours. 
This  light  may  be  reckoned  at  100  or  120  gas  jets,  or  at  1,000 
candles;  but  with  smaller  patterns  one  may  be  obtained  not  ex- 
ceeding 6  gas  jets.  The  inventor  has  also  constructed  lamps  in 
which  the  preceding  arrangement  is  reversed,  in  order  that  they 
may  be  hung  from  the  ceiling.  According  to  him,  the  resistance 
of  the  arc  does  not  exceed  3  ohma 

In  another  arrangement  Bapieff  combines  the  action  of  the 
voltaic  arc  with  the  luminous  effect  of  a  piece  of  kaolin  placed 
above  the  arc  The  four  carbons  are  then  arranged  so  as  to 
form  the  four  edges  of  a  pyramid  broken  off  at  its  summit,  where 
a  kind  of  bell  of  kaolin  is  placed,  like  the  extinguisher  of  a 
lamp,  and  this  when  glowing  increases  the  illuminating  power. 
The  carbons  are  Can^^'s,  and  a  Gramme  machine  is  the  genera- 
tor. With  this  machine  10  lamps  of  the  first  described  pattern 
may  be  lighted  by  placing  them  in  the  same  circuit 

The  great  advantage  claimed  for  this  lamp  is  that  it  will  go  a 
whole  night  without  a  renewal  of  the  carbons ;  its  intensity  is 
always  constant,  even  when  the  carbons  are  burned  very  low, 
and  in  this  respect  the  lamp  is  preferable  to  the  Jablochkoff 
candle,  for  in  this  the  current  increases  in  energy  as  the  candle 
bums,  on  account  of  the  decrease  in  the  length  of  carbon  the 
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current  has  to  traversOi  while  in  the  BapiefE  lamp  that  length 
is  always  the  same. 

In  order  that  the  extinction  of  one  lamp  may  not  cause  that 
of  other  lamps,  Kapieff  arranges  the  electro-magnet  that  sepa- 
rates the  carbons  in  such  a  manner  that  it  acts  as  a  commutator. 
When  the  current  passes  through  the  electro-magnet,  the  com- 
mutator is  not  brought  into  action,  and  the  circuit  is  completed 
through  the  lamp ;  but  when  this  is  extinguished  or  withdrawn 
from  the  circuit,  the  electro-magnet  in  question  becoming  in- 
active, causes  the  current  to  pass  through  a  derivation  in 
which  a  resistance  equal  to  that  of  the  lamp  circuit  is  intro- 
duced, and  the  circuit  of  the  other  lamps  is  not  interrupted 
thereby.  This  effect  is  attained  by  means  of  a  second  armature, 
which,  being  attracted  when  the  current  passes,  acts  as  a  keeper, 
thus  increasing  the  electro-magnetic  action  exercised  on  the 
lamp,  and  sets  the  commutator  in  action,  when  the  current  no 
longer  passing,  the  armature  yields  to  the  antagonistic  action. 

In  a  new  pattern,  Rapieff  has  replaced  the  upper  carbons  of 
the  regulator  by  a  large  piece  of  carbon,  which,  as  in  Werder- 
mann's  lamp,  does  not  bum.  It  is  this  form  that  is  now  most 
employed. 

THE  CARRE    ARC  LAMF. 

Carry's  lamp,  represented  in  fig.  211,  is  only  an  ingenious 
improvement  on  Archereau's  and  Gaiffe's  regulators.  As  in 
those,  the  electro-magnetic  action  is  founded  on  the  attractive 
effects  of  solenoids,  but  these  effects  are  by  an  ingenious  ar- 
rangement very  much  magnified,  and  the  mechanical  action  is 
produced  by  clockwork  acting  on  two  racks,  D,  E,  fixed  to  the 
carbon-holders,  and  controlled  by  a  detent  brought  in  action  by 
the  electro-magnetic  system. 

This  system  is  formed  of  two  coils  B,  B',  having  their  axes 
slightly  carved,  and  into  these  pass  the  ends  of  a  soft  iron  core  A 
A,  bent  into  an  S  shape,  and  turning  at  its  middle  part  about  the 
centre  0.  A  double  set  of  antagonistic  springs,  r,  r',  regulated  by 
the  adjusting  screw  V,  allows  the  force  opposing  the  attraction 
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of  the  coils  to  be  suitably  adjusted,  and  a  rod,  <,  fixed  to  the 
magnetic  core,  acts  on  the  detent  of  the  clockwork  The  motion 
of  the  wheels  causes  a  forward  movement  of  the  two  racks  in  the 


FKg,  211. 

proper  proportion  for  keeping  the  point  of  light  stationary.  The 
light  current  passes  through  the  two  coils,  and  according  as  its 
strength  varies,  the  iron  core  is  more  or  less  attracted  within  the 
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coils,  a  sufficient  decrease  causing  a  release  of  the  detent,  where- 
upon the  approach  of  the  carbons  ensues. 

In  this  system,  as  in  those  of  Archereau,  Graifie  and  Jasper, 
the  increase  of  the  current  has  the  effect  of  separating  the  car- 
bons from  each  other,  and  the  clockwork  brings  them  nearer  to- 
gether; but  as  under  these  conditions  the  path  of  the  movable 
piece  in  the  electro-magnetic  system  is  considerable,  and  as  the 
attractive  effect  is  much  less  sudden  than  in  the  case  of  electro- 
magnets with  turning  armatures,  the  separation  of  the  carbons 
are  produced  freely  and  without  osciUationa 

THB   SEDLACZKK  AND  WIKULILL    ABO    LAMP    FOR  LOCOMOTIVE 

HEADLIGHT. 

The  principal  difficulty  in  the  use  of  the  ordinary  arc  lamp 


Fig.  212. 

for  the  headlights  of  locomotives  has  been  that  the  jarring  of 
the  engine  while  in  motion  affects  the  regulating  mechanism,  so 
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that  the  light  is  rendered  extremely  unsteady  or  is  extinguished. 
This  defect  does  not  exist  in  the  regulator  shown  in  fig.  212, 
the  carbons  being  held  in  position  by  pistons  acted  on  by  hy- 
draulic pressure. 
The  pistons,  a  b,  fig.  218,  are  of    difEerent  diameters,  the 


smaller  one,  a,  being  heaviest  and  connected  with  the  positive 
carbon.  The  relative  size  of  the  two  pistons  is  such  that  when 
the  piston,  a,  falls  of  its  own  gravity,  the  piston,  J,  rises  half  the 
distance. 

The  regulation  of  the  motion  of  the  pistons  is  effected  by  en- 
larging or  contracting  the  opening  between  the  two  cylinders. 
This  is  done  by  opening  or  closing  a  piston  valve  which  is  con- 
trolled by  an  electro-magnetic  helix  in  the  circuit  or  by  a  cen- 
trifugal governor. 

When  the  electro-magnet  is  made  weaker  by  the  weakening 
of  the  current  following  burning  away  of  the  carbon,  the  piston 
a  is  moved  back  by  the  action  of  a  spring,  the  communication 
is  established  again,  and  the  carbons  approach  each  other.  By 
another  position  of  the  valve  the  fluid  passes  through  a  laiger 
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hole  to  allow  a  quicker  movement  of  the  pistons  when  new  car- 

l>ons  are  to  be  put  in. 

Instead  of  using  an  electro-magnet,  the  regulation  of  the  arc 
can  be  secured  also  direct  by  the  motion  of  the  machine  itself. 
For  this  purpose  the  shaft  is  connected  with  the  piston,  a,  by 
^eans  of    a    centrifugal    governor,  /      When    the    machine 


Fi'j.  214. 

v^^  "the  piston  valve,  c?,  is  pulled  out  by  the  governor,  and 

^-'^Ooes  the  passage  against  the  piston,  a  ;  in  further  pulling 

^ti^  arc  is  established  by  drawing  the  liquid  after  it,  and 

^^^Wering  piston,  h.     The  burning  away  of  the  carbon  in- 

^^  the  speed  of  the  engine  and  machine,  and  a  further  pull- 

°    ^t;  of  the  piston  valve  takes  place,  until  a  second  opening 

^     the  communication  of  the  fluids  as  soon  as  the  arc  be- 

?^    too  long.     Then  the  carbons  approach  each  other,  the 

I  ^^^^e  runs  slower,  the  governor  pushes  the  piston  back  and 

^^  "tie  opening  again. 

,  ^    t;he  fluid  between  the  two  pistons  cannot  be  compressed, 
^^  no  vacuum  can  be  formed,  the  lamp  bums  well  in  spite 
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of  the  heaviest  shocks.  We  are  informed  many  trial  trips  have 
been  made  on  the  Crown  Prince  Rudolf  Railway  in  Austria, 
with  the  greatest  success.  The  lamp  was  fed  by  a  dynamo 
machine  of  S.  Shuckert,  of  Nurembei:g,  driven  by  a  Brother- 
hood three  cylinder  engine. 


THE  THOMSON  ARC  LAMP. 


This  lamp  is  designed  to  be  used  in  series  or  singly.  It  consists 
of  a  metal  frame  supporting  at  the  bottom  the  holder  for  the 
globe  and  lower  carbon,  which  is  insulated  from  the  frame. 

Fig.  216  shows  its  general  appearance.    The  upper  carbon  is 


Fig.  315. 
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fed  downward  by  mechanism  contained  in  the  box  above,  and 
is  carried  by  a  vertical  round  rod  called  the  carbon  holding  rod. 

The  regulating  box  contains  mechanism  for  feeding  the  carbon 
as  fast  as  it  is  consumed,  and  at  the  same  time  to  maintain  the 
aro  or  space  between  tfee  carbons  in  burning,  of  such  extent  as 
to  give  a  steady  light 

The  lamp  contains  an  automatic  safety  device  for  preserving 
the  continuity  of  the  circuit  in  case  of  accidental  injury  to  the 
feeding  mechanism  or  the  carbons  of  the  lamps. 

THE  MtJLLEB  ARC  LAMP. 

The  arc  lamp  invented  by  Mr.  Miiller,  fig.  216,  has  a  novel 
air  check,  which  regulates  the  movement  of  the  upper  carbon. 
The  lamp  is  made  in  two  forms,  one  burning  a  simple  pair  of 
carbons  and  limited  as  to  the  time  it  will  burn  continuously ;  the 
other  form  is  of  the  same  general  construction,  but  made  in 
duplicate,  so  that  it  will  burn  two  or  more  pairs  of  carbons  in 
succession. 

In  this  lamp,  when  the  light-arc  is  very  small,  there  is  very 
little  resistance  in  the  circuit,  and  the  helix  draws  its  core  in- 
ward, raising  the  free  end  of  the  lever.  A,  as  far  as  the  upper 
screw  will  permit  This  causes  a  pawl  to  engage  with  the 
ratchet-wheel  of  the  feeding  mechanism,  which  is  rotated  a  short 
distance  in  the  proper  direction  to  raise  the  positive-carbon 
holder  and  lower  the  negative-carbon  holder,  thus  separating  the 
carbon  pointa  This  operation  is  repeated  every  time  the  carbons 
approach  each  other  too  much.  The  rapid  descent  of  the  carbons 
is  prevented  by  the  piston  attached  to  the  upper  or  positive- 
carbon  holder.  The  weight  of  the  upper  carbon  and  its  holder, 
acting  on  the  ratchet-wheel  and  its  shaft,  raises  the  lower  carbon 
holder.  As  the  positive  carbon  is  consumed  twice  as  rapidly  as 
the  negative  carbon,  the  wheel  which  it  moves  must  have  twice 
the  diameter  of  the  wheel  which  moves  the  negative  carbon. 
As  long  as  there  are  any  carbons  in  the  first  lamp,  the  current 
passes  into  the  positive-carbon  holder,  the  positive  and  negative 
carbons,  the  helix,  the  joint  piece  of  the  armature,  and  from  there 
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to  the  generator.  During  this  time,  the  armatnre  at  the  side  of 
the  helix  is  attracted  by  the  pole  piece  at  the  lower  end  of  the 
helix.    As  soon  as  the  first  set  of  carbons  is  consumed  to  such 


Fig,  216. 

an  extent  as  to  interrupt  the  circuit,  the  side  armature  is  released 
from  the  pole  piece  and  is  pressed  against  a  contact-strip  which 
sends  the  current  through  the  second  set  of  carbons.  As  soon 
as  the  second  set  of  carbons  is  consumed,  the  armature  of  that 
lamp  is  released  in  the  same  way,  sending  the  current  to  the 
third  set  and  so  on. 
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Fig.  217  represents  the  Serrin  regulator.    At  the  top  of  the 


Fig,  217. 


Vamp  is  a  horizontal  connecting  link,  which  may  be  moved  to 
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and  fro  by  means  of  an  adjusting  screw.  The  stud  immediately 
below  is  attached  to  a  small  eccentric,  and1:)y  turning  the  two 
the  upper  carbon  holder  can  be  moved  in  both  directions,  so  as 
to  adjust  its  point  exactly  opposite  to  that  of  the  lower  carbon. 
The  vertical  rod  holding  the  upper  carbon  slides  in  the  vertical 
staiidard  and  extends  into  the  body  of  the  lamp,  the  lower  part 
being  provided  with  a  rack.  It  is  this  rod  which,  by  its  gravity, 
forms  the  motive  power  of  the  lamp. 

The  rack-work  of  the  positive  carbon  holder  acts  on  a  series 
of  multiplying  wheels  for  the  increase  of  speed,  the  last  of  which 
corresponds  with  a  wheel  carrying  a  certain  number  of  long  teeth 
in  the  form  of  a  star.  When  no  current  passes,  and  the  carbons 
are  separated,  a  motion  of  the  wheels  takes  place  until  the  car- 
bons toucL  At  that  moment  the  electro-magnet  becomes 
active,  attracts  its  armature,  and  causes  the  descent  of  a 
movable  oblong  check  to  which  it  is  fixed;  this  catches  the 
toothed  wheel,  stops  the  descent  of  the  upper  positive  car- 
bon, and  lowers  the  negative  carbon,  which  is  fixed  to  this 
movable  piece.  If  the  arc  is  lengthened,  the  strength  of  the 
current  is  lessened,  the  movable  piece  ascends  under  the  action 
of  two  supporting  springs  and  liberates  the  large  toothed  wheel 
The  upper  carbon  can  now  descend  a  certain  distance,  until  the 
arc  is  sufficiently  shortened  and  the  strength  of  the  current 
restored  to  its  normal  condition,  when  a  fresh  stoppage  ensues, 
and  thereby  establishes  a  new  state  of  equilibrium.  If,  on  the 
contrary,  the  carbons  are  too  close  to  one  another,  the  strength 
of  the  current  increases,  the  movable  piece  is  more  strongly 
attracted  by  the  electro-magnet,  and  continues  to  descend,  pro- 
ducing a  lengthening  of  the  voltaic  arc  On  the  left  of  the 
figure  is  a  screw  which  tightens  or  loosens  the  retractile  spring 
of  the  electro  magnet.  In  this  form  of  the  Serrin  lamp,  con- 
structed by  Suisse,  the  luminous  point  changes  and  descends  in 
proportion  to  the  consumption  of  the  carbon.  In  an  improved 
model,  the  luminous  point  remains  constant,  because  the  posi- 
tive carbon  descends  and  the  negative  carbon  ascends  at  the 
same  time  at  a  relative  rate  previously  calculated,  and  which  is 
nearly  as  two  to  one. 
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THE   SCHMIDT   ARC  LAMP. 

Among  the  arc  lamps  shown  at  the  recent  International  Ex- 
hibition of  Electricity,  at  Munich,  was  a  full  series  of  Mr.  Franz 
Schmidt's  regulatora  The  principle  upon  which  these  apparatus 
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are  based  is  explained  by  the  diagram  in  fig.  218.  Each  of 
the  electros,  A,  B,  C  and  D,  is  doubly  wound  with  coarse  and 
fine  wire.  The  coarse  wire  of  the  four  electros  form,  with  the 
arc,  the  principal  circuit,  and  the  direction  of  the  winding  is 
such  that,  when  the  current  passes,  B  and  D,  as  well  as  A  and  C, 
tend  to  recede  from  each  other.  The  fine  wire,  in  derivation  on 
the  arc,  forms  a  circuit  wound  in  such  a  way  that,  under  the  in- 
fluence of  the  current  that  is  traversing  it,  B  and  D,  as  well  as  A 
and  C,  tend,  on  the  contrary,  to  approach  one  another.  When 
the  lamp  is  in  operation,  these  two  actions  counterbalance  each 
other  so  as  to  keep  the  carbons  at  a  normal  distance  apart 
When  the  arc  becomes  too  large,  the  juxtapositing  current  in- 
creases and  the  carbons  are  brought  back  to  their  first  position. 
Figs.  220  and  228  show  two  applications  of  this  principle  with 
four  and  two  electros.  In  the  apparatus  in  fig.  221  the  two  elec- 
tros, B  B',  that  attract  and  repel  each  other,  are  mounted  on  rails, 
R,  and  guided  by  a  rod,  T.  In  the  arc  in  fig.  222,  the  motions 
of  the  electros  are  transmitted  to  the  carbons  by  a  double  sys- 


872 


THE  ELEOTBIC  UGHT. 


lig,  219. 


THE  BEGNABD  ABO  LAMP. 


373 


tern  of  racka  Finally,  in  the  lamp  shown  in  fig.  219  the  action 
exerted  between  A  and  B  is  combined  with  that  which  takes 
place  between  B  and  C.  All  these  apparatus  are  evidently  in- 
genious, but  they  possess  no  practical  value. 


Fig.  221. 
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This  regulator  has  screw-shaped  carbons,  which  move  forward 
or  backward  by  the  action  of  two  female  screws,  which  are  set 
in  motion  by  a  spring  controlled  by  an  electro-magnet,  similar 
in  principle  to  that  employed  by  Duboscq,  described  on  page  8. 
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THE  COLBURN  ARC  LAMP. 
THE  COLBUR.V  ARC  LAMP. 
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Fig.  224  is  a  general  view  of  the  Colbum  lamp.     The  posi- 
tive carbon  is  fed  downward  by  gravity,   and  controlled  by 
an  electro-magnet      The  action  of  the  lamp  is  very  simple. 
When  a  current  passes  through  the  lamp  it  magnetizes  an 


Fig.  224. 

electro-magnet  and  draws  down  an  armature.  This  action  tight- 
ens a  clutch  on  the  positive  carbon  holder  rod,  and  separates 
the  carbon  about  -^  of  an  inch.  When  the  carbons  are  con- 
sumed so  that  the  arc  is  about  -^  of  an  inch  in  length,  the  re- 
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sistance  of  the  arc  becomes  bo  great  that  enough  current  passes 
through  an  electro-magnet  shunt  to  loosen  the  clutch,  which  al- 
lows the  carbons  to  approach  until  they  are  again  ^  of  an  inch 
apart  This  action  goes  on  until  the  carbons  are  consumed. 
There  is  a  glycerine  dash  pot  which  regulates  the  action  of  the 
clutch  on  the  brass  rod  carbon  holder,  thus  preventing  any  sud- 
den action,  and  also  enables  the  carbons  to  approach  each  other 
until  they  are  entirely  consumed,  and  never  to  come  in  contact 
while  the  current  is  flowing  through  the  lamp.  There  is  a  re- 
sistance coil  through  which  the  current  is  shunted  if  the  mechan- 
ism in  the  lamp  ever  fails  to  work,  or  if  the  carbons  are  entirely 
consumed,  the  current  is  switched  through  this  coiL  This  coil 
is  of  the  same  resistance  as  the  arc,  so  that  if  the  lamp  for  any 
reason  ever  goes  out,  the  other  lamps  in  the  same  circuit  are  not 
affected. 

The  front  part  of  the  cylindrical  case  can  be  easily  removed 
if  necessary,  to  get  at  the  mechanism  of  the  lamp.  It  is  not  neces- 
sary to  remove  the  glass  globe  to  place  the  carbons  in  position 
The  negative  carbon  is  inserted  through  the  bottom  of  the  lamp 
by  removing  the  conical  shaped  terminal,  and  the  positive  car- 
bon is  placed  in  position  without  removing  anything. 

The  lamp  is  finished  in  bronze  and  nickel,  and  is  very  orna- 
mental. 

THE   DORNFIELD   LAMP. 

Fig.  225  represents  the  Dornfield  lamp.  The  two  carbon 
holders,  a  and  6,  are  suspended  by  cords  passing  over  two  pul- 
leys fixel  to  the  same  shaft  The  pulley  over  which  the  cord 
of  the  positive  carbon,  a,  passes,  is  twice  as  large  as  the  pulley 
to  which  the  cord  of  the  negative  carbon,  6,  is  attached.  By 
this  arrangement  the  uneven  wear  of  the  two  carbons  is  compen- 
sated, and  the  focus  of  the  light  is  kept  stationary  until  the  car- 
bons are  consumed.  To  regulate  the  fall  of  the  upper  carbon 
holder,  a,  which  must  not  be  made  very  light,  lest  its  travel 
should  be  checked  by  dust  or  oil,  a  fly,  fixed  to  a  shaft,  carries 
a  small  pinion  gearing  into  the  toothed  wheel  on  the  honzontal 
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shaft  By  this  arrangement  the  renstance  of  the  air  is  em- 
ployed to  regulate  the  speed  with  which  the  rod,  a,  is  allowed 
to  ran  down. 

The  toothed  wheel  is  not  keyed  to  the  horizontal  shaft,  but 
connected  to  it  by  a  ratchet  clutch,  so  that  when  lifting  the 
holder  to  insert  a  new  carbon,  it  can  be  raised  without  rotating 
the  wheel  train. 

The  distance  between  the  two  carbon  points  is  regulated  by  a 
friction  brake,  acted  upon  by  a  solenoid,  the  coil  of  which  is 
constantly  in  circuit  On  the  same  shaft  that  carries  the  cord 
pulleys  IS  fixed  a  friction  disk,  acted  upon  by  a  brake,  which  is 
moved  by  the  solenoid  plunger,  M.  When  the  circuit  in  the 
lamp  is  closed,  while  the  two  carbon  points  rest  upon  each 
other,  the  solenoid  plunger,  M,  is  attracted,  and  by  means  of  a 
brake  actuates  the  friction  disk,  thus  separating  the  two  points 
to  the  desired  distance,  which  can  be  adjusted  by  the  set  screw, 
O.  As  the  carbons  burn  away,  the  current  in  the  solenoid  be- 
comes weak,  and  the  magnetic  attraction  is  overcome  by  a  spiral 
spring,  Pj  the  strength  of  which  can  be  regulated  by  a  set  screw, 
q;  the  carbon  points  then  move  toward  each  other  till  the 
strength  of  the  current  is  sufficiently  increased  for  the  solenoid 
to  recommence  its  actioa 

THE  CLEBC  LAMP. 

Figure  226  represents  one  of  the  earlier  forms  of  the  incan- 
descent arc  lamps,  invented  by  M.  Clerc,  known  as  the  Lampe- 
SoleiL 

Two  carbons,  inclined  at  an  angle  of  40®,  slide,  impelled  by 
their  own  weight,  in  a  rectangular  block  formed  by  the  com- 
bination of  refractory  materials.  The  arc  playing  between  the 
extremities  of  the  carbons,  heats  mtemally  the  vertex  of  an 
angular  piece  of  marble  placed  on  the  bottom  or  side  of  the 
block,  and  the  lummous  rays  are  projected  in  a  very  open 
conical  sheaf,  either  downward,  as  shown  in  fig.  226,  or  side. 
ways,  when  the  open  part  of  the  piece  of  marble  is  placed  on 
the  side  of  the  block. 
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For  lighting,  the  extremities  of  the  carbons  are  connected  by 
*  wick  impregnated  with  a  paste  of  carbon.  This  conducting 
^ck  allows,  first,  of   the  passage  of   the  current,  then  it  is 


Fig.  226. 

^^^^yed  and  the  arc  is  formed.      The  light  Is  produced  as 
^^H.  by  the  arc  itself  as  by  the  incandescence  of  the  marble, 
^^t  Is  transformed  into  lime  by  the  heat  of  the  arc. 
,  '*^«  diagram,  figure  227,  shows  the  connections  for  working 
^   lamp.    A  wire  from  the  machine  goes  to  the  smgle  block 
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of  the  switch,  and  above  this  two  wires  are  led  to  the  globe, 
one  for  each  lamp,  L,  L,  a  common  return  being  used  through 
a  hollow  coil,  8.  By  plugging  up  either  the  right  or  left  hand 
hole  in  the  switch,  the  current  may  be  sent  either  into  one  or 
the  other  of  the  two  lamps.  We  have  for  simplicity  only  shown 
one  double  lamp  in  the  circuit,  although  there  arc  actually  twa 


Fig,  227. 

A  core  in  the  hollow  coil  moves  an  index  arm  over  a  scale 
graduated  in  amperes  arrived  at  by  comparison  with  a  Siemens 
electro-dynamometer.  Should  any  accident  happen  to  the  cir- 
cuit, this  core  would  drop  upon  and  short  circuit  the  two  springs 
underneath,  which  are  attached  to  the  two  small  terminals  be- 
tween which  a  battery  and  bell  may  be  placed  so  as  to  give  an 
alarm. 

Figure  228  shows  an  ingenious  and  simple  form  of  self  lighting 
lampe-soleil. 
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Fig,  228. 
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As  the  carbons  consume  they  are  pushed  forward  by  the 
loosening  of  the  spiral  springs  encircling  the  tubes,  the  movable 
shoulders  to  which  one  end  of  the  respective  springs  are  attached 
being  allowed  to  slide  in  a  groove  cut  in  the  sides  of  the  tubes. 
The  ends  of  the  carbons  rest  on  each  side  of  the  cavity  cut  in 
the  marble  block,  M.  One  of  these  carbons  is  hollow,  and 
passing  through  it  is  a  small  carbon  pencil,  C,  which  reaches 
across  the  chamber  in  the  marble  and  touches  the  other  carbon. 
On  the  top  of  the  lamp  is  a  solenoid,  S,  whose  core  in  its  noraial 
state  is  pulled  nearly  out  by  the  weight  W,  at  the  end  of  a 
pivoted  lever.  When  a  current  passes  through  the  apparatus 
the  core  is  drawn  inside  the  solenoid  and  the  lever  lifted,  which 
in  its  turn  draws  out  to  a  certain  distance  £he  carbon  pencil,  C. 
Of  course  directly  the  small  carbon  breaks  away  from  the  end  of 
the  large  one  an  arc  is  formed,  which  follows  the  withdrawal  of 
the  pencil  until  it  reaches  the  end  of  the  large  hollow  carbon. 
The  lamp  then  continues  burning,  the  carbons  being  pushed 
forward  as  consumed. 

Figure  229  is  a  general  view,  and  figure  230  shows  the  mech- 
anism of  M.  Clerc's  latest  improved  form  of  the  lampe-soleiL 
The  carbon  rods,  one  of  which  is  solid  and  the  other  drilled — 
for  the  purpose  of  allowing  a  small  carbon  rod  to  be  passed 
through,  which  makes  contact  with  the  end  of  the  solid  carbon, 
and  which  being  withdrawn,  either  by  hand  or  automatically, 
forms  the  arc  between  the  two  carbon  rods — are  placed  horizon- 
tally, and  as  they  consume  they  are  gradually  pressed  forward 
by  means  of  springs  (easily  traced  in  the  figure)  which  short- 
circuit  the  lamp  when  the  carbons  have  been  pushed  to  their 
distance  limit.  A  safety  switch  is  mounted  on  the  upper  por- 
tion of  the  lamp  bracket,  through  which  the  current  passes  by 
two  paths. 

A  portion  goes  through  the  German  silver  resistance  coils, 
shown  on  each  side,  then  through  two  mercury  cups  connected 
together  by  means  of  a  metal  fork  attached  to  a  soft  iron  core, 
and  from  thence  to  line ;  the  other  part  traverses  the  main  cir- 
cuit, consisting  of  a  short  coil  of  moderately  thick  copper  wire, 


THE  OLEBC  LAMP. 


383 


Fig.  t%% 


381 


THE  ELECTBIO  LIGHT. 


Fig,  230. 
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then  the  drilled  carbon  rod,  across  the  connecting  projection  of 
the  small  carbon  pencil  to  the  other  carbon  and  to  Una  I'he 
effect  is  that  the  soft  iron  core  is  pulled  into  the  main  circuit 
coil,  and  the  metal  fork  being  lifted  out  of  the  mercury  cups  the 
derived  circuit  is  broken.     Should  any  accident  occur  to  the 
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working  parts  of  the  lamp,  such  as  an  extinction  and  being  un- 
able to  relight,  the  core  drops  again,  the  circuit  is  completed, 
and  the  remainder  of  the  lamps  on  the  same  line  are  unaffected. 
The  main  circuit  coil  is  shown  in  detail  in  figure  281,  together 
with  the  mercury  cups. 


Fig.  232. 

Figure  282  is  a  sketch  of  the  carbon  rods  and  the  carbon 
pencil,  which  passes  through  the  hollow  one  for  the  purpose  of 
igniting  and  relighting. 
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THE  SOMZEE  LAMP. 

Figure  283  represents  an  electric  regulator  invented  by  Mr. 
Somzee,  in  which  the  sloping  tubes  cause  finely  powdered  car- 


i^.  233. 

bon  to  fall  into  the  electric  arc,  in  order  to  increase  the  quantity 
of  solid  particles  raised  to  incandescence. 

THE   LONTIN  LAMP. 

None  of  the  earlier  forms  of  arc  regulators  allow  of  more  than 
one  lamp  being  placed  in  the  same  circuit,  for  the  reason  that 
the  movement  of  the  carbons  is  effected  by  an  electro-magnet 
which  is  governed  by  the  variations  in  the  strength  of  the  cur- 
rents produced  by  the  lengthening  or  shortening  of  the  arc.  If 
two  lamps  are  placed  in  the  same  circuit,  the  lengthening  of  one 
of  the  two  arcs  is  sufficient  to  set  the  two  electro  magnets  in 
action,  and  at  the  same  time  to  shorten  both  the  voltaic  arcs; 
upon  this  the  second  lamp  immediately  ceases  to  act,  when  it  is 
merely  a  question  of  regulating  the  distance  between  the  car- 
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bona  of  the  first.  In  other  cases  one  arc  might  be  very  long  and 
the  other  very  short  without  interfering  with  the  equilibrium, 
since  the  strength  of  the  current  would  be  the  same  as  if  the 
two  arcs  had  the  mean  length  necessary  for  their  efficient  work- 
ing. The  connection  of  the  two  regulators,  therefore,  entails 
in  each  of  them  changes  which  finally  result  in  a  complete  dis- 
arrangement of  the  whole  apparatus. 

Within  the  last  few  years,  however,  a  number  of  regulators 
have  been  constructed  which  permit  of  many  lamps  being  suc- 
cessfully used  in  the  same  circuit  without  interfering  with  each 
other.  All  the  regulators  employed  for  this  purpose  are  founded 
on  the  principle  of  derived  or  shunted  currents.  The  priority 
for  the  application  of  the  principle  of  shunts  to  electric  arc  r^u- 
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lators  has  been  claimed  by  Lontin,  Tchikoleff,  and  Von  Hefner 
Alteneck. 

M.  Lontin's  electric  arc  regulator  (fig.  234)  is  based  on  the  laws  of 
derived  currents  which  may  be  expressed  simply  as  follows :  When 
from  any  electric  source  there  issue  two  circuits  with  diflEerent 
resistances,  in  each  of  them  there  passes  a  current  whose  strength 
is  in  inverse  proportion  to  the  resistance.  If  we  compare  the 
source  of  electricity  to  a  reservoir  of  water  placed  at  a  certain 
elevation  and  the  circuits  of  unequal  resistance  to  two  delivery 
pipes  of  unequal  diameter,  we  know  that  the  larger  pipe  will 
allow  of  the  greater  outflow  of  water ;  and  just  so  the  less  re- 
sistant circuit  will  allow  the  greater  quantity  of  electricity  to 
pass.    Starting  from  this  principle,  it  is  easy  to  understand  the 
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mechanism  of  M.  Lontin*s  regulator.  The  current  from  the  posi- 
tive pole  of  the  generator  comes  to  the  lamp,  at  o,  (fig.  234,)  where 
it  divides,  a  portion  passing  over  the  horizontal  rod  to  the  upper 
carbon  c,  thence  through  the  arc  to  the  lower  carbon  c',  thence 
via  B  to  the  negative  pole  of  the  generator.  The  other  portion 
of  the  current  which  divides  at  o,  passes  through  the  coils  of  a 
fine  wire  electro-magnet  of  great  resistance  to  B  and  thence  to  the 
generator.  Thearmature  of  this  eIectro-mj^et,when  it  is  inactive, 
arrests  the  mechanism  which  serves  to  approximate  the  carbons. 
The  apparatus  being  properly  regulated,  the  greater  part  of  the 
current  passes  into  the  voltaic  arc,  because  its  resistance  is  infinitely 
weaker  than  that  of  the  electro-magnet  But  upon  the  wasting 
away  of  the  carbons,  the  resistance  of  the  voltaic  arc  increases 
with  their  distance,  and  the  result  is  that  the  strength  of  the  cur- 
rent which  traverses  the  electro-magnet  increases  until  it  is  suffi- 
cient to  cause  the  latter  to  attract  its  armature  (which  is  sus- 
tained by  a  spring  R,  regulated  beforehand),  and  to  set  free  the 
mechanism  that  draws  the  carbons  toward  each  other.  In 
proportion  as  such  approximation  takes  place,  the  resistance 
of  the  arc  diminishes,  and  the  electro-magnet  becomes  weaker 
and  drops  its  armature;  and  then  the  latter  arrests  the  for- 
ward movement  of  the  carbons,  and  so  on. 

VON  HEFNER  ALTENECK'S  DIFFERENTIAL  REGULATOR. 

Von  Hefner  Alteneck's  differential  arc  lamp,  constructed  by 
Siemens,  is  shown  in  Fig.  235.  The  regulator  depends  for  its 
action  upon  the  principle  of  shunted  currents,  and  of  the  differ- 
ential force  which  they  exert  in  proportion  to  their  relative 
strengths.  The  current,  arriving  from  the  machine  at  L,  fig. 
236,  is  divided  into  two  parts ;  one  part  of  the  current  traverses 
a  coil,  T,  formed  of  very  fine  wire,  and  of  great  resistance,  and 
leaves  by  b  L'  to  enter  the  following  lamp ;  a  second  part  of  the 
current  traverses  a  coil,  R,  with  a  coarse  and  short  wire.  On 
leaving  R,  it  traverses  the  lever  d  c'  a  and  the  arc  formed  be- 
tween the  carbons,  g,  A,  and  passes  from  b  L'  over  into  the  fol- 
lowing lamp. 
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The  current  is  thus  divided  into  two  very  unequal  parts ;  the 
weaker  traverses  the  coil,  T,  which  has  a  fixed  and  large  resist- 
ance. The  greater  part  of  the  current  traverses  the  voltaic  arc, 
which  constitutes  a  variable  resistance  with  the  withdrawal  of 


Fig,  236. 

the  carbons.  In  the  interior  of  each  coil  there  is  a  soft  iron  rod, 
9  «',  connected  by  a  lever,  c  d  a,  with  the  carbon,  g.  Each 
of  the  coils  attracts  its.  corresponding  solenoid  with  a  force  pro- 
portionate to  the  strength  of  the  current  traversing  them.     It  is 


390 


THE  £L£GTBIG  LIGHT. 


clear,  therefore,  that  for  a  coavenient  resistance  of  the  voltaic 
arc,  the  relative  resistances  of  the  two  circuits  will  tend  to  equal- 
ize the  actions  of  the  coils  on  the  rods,  sSj  and  the  lever,  e  d  a^ 
will  take  up  a  certain  position  of  equilibriuna.  If  the  resistance 
of  the  arc  increases,  this  equilibrium  will  be  destroyed,  the  ac- 
tion of  the  coil,  T,  will  become  predominant,  the  lever,  c  rf  a, 
will  oscillate  round  d,  and  will  cause  an  approach  of  the  carbons. 
The  opposite  eflfect  will  be  produced  if  the  resistance  diminishes, 
for  then  the  coil,  E,  will  act  more  energetically  on  the  rod  5,  and 
a  withdrawal  of  the  carbons  will  ensue.  The  regulator  no  longer 
acts  by  the  variations  of  the  strength  of  the  current  in  the  cir- 


Fiff.  236. 

cuit,  as  in  Serrin^s  lamp,  but  by  the  variations  of  resistance  of 
the  arc.  If  the  action  of  the  coil,  T,  preponderates,  a  small 
ratchet  wheel  is  released,  which  allows  the  upper  carbon  to  de- 
scend by  its  own  weight  In  order  to  render  that  descent  slow 
"  and  regular,  there  is  a  sort  of  small  pendulum,  which  only  al- 
lows the  escapement  of  one  single  tooth  by  oscillation,  and  as 
the  descent  can  be  arrested  at  each  fifth  part  of  an  oscillation  of 
the  pendulum,  the  movements  are  absolutely  imperceptible, 
and  do  not  interfere  in  the  slightest  degree  with  the  steadiness 
of  the  light 

The  solenoid  is  connected  with  a  little  air  pump,  in  order  to 
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render  its  movements  more  gentle,  and  to  prevent  it  from  vi- 
brating under  the  influence  of  the  alternate  current  When  the 
withdrawal  of  the  carbons  is  produced,  the  mechanism  is  raised, 
together  with  the  upper  carbon,  until  the  distance  is  reached  for  ] 
which  the  apparatus  has  been  regulated.  This  regulation  is  very 
easily  effected,  without  a  spring,  by  raising  more  or  less  the  coil 
of  fine  wire,  in  order  to  vary  its  action.  The  lower  carbon  being 
fixed,  the  luminous  point  descends  in  proportion  to  the  con- 
sumption of  the  carbons,  but  as  the  mechanism  is  placed  alto- 
gether above  the  luminous  point,  no  shade  is  thrown  by  the 
socket  of  the  apparatus,  and  this  displacement  entails  no  incon- 
venience under  these  conditions,  especially  when  the  lamp  is 
placed  rather  high.  The  mechanism  is  hidden  in  a  copper  cylin- 
der, which  preserves  it  and  is  used  for  its  suspension.  The  rack- 
work  of  the  movable  carbon-holder  carries  a  small  cross-beam ; 
when  the  rack-work  is  at  the  end  of  its  course,  this  cross-beam 
presses  against  two  small  platinum  contacts  connected  with  the 
terminals,  and  establishes  a  direct  communication.  This  pre- 
vents the  extinction  of  all  the  lamps  of  one  circuit  when  the  car- 
bons of  one  of  these  lamps  are  used  up,  and  it  has  been  forgot- 
ten to  replace  them  in  time.  A  generator  with  sixteen  bobbins 
expends  with  its  charging  machine  about  ten  horse  power^  and 
feeds  twenty  lamps  of  a  power  of  about  twenty-five  carcel  burn- 
ers each.  Ten  of  these  lamps  can  be  successfully  placed  in 
series  on  the  circuit  of  a  Siemens  alternating  current  machine, 
each  lamp  being  independent  in  its  action  of  all  the  others. 

THE  TCHIKOLEFP  LAMP. 

The  Tchikoleff  regulator,  fig.  287,  is  based  upon  the  differen- 
tial action  of  derived  currents.  E  E^  are  electro-magnets,  to  the 
poles  of  which  are  attached  circular  plates  of  iron  a,  i,  which 
nearly  envelop  an  armature  K,  composed  of  a  ring  of  soft  iron, 
with  insulated  copper  wire  wound  over  its  surface.  The  rota- 
tion of  the  armature  causes  the  carbons  to  move  by  the  action 
of  a  right  and  left  screw  on  the  two  nuts  B,  C,  which  serve  as 
carbon-holders.     The  screw  D  is  used  to  raise  or  lower  the  lu- 
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minous  point  The  current  passes  from  the  positive  pole  of  the 
generator  to  the  negative  pole  by  three  derivations  or  branches^ 
one  of  which,  after  having  traversed  the  arc,  reaches  the  ring 
by  the  brushes  m,  n  ;  a  second,  which  after  having  also  passed 


the  arc,  excites  the  electro-magnet  E ;  and  finally  a  third,  which, 
without  passing  across  the  arc,  excites  the  electro-magnet  of  fine 
wire,  E^,  but  in  such  a  manner  that  its  action  on  the  spring  is 
contrary  in  direction  to  that  of  K 
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As  a  result  of  this  arrangement,  with  a  normal  resistance  of 
the  arc  x,  the  influence  of  the  electro- magnets  E,  E',  on  the  ring 
Kj  will  be  about  nil ;  but  if  the  resistance  of  the  arc  increases, 
the  action  of  the  electro-magnet  E,  becoming  more  feeble,  will 
be  overpowered  bj  that  of  the  electro-magnet  E^,  and  the  ring 
K  will  move  in  such  a  manner  as  to  bring  the  carbons  nearer 
together.  The  inverse  effect  will  naturally  take  place  if  the 
resistance  of  the  arc  diminish. 

THE  GBAMME  LAMP. 

The  Gramme  lamp  depends  for  its  action  upon  a  derived 
current  passing  through  a  fine  wire  electro-magnet,  which  comes 
into  play  when  the  distance  between  the  carbons  increases  Fig. 
238  represents  a  front  view  of  the  apparatus  The  current  is 
led  from  the  generator  to  the  terminal  on  top  of  the  lamp,  whence 
it  passes  by  the  upper  carbon  holder,  through  the  carbons, 
thence  through  the  rods  carrying  the  lower  holder,  and,  after 
traversing  the  coarse  wire  electro-magnets  A,  A,  it  passes  back 
to  the  generator  by  the  negative  terminal  which  is  insulated 
from  the  lamp. 

The  lower  carbon  holder  consists  of  the  slip  G,  carrying  the 
carbon,  the  two  rods,  E,  E,  and  the  cross-piece  C,  at  the  top  of 
the  lamp.  The  cross-piece  0  forms  the  armature  of  the  coarse 
wire  coils,  A  A,  which  are  employed  for  moving  the  lower  car- 
boa  The  rods,  E,  E,  are  held  up  by  spiral  springs  R  R,  which 
are  attached  to  the  rods  at  X  and  Y.  These  springs  are  suf- 
ficient to  hold  up  the  negative  carbon  when  no  current  is  pas* 
sing ;  but  when  a  current  passes  through  the  upper  coils,  the  ar- 
mature G  is  attracted  and  forces  the  lower  carbon  down  tc  the 
extent  of  its  motion,  which  is  very  slight,  the  feed  being  almost 
wholly  confined  to  the  upper  carbon.  The  electro-magnet  B, 
coiled  with  fine  wire,  is  the  main  agent  in  this  operation.  On 
the  top  of  this  magnet  rests  a  platform  having  two  small  stand- 
ards, K  These  carry  by  screw  trunnions,  V,  the  balanced  lever 
L,  which  is  normally  maintained  in  a  horizontal  position  by  the 
coiled  spring,  U.     This  spring  can  be  delicately  adjusted  to  set 
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the  lever,  L,  in  its  right  position.  At  one  end  of  this  lever  is 
the  armature,  I,  at  theother  end  of  the  lever,  L,  is  the  adjastable 
screw,  M,  which  presses  upon  the  bent  spring,  N,  fastened  to 
the  fiame  on  the  top  of  the  electro-magnet,  B.  From  the  lever 
L  depends  an  arm  carrying  the  spring,  S.  This  spring  engages 
in  the  star  wheel  below,  which  is  the  last  of  the  train  of  clock- 
work, the  first  wheel  of  which  gears  in  the  rack  on  the  side  of 
the  positive  carbon  holder,  D.  The  derived  current  to  the  elec- 
tro magnet,  B,  is  taken  by  a  connection  from  the  positive  pole  to 
the  insulated  spring,  N,  whence  it  passes,  when  the  arc  is  of 
normal  length,  through  the  lever  L  and  its  trunnions,  V,  to  the 
coils,  which  are  coupled  at  their  other  extremity  to  one  of  the 
native  rods  at  P.  The  upper  carbon  holder,  D,  is  tubular, 
and  is  guided  by  a  socket  in  the  bottom  plate  of  the  case. 

The  action  of  the  lamp  is  as  follows:  So  long  as  the  principal 
current  maintains  a  certain  strength,  that  is  to  say,  as  long  as 
the  arc  is  not  of  too  great  a  length,  the  spring,  S,  holds  the  star 
wheel  and  prevents  the  positive  carbon  from  descending  by  its 
own  gravity;  but  as  soon  as  the  arc  lengthens,  and  the  resistance 
is  increased,  the  electro-magnet,  B,  comes  into  action,  and  at- 
tracts the  armature,  I,  the  movement  of  which  draws  down  the 
lever,  L,  on  which  it  is  mounted,  and  lifts  the  spring,  S,  clear  of 
the  star  wheel,  thus  releasing  the  clock  work,  and  allowing  the 
positive  carbon  holder  to  fall  by  its  own  weight,  and  thus  to 
bring  the  carbons  closer  together.  At  the  same  time,  the  con- 
tact between  the  spring,  N,  and  the  stud,  M,  is  broken  by  the 
tipping  of  the  lever,  L,  and  the  current  ceases  to  pass  through 
the  magnet,  B.  The  armature,  I,  drawn  up  by  the  spring,  U, 
r^ins  its  horizontal  position,  and  the  regulator  resumes  its  ac- 
tion ;  but  if  the  arc  be  not  of  the  normal  length,  the  same  move- 
ment recommences.  It  will  be  seen,  at  the  moment  when  the 
upper  carbon  descends,  the  electro-magnet,  A  A,  becomes  ac- 
tive and  attracts  its  armature,  C,  which  causes  the  lower  carbon 
to  descend  also,  the  electro-magnet,  B,  becoming,  of  course,  in- 
aclive:  This  stopping  of  the  positive  and  lowering  of  the  neg- 
ative carbon  establishes  the  distance  necessary  to  produce  the 
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arc.  Five  of  these  lamps,  fed  by  the  Gramme  generator  for  five 
lights,  and  each  giving  nearly  1,500  candles,  were  maintained 
with  an  expenditure  of  six  horse  power. 

THE  DE  PUYDT    ARC  LAMP. 

Fig.  239  represents  the  De  Puydt  lamp,  the  arc  of  which  is 
regulated  by  a  derived  current,  the  function  of  which  is  to  main- 
tain constant  the  difference  of  potential  at  the  two  carbon  hold- 
era  The  latter  form  racks  at  their  upper  part  and  ai-e  in  gear 
with  two  pinions  fixed  upon  the  same  arbor.  These  pinions  are 
arranged  for  keeping  a  fixed  luminous  point,  in  contrast  to  the 
action  of  most  lamps  where  the  arc  descends  according  to  the 
consumption  of  the  lower  carbon.  Upon  this  arbor  is  also  fixed 
the  first  of  a  series  of  gear  wheels,  A,  put  in  motion  by  the 
weight  of  the  upper  carbon-holder.  The  last  wheel  of  this  ob- 
lique escapement  bears  projections  which  are  engaged  or  disen- 
gaged at  the  proper  time  by  a  stop  a,  fixed  to  the  armature  of 
the  fine  wire  electro-magnet^  Q,  which  is  traversed  by  the  derived 
current  Another  electro-magnet,  F,  is  actuated  by  the  current 
of  the  arc  and  in  attracting  its  armature,  P^,  makes  the  whole 
clockwork  movement  oscillate  around  the  lower  arbor,  upon 
which  are  fixed  the  pinions  working  the  racka  There  are  in 
this  apparatus  two  distinct  actions :  First,  the  attraction  of  the 
thick  wire  electro-magnet,  F,  which  produces  at  the  outset  the 
separation  of  the  carbons  by  making  the  clockwork  movement 
describe  a  certain  angle,  which  communicates  motion  to  the  two 
pinions  which  govern  the  carbon-holders ;  second,  the  attraction 
of  the  fine  wire  electro-magnet,  Q,  which  keeps  this  distance 
fixed  by  disengaging  the  gear  wheels  directly  the  difference  of 
potential  has  exceeded  the  proper  limit  An  important  detail 
to  be  observed  is  that  the  armature,  Q,  as  well  as  the  stop  are 
supported  by  the  arbor  of  the  origin  of  motion,  so  that  in  turn- 
ing slowly  on  disengagement,  this  arbor  immediately  returns  the 
stop  to  the  position  of  engagement  In  this  way  the  carbons 
only  travel  an  imperceptible  distance  at  a  time  and  at  very  short 
intervals. 


Fig.  239. 
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A  screw  serves  to  r^ulate  the  distance  at  lighting,  and  another 
screw,  which  stretches  more  or  less  the  countersprihg  of  the 
armature,  Q^,  serves  to  keep  this  arc  at  the  desired  length. 

In  the  first  case,  the  cover  of  the  regulator  being  raised,  raises 
the  upper  carbon- holder;  then,  while  it  descends  with  its  rod, 
the  height  of  the  screw  is  regulated,  forming  a  stop  at  an  angle 
from  the  armature,  Q^,  so  that  there  exists  between  the  internal 
surface  of  the  electro-magnet,  P,  and  of  the  end  of  the  armature, 
P^,  a  distance  of  half  an  inch  for  the  Oramme  5-light  machine, 
and  of  three  quarters  of  an  inch  for  that  of  the  workshop  type. 

In  the  second  case,  the  distance  of  the  carbons  is  r^ulated 
during  the  working  of  the  lamp.  This  distance  ought  to  be  for 
the  two  machines  mentioned  one  tenth  and  one  sixth  of  an  inch 
respectively. 

At  the  time  of  regulating,  when  the  distance  is  too  great,  the 
nut  on  the  screw,  to  which  is  attached  the  spring  of  the  arma- 
ture, Q*,  is  loosened,  in  order  to  slightly  relieve  the  latter ;  on 
the  contrary,  if  the  distance  is  too  small,  this  spring  is  tightened 
until  the  steadiness  of  the  arc  be  obtained. 

THE  OEBARD  ARC  LAMP. 

Fig.  240  represents  the  Gerard  lamp,  in  which  the  regulator  is 
placed  above  the  carbon,  and  is  worked  by  alternating  currents. 
It  consists  of  a  hollow  electro-magnet  allowing  a  free  passage  for 
the  upper  carbon.  The  electro-magnet  is  made  of  fine  wire  and 
is  mounted  in  a  shunt  on  the  terminals  of  the  lamp.  An  articu- 
lated brake,  with  a  screw,  keeps  the  upper  carbon  in  position  ; 
the  pressure  of  the  brake  against  the  carbon  being  r^dated  by 
a  spring.  The  upper  part  of  the  brake  carries  an  armature,  and 
when  this  armature  is  attached,  the  brake  frees  the  carbon  and 
allows  it  to  descend. 

The  lower  carbon  is  supported  by  a  movable  vertical  frame 
carrying  an  armature  at  its  upper  end,  and  this  armature  is  placed 
at  the  lower  extremity  of  the  electro-magnet  The  movable  frame 
is  balanced  by  two  spiral  springs,  which  are  seen  on  the  right 
and  left  of  the  electro-magnet    When  they  are  at  rest  the  car- 
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bons  are  not  in  contact  The  apparatus  is  worked  in  this  way  : 
When  the  current  passes  into  the  lamp,  the  carbons  are  separated, 
and  the  current^  therefore,  can  only  pass  through  the  fine  wira 
The  electro-magnet,  consequently,  becomes  strongly  charged, 
and  attracts  both  the  upper  and  lower  armatures.  The  upper 
armature,  acting  on  the  brake,  frees  the  upper  carbon  and  allows 


it  to  descend.  The  lower  armature  raises  the  frame  and  the 
lower  carbon.  As  soon  as  the  two  carbons  are  in  contact,  the 
arc  is  formed,  and  the  current  which  passes  into  the  shunt  is 
sensibly  weakened.  The  lower  armature  is  released,  and  causes 
the  lower  carbon  to  descend,  and  thus  produces  the  requisite 
distance  between  the  two  carbons.     At  the  same  time  the  lower 
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armature  of  the  brake  is  partly  released,  and  the  screw  presses 
against  the  upper  carbon  and  prevents  it  from  descending. 

If  the  spring  is  properly  adjusted,  a  balance  is  established ; 
but  in  proportion  as  the  carbons  are  consumed,  the  arc  will  be 
lengthened,  and  the  strength  of  the  current  in  the  electro-magnet 
will  increase.  The  brake  is  now  gradually  loosened,  the  alter- 
nating current  will  produce  an  oscillation  of  the  armature,  and 
the  upper  carbon  slides  down  imperceptibly  and  continuously 
to  maintain  the  requisite  distance. 

THE    BRUSH  ARC  LAMP. 

The  electric  lamps  designed  by  Mr.  Brush  are  among  the  sim- 
plest in  construction  of  all  arc  regulators,  involving  no  clockwork 
or  complicated  feeding  mechanism,  or  anything  that  is  liable  to 
become  deranged.  They  can  be  constructed  to  bum  continuousl}'- 
for  eight,  sixteen  or  twenty-four  hours,  and  the  mere  hanging  of 
a  lamp  in  its  place  puts  it  into  the  circuit  of  the  other  lamps  of 
the  series ;  while  the  extinction  of  one  or  more  lamps,  or  their 
removal  altogether,  does  not  affect  the  others.  The  great  sim- 
plicity of  the  Brush  lamp  consists  in  the  fact  that  the  feed  is 
actuated  by  gravity  alone,  while  it  is  controlled  solely  by  the 
influence  upon  a  bar  of  iron  of  a  magnetic  field,  the  intensity  of 
which  varies  with  the  strength  of  the  electric  current  passing 
through  the  lamp  circuit  The  general  external  appearance  of 
six  forms  of  Brush  r^ulators  is  shown  in  figs.  241  to  246, 
the  first  representing  the  single  carbon  or  eight-hour  lamp ;  the 
second  the  double  carbon,  or  sixteen-hour  lamp ;  the  third  is 
a  double  carbon  lamp  with  a  post  socket;  the  fourth 
is  a  sketch  of  a  more  ornate  form  of  the  double  carbon 
lamp,  the  controlling  apparatus  being  enclosed  in  a  nickel 
plated  case;  the  fifth  is  a  street  lamp;  and  the  sixth  is  an 
insulated  lamp  in  which  the  light  is  enclosed  in  a  glass  globe, 
with  a  close  fitting  bottom  plate,  a  spark  arrester  above,  and 
the  carbon  rod  and  regulating  apparatus  likewise  enclosed 
in  metallic  cases,  all  of  which,  as  well  as  the  outer  frame, 
are  insulated  from  the  circuit     Fig.  247  shows  how  the  lamps 
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are  arranged  upon  masts  for  illuminating  large  areas.  In  all 
these  lampa^  which  are  designed  for  general  illumination,  the 
lower  carbons  are  fixed,  and  as  they  burn  away  the  upper  car- 
bons follow  them,  so  the  arc  gradually  descends. 

Like  most  of  the  modern  electric  lamps  the  upper  carbon 
descends  by  its  own  weight  until  it  touches  the  lower  carbon, 


I^.  241. 


IXg.  242. 


and  the  circuit  is  thereby  completed ;  the  eflfect  of  this  is  to 
cause  a  soft  iron  plunger  to  be  drawn  to  a  more  or  less  extent 
within  a  hollow  coil,  and  through  the  intervention  of  a  lever 
and  a  most  ingenious  annular  clutch  surrounding  the  rod  of  the 
upper  carbon  like  a  washer,  the  upper  carbon  is  lifted  from  the 
lower  and  the  arc  is  established.    As  the  carbons  burn  away  the 
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arc  has  a  tendency  to  become  longer  and  its  resistance  to  in- 
crease, and  this,  by  diminishing  the  strength  of  the  current, 
diminishes  the  supporting  power  of  the  magnetic  helix,  allowing 
its  plunger  to  descend,  and  in  so  doing  to  lower  the  carbon  and 


I^,  243. 


i^.44. 


shorten  the  arc  until  the  proper  strength  of  the  current  is 
restored,  when  the  rising  of  the  plunger  once  more  holds  the 
carbon  in  position. 

Each  of  the  bobbins  of  the  controlling  magnet  is  wound  wiih 
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two  distinct  coils  of  wire,  the  first  consisting  of  a  number  of 
turns  of  a  tliick  wire,  through  which  the  current  is  transmitted 
to  the  arCj  and  the  second  of  a  much  larger  number  of  convolu- 
tions of  fine  wire  which  forms  a  secondary  or  shunt  circuit  be- 


Fig,  245. 


Fig.  246. 


tween  the  terminals  of  the  lamp,  the  connections  being  made  in 
such  a  way  that  the  electric  current  shall  pass  through  it  in  a 
direction  opposite  to  that  in  the  primary  or  thick  wire  circuit, 
forming  a  shunt  circuit  of  high  resistance  through  the  lamp, 
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which  being  always  closed  Is  independent  of  the  ara  As  the 
current  flows  in  opposite  directions  around  the  magnet,  the  in- 
fluence of  the  fine  wire  circuit  neutralizes  or  weakens  the  attrac- 
tive influence  of  the  thicker  helix,  but  the  number  of  the  con- 
volutions of  the  two  coils,  as  well  as  their  respective  resistances^ 
are  so  proportioned  to  one  another  that  the  attractive  influence 
of  the  primary  helix  (when  the  arc  is  of  its  normal  length), 
overcomes  the  influence  of  the  secondary  circuit  Owing  to  the 
greater  resistance  of  the  latter,  not  more  than  one  per  cent  of 
the  main  current  is  transmitted  by  the  fine  wire  helix,  but  its 
magnetic  influence  is  rendered  considerable  by  its  greater  num- 
ber of  convolutions. 

As  the  electric  current  has  two  routes  from  one  terminal  of 
the  lamp  to  the  other,  the  one  through  the  arc  and  the  other  in- 
dependent of  it,  it  follows  that  should  the  arc  become  too  long, 
its  resistance  will  increase,  and  a  larger  proportion  of  the  current 
will  be  shunted  through  the  fine  wire  helix,  while  the  strength 
of  that  in  the  thicker  helix  will  diminish,  the  resultant  magnetic 
influence  on  the  plunger  will  be  reduced,  and  the  upper  carbon 
will  be  brought  closer  to  the  lower ;  on  the  other  hand,  if  the 
arc  becomes  shorter  than  its  normal  length  its  resistance  is  re- 
duced, more  current  flows  through  the  primary  helix,  and  less 
through  the  secondary,  and  the  carbons  are  drawn  further  apart 

Figure  248  is  a  diagrammatic  sketch  showing  the  course  of  the 
primary  circuit,  and  illustrating  the  general  principle  by  which 
the  are  is  contrelled ;  it  also  shows  the  short  circuiting  contriv- 
ance by  which  any  accident  to  one  lamp  or  irregularity  of  work- 
ing cuts  it  out  of  the  general  circuit,  and  does  so  without  exercising 
any  influence  upon  the  other  lamps  in  the  series.  In  this  dia- 
gram X  and  T  represent  the  two  terminals  of  the  lamp,  which 
in  most  cases  consist  of  hooks,  which  by  being  dropped  over 
pins  attached  to  the  ceiling — and  which  are  in  connection  with 
the  line  circuit — place  the  lamp  in  circuit  with  the  machine.  The 
current  entering  at  X  is  transmitted  through  the  two  hollow 
bobbins  H  H*  in  parallel  circuit,  the  outcoming  ends  being 
joined  together  and  connected  to  the  upper  carbon-holder,  N, 
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and  if  the  carbons  are  in  contact  the  current  flows  through  them, 
and  by  the  vertical  rods  of  the  lamp  to  the  terminal  hook,  Y. 
The  effect  of  this  is  to  convert  the  solenoids,  H  and  H^  into 
magnets,  which,  by  drawing  into  themselves  the  two  iron  plun- 
gers, N  and  S,  lifts  one  edge  of  the  washer  clutch,  W,  which,  by 
its  oblique  action,  seizes  the  carbon  rod  (much  in  the  same  way 
as  a  tent-rope  tightener  grasps  its  cord)  and  lifts  the  upper  car- 
bon until  its  influence  is  balanced  by  that  of  the  fine  wire  helixy 
which,  it  must  be  remembered,  surrounds  the  thicker  coiL 

The  short-circuiting  apparatus  shown  to  the  left  of  the  carbons 
(figure  248),  consists  of  an  electro-magnet,  T,  wound  with  a  thick 


rig.  248. 


and  fine  wire  coil  similar  to  those  of  the  regulating  solenoids, 
but  both  wound  in  the  same  direction.  When  the  thick  wire 
circuit  of  this  magnet  is  complete,  it  forms  a  shunt  of  low  resist- 
ance between  the  terminals,  and,  therefore,  short-circuits  the 
lamp,  transmitting  the  current  to  the  main  circuit  Now,  the 
fine  wire  wound  upon  this  magnet  is  in  circuit  with  the  fine  wire 
of  the  regulating  solenoids;  it  follows,  therefore,  that  if  through 
a  failure  of  the  arc,  or  through  its  becoming  g.bnormally  long,  or 
through  any  considerable  increase  in  its  resistance,  a  lai^er  pro- 
portion of  current  be  diverted  through  the  fine  wire  circuit,  the 
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attractive  force  of  the  electro-magnet,  T,  would  be  increased,  and 
its  armature.  A,  which  is  attached  to  the  pivoted  lever,  B,  would 
be  attracted,  the  contact  pieces,  M  and  M^,  would  thereby  be 
brought  together,  and  the  terminals  would  be  short-circuited 
through  the  thick  coil,  M,  and  the  resistance  spring,  K.  By 
thus  short-circuiting  the  terminals  through  a  route  altogether  in- 


Fig.  249. 

dependent  of  either  the  fine  or  the  thick  wire  solenoids,  their 
magnetic  action  ceases,  and  either  the  upper  carbon  is  dropped, 
or,  if  it  is  burnt  out,  or  from  any  other  cause,  the  arc  is  not 
established,  the  contact  pieces,  M  and  M^,  are  held  firmly  to- 
gether by  the  attraction  of  the  magnet,  T,  and  the  current  flows 
past  the  faulty  lamp  to  the  others  in  the  series,  its  extinction 
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calling  attention  to  it  Figure  249  shows  the  details  of  this 
automatic  shunt,  as  constructed  in  a  two  carbon  lamp. 

In  installations  in  which  it  is  desired  frequently  to  vary  the  lights 
burning  on  one  circuit,  and  it  is  inconvenient  to  alter  the  speed  of 
the  machine,  the  automatic  regulator  shown  in  fig.  250  is  em- 
ployed. By  this  apparatus  the  amount  of  current  generated  by 
the  machine  is  automatically  controlled  to  suit  the  number  of 
lamps  in  action  at  any  one  time.  This  apparatus  depends  for 
its  action  upon  the  fact  that  the  resistance  of  a  series  of  carbon 
plates  varies  with  the  degree  of  pressure  to  which  they  are  sub- 
jected. In  the  arrangement  shown  in  the  figure,  four  sets  of 
carbon  plates.  A,  A,  A,  A,  are  attached  to  the  two  terminal 
screws,  G,  G*,  connected  with  the  generator,  so  that  the  regulat- 
ing apparatus  forms  a  shunt  circuit  across  the  electro-magnet 
From  this  it  is  evident  that  if  a  high  resistance  be  placed  in  the 
shunt,  the  greater  portion  of  the  current  generated  in  the  ma- 
chine will  be  transmitted  to  the  coils  of  the  electro-magnets,  and 
the  strength  of  the  magnetic  field  will  be  proportionately  in- 
creased ;  while,  on  the  other  hand,  if  the  shunt  be  of  low  resist- 
ance, a  greater  portion  of  the  current  will  be  diverted  by  it  from 
the  magnet  circuit,  and  the  strength  of  the  magnetic  field  wiU 
be  reduced. 

The  columns  of  carbon  plates,  A,  A,  A,  A,  constitute  the 
variable  resistance,  the  pressure  upon  them  being  controlled  by 
the  lever  E,  actuated  by  the  solenoids  C,  C*,  included  in  the 
main  circuit  of  the  machine.  Thus,  if  any  of  the  lamps  io  that 
circuit  be  extinguished,  a  large  amount  of  current  passing 
through  the  solenoids  causes  the  two  iron  plungers  to  be  drawn 
into  them,  the  lever  E  is  thereby  lifted  by  the  connecting  rod 
D,  and  the  carbon  plates  are  pressed  closer  together,  thus  reduc- 
ing the  resistance  of  the  shunt,  and  causing  a  greater  amount  of 
current  to  be  diverted  from  the  magnet  coils.  The  magnetic 
field  being  thereby  reduced,  the  machine  absorbs  less  motive 
power,  and  when  the  lamps  are  turned  on  again  the  operation  is 
reversed,  and  thus  the  power  required  to  driva  the  generator  is 
proportioned  to  the  work  it  is  required  to  do. 
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The  carbon  pencils  consumed  under  the  Brush  system  are, 
before  being  used,  a  foot  long,  and  are^lectro-plated  with  a  thin 
covering  of  copper ;  they  last  about  eight  hours,  during  which 
time  about  9  in.  of  the  positive  and  about  4  in.  of  the  negative 


Fig.  250. 

carbon  are  consumed.  When,  however,  the  lamps  are  required 
to  burn  for  a  longer  period,  double  carbon  lamps  are  employed, 
fitted  with  two  pairs  of  carbon  holders,  as  shown  in  fig.  242,  and 
each  is  controlled  in  the  same  way  as  in  the  single  carbon  lamp, 
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but  the  controlling  apparatus  is  not  duplicated.  When  the 
lamp  is  put  into  action,  the  arc  is  formed  between  one  of  the 
pairs  of  carbons,  and  when  they  have  burnt  out,  the  other  pair 
automatically  starts  into  action,  and  continues  to  bum  until  it  is 
in  turn  consumed ;  in  this  way  the  time  of  burning  is  doubled, 
and  in  order  to  extend  the  period  of  burning,  it  is  only  necessary 
to  employ  a  lamp  with  a  third  pair  of  carbons,  when  it  will  be 
capable  of  illuminating  for  twenty-four  hours,  each  additional 
pair  of  carbons  extending  the  period  of  burning  for  another 
eight  hours 

The  change  from  one  pair  of  carbons  to  another  pair  is 
effected  by  purely  mechanical  means,  and  by  a  contrivance  the 


Fig.  35L 

ingenuity  of  which  is  only  measurable  by  its  extreme  simplicity. 
This  little  apparatus  will  be  understood  by  reference  to  the  ex- 
planatory diagram,  figs.  251  and  252,  wluch  also  more  clearly 
illustrate  the  action  of  the  washer-clutch  than  the  preceding 
figure,  0  C  is  the  hollow  solenoid  which  exercises  a  magnetic 
influence  upon  the  soft  iron  plunger,  P.  The  rising  or  falling 
of  this  plunger  raises  or  lowers  the  little  frame,  K  (shown  in 
both  figures),  by  the  intervention  of  the  lever,  L.  B}  and  R*  are 
the  carbon  rods  which  pass  vertically  through  the  casing  of  the 
lamp,  and  W^  and  W^  are  the  clutch- washers  which  surround 
them.  One  side  of  each  of  these  washers  passes  between  a  pair 
ot  jaws  forming  part  of  the  little  frame,  K,  and  when  the  latter 
is  drawn  upward,  its  action  is  first  to  tilt  the  washers,  and  then 
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to  cause  them  to  clutch  the  rod  on  diagonally  opposite  corners. 
By  the  very  simple  device  of  making  one  pair  of  jaws  a  little 
higher  than  tlie  other,  it  takes  its  grip  before  the  other  begins  to 
act,  and  consequently  lifts  its  corresponding  carbon  higher  than 
its  neighbor ;  the  consequence  is,  that  only  one  arc  is  established, 
viz.,  across  the  lesser  distance,  and  in  all  subsequent  feeding  and 
controlling,  the  pair  of  carbons  first  started  are  alone  affected, 
because,  although  both  carbons  are  raised  and  lowered  together, 
the  lower  end  of  the  reserve  carbon  is  always  higher  than  the 


1^.  252. 

other  by  the  difference  in  the  height  of  the  two  pairs  of  jaws  on 
the  frame,  K.  A  time  arrives,  however,  when,  owing  to  the 
shortening  of  the  consuming  carbons,  they  can  no  longer  meet 
when  the  frame  is  dropped,  and  the  current  by  which  they  are 
again  separated  can  only  be  transmitted  by  the* reserve  carbons 
coming  into  contact^  the  circuit  is  thereby  completed,  the  new 
carbons  are  separated,  and  the  arc  between  them  continues  to 
be  controlled  by  the  magnet  and  clutch  in  the  same  way  as  the 
first  arc  was. 


412  THE  EUBOTBIG  LIGHT. 

THE  WBIOHT  ABC  LAMP. 

In  order  to  increase  their  duration  circular  carbons  have  been 
used  The  first  electiic  lamp  was  made  by  Wright  on  this  prin- 
ciple. The  arc  was  formed  between  carbon  disks,  bevelled  on 
their  circumference,  and  set  in  motion  by  mechanism. 

THE   LAMOLT  ABC  LAMP. 

Lamolt's  lamp  is  based  upon  Wright's  idea,  and  consists  of 
two  carbon  disks  supported  by  two  curved  and  jointed  levers, 
set  in  motion  by  a  double  system  of  pulleys  driven  by  clock- 
work mechanism.  A  spiral  spring  connecting  the  two  curved 
levers,  presses  the  two  carbon  disks  against  each  other,  and  these 
are  separated  at  very  short  intervals  by  the  action  of  an  eccentric 
put  in  motion  by  clockwork.  The  result  is  a  series  of  sparks 
succeeding  each  other  rapidly  enough  to  impress  the  sight  as  a 
continuous  light 

THE  HARBISON  ABC  LAMP. 

In  the  Harrison  lamp  one  of  the  carbons  was  replaced  by  a 
carbon  cylinder,  movable  on  its  axis,  so  as  to  make  the  consump- 
tion slower.  The  upper  carbon  was  moved  by  an  electro-mag- 
net, which  determined  the  formation  of  the  arc  and  kept  it 
constant  Ducretet  improved  this  lamp  by  arranging  it  so  as  to 
give  simultaneously  with  the  arc  powerful  incandescent  effects. 

THE  ANDREWS  ABC  LAMP. 

The  Andrews  lamp  consists  of  two  thin  plates  of  carbon,  an 
eighth  of  an  inch  apart,  having  between  them  a  plate  of  plum- 
bago insulated  by  four  little  triangles  of  slate  inserted  between 
the  plates.  The  arc  is  formed  on  the  extreme  edge  of  the  plates 
across  the  plumbago. 

THE  FTFE  ABC  LAMP. 

The  Fyfe  regulator  belongs  to  the  differential  type ;  an  ordi- 
nary clock  train  controlled  by  a  shunt  circuit  solenoid  being 
employed  to  move  the  carbons. 


THE  CBOMFTON  ABC  LAMP.  413 

THE  HUSSEY  ABC  LAMP. 

The  Hussej  regulator  is  of  the  Pilsen  type :  its  action  being 
based  upon  the  differential  action  of  two  solenoids. 

THE  BOUTBILLOUX  AND  LAINO  ARC  LAMP. 

In  this  lamp  the  arc  is  maintained  by  the  weight  of  one  elec- 
trode pressing  upon  a  non-conducting  core  inserted  in  the  centre 
of  the.  other,  and  which  is  gradually  dissipated  during  the  con- 
sumption of  the  carbbns. 

THE  BARO  ARO  LAMP. 

Baro's  apparatus  is  composed  simply  of  two  metallic  tubes 
placed  vertically  one  beside  the  other,  and  in  these  slide  freely 
two  sticks  of  carbon,  which  rest  on  a  block  of  magnesia.  These 
tubes  are  separated  by  an  insulating  substance,  but  a  screw  reg- 
ulates the  distance  between  the  carbons  at  the  end  in  contact 
with  the  magnesia,  so  that  the  arc  may  be  produced  at  this  point 
of  oontact  under  the  desired  conditiona 

THE  JURGENSEN  ARC  LAMP. 

In  the  Jiirgensen  lamp  the  movements  of  the  carbons  are  reg- 
ulated by  the  differential  action  of  two  solenoids — one  tending 
to  the  withdrawal  and  the  other  to  the  approach  of  the  carbons — 
the  holders  of  which  are  arranged  as  in  Serrin's  lamp,  shown  in 
figure  217,  page  369. 

THE  CBOMPTON  ABC  LAMP. 

The  Crompton  regulator  is  a  modification  of  the  Serrin.  Sim« 
pie  devices  have  been  introduced  in  place  of  those  of  a  complex 
character  with  a  view  to  greater  efficiency  in  working  and  greater 
economy  in  construction.  The  action  of  the  Crompton  lamp 
does  not  differ  in  any  important  particular  from  that  of  the 
Serrin. 
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THE  LEYEB  ABC  LAMP. 

The  Lever  r^ulator  oonsistsof  an  electro-magnet  wound  with 
fine  wire,  whose  armature  lever  is  attached  to  a  metal  collar  en* 
circling  the  upper  carbon  holder.  The  current  from  the  positive 
pole  of  the  generator  goes  to  the  upper  carbon  holder;  thence 
through  the  arc  and  lower  carbon  holder  to  the  negative  pole  of 
the  generator.  The  ends  of  the  electro-magnet  coils  are  con* 
nected  with  the  upper  and  lower  carbon  holders,  thus  placing 
them  in  derivation  from  the  ara  The  action  of  the  lamp  is  as 
follows :  The  carbons  being  separated,  the  only  path  for  the  cur* 
rent  is  through  the  electro  magnet,  which,  becoming  chai^ged, 
attracts  the  armature  and  loosens  the  collar  attached  to  the  upper 
carbon  holder,  which  slides  through  its  bearings  by  gravity. 
The  contact  of  the  carbons,  however,  allows  the  current  to  pasa 
through  them,  and  as  the  resistance  is  much  less  than  through 
the  fine  wire  coils  of  the  electro-magnet,  nearly  all  the  current 
goes  through  the  carbons.  This  causes  the  electro-magnet  to 
lose  its  power  and  release  the  armature  lever,  which  is  pulled  up 
by  its  retractile  spring,  and  with  it  the  carbon  rod,  thus  forming 
the  ara  As  the  carbons  are  burned  the  distance  becomes 
greater,  which  increases  the  resistance  of  this  route,  and  causes 
more  current  to  pass  through  the  electro-magnet,  which,  becom- 
ing stronger,  again  attracts  the  armature  and  lowers  the  carbon 
rod.  In  practice  it  is  said  that  there  is  scarcely  any  perceptible 
motion  to  the  lever  when  the  arc  is  burning,  as  the  electro-mag* 
net  and  the  spring,  acting  on  the  lever  in  opposite  directions  to 
each  other,  make  a  perfect  balance,  resulting  in  a  steady  light 

THE  ABDANK  ABC  LAMP. 

In  the  Abdank  lamp  the  lower  carbon  is  fixed.  The  upper 
carbon  is  movable  in  a  vertical  line,  and,  like  the  Gerard  lampa^ 
shown  in  figure  240,  page  399,  is  situated  below  the  regulating 
apparatus  The  upper  carbon  holder  is  attached  to  a  brass  rod, 
which  moves  within  the  tubular  core  of  an  upright  electro-mag- 
net    The  armature  of  the  magnet  has  a  soft  iron  projection  on 
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one  end,  which  brings  it  much  nearer  the  pole  of  the  mVigfat^^ 
than  the  other  end,  and  this  end  being  attracted  first,  causes  the 
armature  to  assume  an  inclined  position,  which  is  assisted  by  a 
brass  button  on  the  opposite  end  from  the  projecting  armature, 
which  also  prevents  any  adhesion  between  the  armature  and  the 
core  of  the  electro-magnet  The  brass  rod  passes  through  a  slot 
in  the  armature,  which,  when  the  latter  is  inclined  by  the  pas- 
sage of  a  current  through  the  coils,  acts  as  a  clutch,  and  the  car- 
bon rod  is  lifted. 

The  electro-magnet  is  attached  to  a  rack,  which  falls  by  its 
own  weight  combined  with  that  of  the  magnet  and  carbon  fixed 
to  it  The  length  of  the  rack  is  equal  to  the  length  of  the  two 
carbona  The  fall  of  the  rack  is  controlled  by  a  friction  brake, 
which  acts  upon  the  last  of  a  train  of  three  wheels  put  in  motion 
by  the  above  mentioned  weight,  and  the  action  of  the  brake  is 
controlled  by  an  electro-magnet  whose  resistance  is  1,200  ohms* 

The  regulator,  which  is  placed  at  a  distance  from  the  lamp, 
consists  of  a  differential  balance  and  cul-off.  The  former  is 
composed  of  two  solenoids  with  adjustable  resistances.  The 
main  circuit  coil  is  wound  with  thick  wire,  having  practically  no 
resistance ;  the  shunt  circuit  coil  is  wound  with  fine  wire,  having  a 
resistance  of  600  ohms.  In  the  axis  of  these  two  coils  a  small 
iron  rod,  -^  of  an  inch  in  diameter  and  2^  inches  in  length, 
moves  in  a  vertical  line  between  two  guides ;  when  magnetized 
it  has  one  pole  in  the  middle  and  the  opposite  at  each  end.  The 
upward  movement  of  the  rod  is  limited  by  a  spring  resting  upon 
a  contact  point,  which  is  broken  when  the  rod  strikes  the  spring. 
The  current  from  the  positive  pole  of  the  generator  passes 
through  the  coarse  wire  coil  to  the  lamp  and  returns  to  the  nega- 
tive pole  of  the  generator.  The  shunt  circuit  commences  at  the 
positive  pole  of  the  generator  and  passes  through  the  fine  wire 
coil  to  the  contact  screw  on  the  coarse  wire  coil,  whence  it  has 
two  paths — the  one  offering  no  resistance  through  the  spring 
resting  on  the  contact  screw  which  is  connected  to  the  negative 
carbon ;  the  other,  through  the  electro-magnet  of  1,200  ohms 
resistance  controlling  the  friction  brake,  and  thence  to  the  nega- 
tive carbon. 
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The  action  of  the  apparatus  is  as  follows :  The  carbon  points 
being  separated,  the  main  circuit  is  open ;  the  current  therefore 
passes  through  the  derived  circuit  via  the  screw  point  and  spring 
to  the  fine  wire  magnet  controlling  the  friction  brake,  thereby 
releasing  the  train  of  wheels  and  allowing  the  upper  carbon  to 
drop  until  it  comes  in  contact  with  the  lower  carbon.  When 
this  occurs,  the  current  passes  through  the  main  circuit,  magnet- 
izing the  coarse  wire  coil  and  attracting  the  small  rod,  which  in 
rising  breaks  contact  with  the  spring  and  opens  the  circuit  of 
the  1,200  ohm  magnet  controlling  the  brake;  and  at  the  same 
time  energizes  the  solenoid  surrounding  the  upper  carbon  rod, 
the  armature  of  which  immediately  clutches  the  rod  and  lifts 
the  carbon,  thus  establishing  the  arc.  When  the  carbons  be- 
come too  far  separated  by  burning,  enough  current  will  pass 
through  the  shunt  to  again  release  the  upper  carbon,  and  thus 
the  two  carbons  are  constantly  maintained  at  the  proper  point  of 
separation  by  these  reacting  forcea 

THE  MOLSRA  AKD   CEBRIAN  ABC  LAMP. 

This  lamp  was  invented  for  distributing  the  light  in. several 
directions  by  optical  means,  and  consists  of  a  regulator,  with  the 
luminous  point  inclosed  in  a  polyhedric  frame,  with  faces  pro- 
vided with  PresnePs  lenses.  The  two  carbons  are  supported  by 
two  systems  of  regulating  carbon  holders  entering  within  the 
frame,  and  directed  toward  its  centre.  The  carbon  holders  are 
fitted  to  the  two  ends  of  a  tube  filled  with  a  liquid,  in  which 
they  form  pistons.  At  one  part  of  this  tube  there  is  a  kind  of 
bellows,  the  movable  part  of  which  is  provided  with  a  plate  of 
iron,  which  serves  as  the  armature  of  an  electro-magnet  placed 
in  the  arc  circuit  The  attraction  of  this  armature  being  pro- 
portional to  the  strength  of  the  light  current,  exercises  a  greater 
or  less  pressure,  which  causes  the  carbons  to  advance  proportion- 
ally to  their  consumption,  and  therefore  maintains  them  in  the 
centre  of  the  frama  This  pressure  may,  however,  be  regulated 
by  means  of  an  antagonistic  screw.  When  the  current  is  inter- 
rupted or  weakened,  the  spring  acts  so  as  to  bring  the  carbons 
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nearer  together ;  when,  on  the  contrary,  it  increases,  the  inverse 
effect  is  produced  and  the  carbons  are  separated. 

On  each  face  of  the  polyhedron,  formed  by  the  reflecting  frame, 
abut  tubes  which  may  be  placed  in  the  streets,  along  buildings,  or 
even  under  the  floors,  in  order  to  distribute  the  light  iu  a  house. 
For  that  purpose  it  would  suffice  to  fix  a  stout  branch  pipe  with 
a  properly  inclined  mirror  at  each  change  of  direction. 

THE  OIBOUARD  ARC  LAMP. 

Girouard's  lamp  is  a  clockwork  regulator  somewhat  resem- 
bling that  of  Foucault,  but  acting  under  the  power  of  a  relay 
r^ulator,  is  capable  of  being  controlled  from  a  distanca  The 
system  consists  of  an  electro-magnet  with  thick  wire,  through 
which  the  current  of  the  generator  passes,  and  which  acts  on  a 
double  contact,  and  a  lamp  with  a  double  clockwork  motion, 
controlled  by  two  fine  wire  electro-magneta  The  current  of  the 
generator,  after  traversing  the  electro-magnet  of  the  relay  r^u- 
lator,  passes  directly  through  the  carbons  of  the  lamp,  their  dis- 
tance apart  being  regulated  by  an  independent  system  which 
works  bj  the  influence  of  the  two  contacts  of  the  relay  regula- 
tor. When  the  current  has  its  full  strength,  the  mechanism  con- 
trolling the  separation  of  the  carbons  is  set  in  motion,  and  when 
the  current  is  weakened,  the  second  clockwork  mechanism  is 
liberated,  and  this  brings  the  carbons  nearer  together.  In  order 
to  obtain  this  double  action  in  opposite  directions,  Girouard  used 
a  spring  barrel  with  a  double  movement 

THE  BERJOT  ABC  LAMP. 

The  Berjot  lamp  employs  two  electro-magnets,  one  of  which 
is  wound  with  coarse  wire  and  is  placed  in  the  main  circuit  with 
the  carbon ;  and  the  other  is  wound  with  fine  wire,  and  is  placed 
in  a  derived  circuit  The  mechanism  of  the  lamp  is  inclosed  in 
a  casing  and  the  clockwork  is  supported  by  a  frame,  at  the  top 
and  bottom  of  which  are  four  flat  springs,  suitably  regulated, 
and  subject  to  the  action,  under  varying  conditions,  of  the  two 


418  THE  ELECTTBIO  LIGHT. 

electro-magnets.  One  of  these  electro-magnets  tends  to  raise 
the  frame,  the  other  to  move  the  mechanism.  The  frame  con- 
taining the  clockwork  carries  the  weight  of  the  upper  carbon 
holder,  which  is  connected  to  a  long  rack  gearing  with  the  first 
wheel  of  the  clockwork.  A  counter  weight,  acting  in  conjunc- 
tion with  the  upper  carbon  holder,  tends  to  pull  down  the  frame 
containing  the  clockwork,  which  is  resisted  and  held  in  a  fixed 
position  by  the  coarse  wire  electro-magnet  The  carbon  holder 
would  always  tend  to  fall  if  it  were  not  held  up  by  the  clock- 
work, of  which  the  last  wheel  is  controlled  by  a  brake.  As  this 
brake  may  be  raised  or  lowered  by  the  action  of  the  fine  wire 
electro-magnet,  the  rack  of  the  upper  carbon  holder  is  free  to 
move  when  this  magnet  is  in  action,  the  approach  of  the  two 
carbons  resulting  from  this  action,  which  takes  place  when  the 
arc  is  sufficiently  weakened  to  give  to  the  fine  wire  electro-mag- 
net an  excess  of  power  over  the  other.  The  approach  of  the 
•carbons  is  moreover  effected  conjointly  with  the  lockiQg  of  the 
<3ase  containing  the  clockwork,  but  when  the  carbons  are  so  near 
together  as  to  restore  the  strength  of  the  current  at  the  arc,  the 
coarse  wire  magnet  raises  the  apparatus  so  that  the  fine  wire 
magnet  releases  the  brake  and  prevents  the  clockwork  from 
moving  until  the  arc  again  becomes  weakened. 

THB  STANDABD  LAMP  FOR  FRKNGH  UQHTHOUSEa 

Figure  253  represents  the  lamp  which  has  recently  been 
adopted  for  the  French  electric  lighthouses.  It  is  a  combina- 
tion of  the  Serrin  and  the  Berjot  lamps,  comprising  the  two 
electro-magnets  of  the  Berjot  lamp,  the  armatures  of  which  form 
an  internal  core,  one  magnet  having  coarse  wire  and  placed  in 
the  main  circuit,  the  other  fine  wire  and  placed  in  a  derived  cir- 
cuit. The  former  acts  on  the  articulated  frame  carrying  the 
lower  carbon ;  the  other  acts  on  the  brake  which  controls  the 
clock  train.  S  is  the  coarse  wire  electro-magnet  acting  through 
the  lever  Q  on  the  articulated  frame  or  cage,  the  two  springs  B 
and  B^  tending  always  to  lift  the  cage.     The  tension  of  these 
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electro-magnets.  One  of  these  electro-magnets  tends  to  raise 
the  frame,  the  other  to  move  the  mechanism.  The  frame  con- 
taining the  clockwork  carries  the  weight  of  the  upper  carbon 
holder,  which  is  connected  to  a  long  rack  gearing  with  the  first 
wheel  of  the  clockwork.  A  counter  weight,  acting  in  conjunc- 
tion with  the  upper  carbon  holder,  tends  to  pull  down  the  frame 
containing  the  clockwork,  which  is  resisted  and  held  in  a  fixed 
position  by  the  coarse  wire  electro-magnet  The  carbon  holder 
would  always  tend  to  fall  if  it  were  not  held  up  by  the  clock- 
work, of  which  the  last  wheel  is  controlled  by  a  brake.  As  this 
brake  may  be  raised  or  lowered  by  the  action  of  the  fine  wire 
electro-magnet,  the  rack  of  the  upper  carbon  holder  is  free  to 
move  when  this  magnet  is  in  action,  the  approach  of  the  two 
carbons  resulting  from  this  action,  which  takes  place  when  the 
arc  is  sufficiently  weakened  to  give  to  the  fine  wire  electro-mag- 
net an  excess  of  power  over  the  other.  The  approach  of  the 
carbons  is  moreover  effected  conjointly  with  the  lockiiig  of  the 
case  containing  the  clockwork,  but  when  the  carbons  are  so  near 
together  as  to  restore  the  strength  of  the  current  at  the  arc,  the 
coarse  wire  magnet  raises  the  apparatus  so  that  the  fine  wire 
magnet  releases  the  brake  and  prevents  the  clockwork  from 
moving  until  the  arc  again  becomes  weakened. 

THB  STANDARD  LAMP  FOR  FRSNGH  LIQHTHOUSEa 

Figure  253  represents  the  lamp  which  has  recently  been 
adopted  for  the  French  electric  lighthouses.  It  is  a  combina- 
tion of  the  Serrin  and  the  Beijot  lamps,  comprising  the  two 
electro-magnets  of  the  Berjot  lamp,  the  armatures  of  which  form 
an  internal  core,  one  magnet  having  coarse  wire  and  placed  in 
the  main  circuit,  the  other  fine  wire  and  placed  in  a  derived  cir- 
cuit The  former  acts  on  the  articulated  frame  carrying  the 
lower  carbon ;  the  other  acts  on  the  brake  which  controls  the 
clock  train.  S  is  the  coarse  wire  electro-magnet  acting  through 
the  lever  Q  on  the  articulated  frame  or  cage,  the  two  springs  B 
and  B'  tending  always  to  lift  the  cage.     The  tension  of  these 
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springs  is  regulated  by  the  bent  lever  L  hang  to  the  frame  of 
the  lamp,  and  the  position  of  which  can  be  altered  by  the  screw 
V,  which  can  be  turned  by  a  key  passing  through  a  hole  in  the 
casing.  The  fine  wire  coil  is  not  shown  in  the  drawing,  but  it 
occupies  a  position  corresponding  to  that  of  the  electro-magnet 
S  on  the  other  side  of  the  clock  train.  The  connection  between 
the  two  carbon  holders  and  the  first  spindle  of  the  train  is 
effected  by  means  of  a  steel  ribbon,  F,  attached  to  the  lower 
ends  of  the  two  rods  g  and  i,  the  lower  and  upper  carbon  rods 
respectively.  This  ribbon  is  led  over  several  pulleys  and  passes 
round  the  greater  part  of  the  circumference  of  a  wheel  on  the 
first  axis  of  the  clock  train,  so  that  there  should  be  no  slip 
between  the  ribbon  and  the  pulley.  The  rod  g  slides  in  the 
tube  D  fixed  to  the  articulated  frame,  and  this  tube  has  a  verti- 
cal slot  formed  in  it  to  allow  the  ribbon  to  be  attached.  This 
mode  of  connecting  the  two  rods  supporting  the  carbons,  which 
replaces  the  chain  of  the  Serrin  regulator,  allows  the  carbons  to 
be  set  at  their  right  height  by  a  slight  slipping  of  the  ribbon. 
Another  peculiarity  in  ^he  lamp  is  the  mode  of  connection 
adopted  for  the  internal  mechanism.  The  current  from  the 
large  cable  conductor  is  led  to  the  upper  carbon  from  the  rails 
and  the  non-insulated  part  of  the  lamp.  From  the  lower  carbon 
it  returns  to  the  two  insulated  terminals  H  and  H',  passing 
partly  through  the  articulated  cage  and  partly  through  the  elec- 
tro-magnet S.  The  connections  between  the  pieces  to  which  the 
current  arrives  are  made  with  four  spirals  of  thick  copper  wire, 
nickel  plated ;  they  are  shown  at  M  and  N,  placed  above  and 
below  the  coarse  wire  magnet  S.  The  tube  D  carrying  the  rod  j  is 
not  insulated  from  the  articulated  cage,  but  the  latter  is  insulated 
from  the  rectangular  bar  by  which  it  is  carried.  This  arrangement 
is  convenient  in  construction,  because  it  is  more  easy  to  insulate  a 
rectangular  bar  than  a  round  piece  like  the  tube  D.  An  air- 
pump,  T,  serves  to  deaden  the  motion  of  the  cage,  and  prevents 
any  violent  oscillation.  The  ingenious  details  of  the  porous 
plate  V  must  be  noticed.  When  large  carbons  like  those  neces- 
sary for  lighthouses  are  employed,  the  turning  piece  a,  thai 
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serves  to  r^olate  the  height  of  the  arc,  becomes  heated  as  well 
as  the  rods  i  and  i  and  the  different  parts  exposed,  often  causing 
them  to  bind.  To  avoid  these  inconveniences,  a  porous  clay 
shield,  V,  is  introduced  as  shown.  When  the  upper  carbon 
holder  has  reached  the  end  of  its  travel,  it  acts  laterally  on  a 
small  inclined  rod  which  draws  back  a  spring  and  cuts  off  the 
connection  with  the  fine  wire  electro-magnet,  so  that  it  cannot 
be  injured  by  the  passage  of  too  strong  a  current 

THE  QULCHEB  ARC  LAMP. 

The  Qulcher  lamp,  which  is  very  highly  appreciated  in 
Europe,  is  shown  in  perspective  in  fig.  254  It  contains  no 
clock-work,  and  the  regulation  of  the  carbons  is  effected  by  a 
single  electro-magnet  The  two  carbon  holders  are  connected 
by  means  of  a  cord  passing  over  a  pulley  R ;  the  upper  one, 
whose  rod  T  T'  is  of  iron,  is  heavier  than  the  lower,  and  tends 
to  descend  at  the  same  time  that  it  raises  the  latter.  E  is  an 
electro-magnet  which  is  free  to  move  up  and  down  upon  its 
trunniona  The  pples  of  the  electro-magnet  are  curved,  form- 
ing parts  of  a  circle,  the  centre  of  which  is  on  the  axis  of  the 
trunnion.  The  j)ole  on  the  right  extends  downward  and  ter- 
minates in  a  projection,  beneath  which  is  a  small  iron  block  at- 
tached to  the  case  of  the  lamp.  The  rod  of  the  upper  carbon 
holder  moves  before  one  pole  of  the  electro-magnet,  while  a 
small  iron  block  is  pressed  against  the  other  by  a  spring  whose 
tension  is  regulated  by  a  lever.  Passing  through  the  top  of  the 
casing  is  the  screw  Y,  which  terminates  in  a  spindle,  against  the 
lower  end  of  which  the  electro-magnet  rests  when  no  current  is 
passing.  This  position  of  the  magnet  is  secured  by  means  of 
the  spring  which  is  connected  to  the  angle  lever  pivoted  to  the 
insulated  bearing  M.  The  upper  end  of  the  spring  bears  against 
the  screw  B,  and  the  position  of  the  spring  and  its  pressure 
against  the  trunnion  is  regulated  by  means  of  the  screw  r,  which 
is  insulated  from  the  angle  lever.  The  current  from  the  positive 
pole  of  the  generator  is  conducted  to  the  bearings  M,  which  are 
insulatedi  passes  thence  to  the  trunnion  and  coil  to  the  core  of 
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the  electro-magnet,  whence  it  flows,  partly  through  the  spring 
which  is  in  contact  with  the  end  of  the  magnet,  and  also  in  me- 
tallic connection  with  the  case  of  the  regulator,  and  partly  to  the 
rod  T  T',  in  contact  with  the  other  end  of  the  magnet  Finally 
the  two  currents  unite,  and,  passing  through  T  T',  flow  through 
the  carbons,  the  lower  carbon  holder,  and  thence  to  the  negative 
pole  of  the  generator. 

The  operation  of  the  regulator  is  as  follows :  As  soon  as  it 
has  been  connected  with  the  generator,  the  electro-magnet  E  at- 
tracts the  rod  TV  ot  the  upper  carbon  holder,  and  at  the  same 
time  the  projection  of  the  other  pole  of  the  magnet  is  attracted 
to  the  fixed  piece  of  iron  at  the  bottom  of  the  casing,  thereby 
causing  the  electro-magnet  to  turn  on  the  trunnions.  By  this 
movement  the  carbon  holder  T  T'  is  necessarily  lifted,  because 
of  the  contact  with  the  curved  face  of  the  pole  piece,  the  motion 
being  far  steadier  and  more  uniform  than  could  be  imparted  by 
a  rack  and  pinion ;  the  two  carbons  are  thus  separated  and  the 
voltaic  arc  produced.  As  the  carbons  bum  away,  and  the  dis- 
tance between  them  becomes  greater,  the  resistance  increases, 
and  consequently  the  power  of  the  electro-magnet  diminishes, 
the  projection  of  the  pole  piece  becomes  further  removed  from 
the  piece  of  iron  under  it,  the  carbon  points  approach  each  other, 
and  the  magnet  continues  to  turn  on  its  trunnions  until  it  is  ar- 
rested by  the  stop  V,  the  position  of  which  has  been  carefully 
adjusted.  As  soon  as  this  condition  has  been  established  the 
magnet  has  no  further  movement,  the  carbons  continue  to  bum 
until  they  are  at  that  distance  apart  corresponding  to  the  great- 
est intensity  of  light  As  soon,  however,  as  further  consump- 
tion increases  the  distance,  the  attractive  power  of  the  magnet 
becomes  too  small  to  enable  its  pole  to  hold  the  bar  T  T',  and 
the  bar  begins  to  slide  down,  until  the  carbons  are  brought 
nearer  together,  and  the  power  of  the  magnet  is  increased  so  that 
it  again  holds  the  bar  T  T'  and  prevents  it  slipping  further.  If 
the  bar  continued  to  fall,  the  power  of  the  magnet  would  in- 
crease until  the  pole  piece  would  be  drawn  down  to  the  piece  of 
iron  beneath,  and  the  preliminary  process  above  described  would 
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be  repeated.  In  practice,  however,  it  is  found  that  after  the 
lamp  has  been  started  the  magnet  remains  stationary,  the  con- 
sumption of  the  carbons  and  the  weight  of  the  rod  T  T'  being 
sufficient  through  the  intermittent  action  of  the  magnet  to  secure 
the  automatic  working  of  the  lamp.  The  face  of  the  left  pole 
and  the  rod  T  T'  are  covered  with  thin  brass  to  prevent  adhe- 
sion, as  are  also  the  other  pole  and  the  small  iron  block  resting 
against  it  This  block  serves  as  a  brake  upon  the  action  of  the 
magnet  when  the  lamp  is  started,  and  secures  a  soft  and  easy 
movement  The  rod  T  T'  is  constantly  pressed  against  the  mag- 
net by  a  spring  attached  to  the  frame  G. 
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The  popular  and  ingenious  electric  lamps  designed  by  Mr. 
James  J.  Wood,  and  manufactured  by  the  Fuller  Electrical 
Company,  belong  to  the  differential  solenoid  type,  so  generally 
employed  in  the  construction  of  the  modern  electric  r^idator. 
Fig.  255  is  a  general  view  of  the  Wood  standard  arc  lamp 

The  framework  of  the  lamp  is  insulated  and  water  tight  The 
binding  posts  a  a,  are  so  situated  that  the  circuit  wires  enter  at 
the  top  of  the  lamp,  so  that  if  the  connections  become  loose 
from  any  cause,  they  will  always  tend  to  make  contact,  as  the 
weight  of  the  wires  will  keep  them  in  position.  These  binding 
posts  also  serve  as  bolts  to  hold  the  insulated  roof  plate  in  posi- 
tion. The  hand  switch,  b^  is  similar  to  the  key  of  a  gas  burner, 
and  can  be  operated  from  below  in  a  similar  manner  to  turn  the 
light  on  or  ofiL  The  ornamental  cup,  c,  at  the  bottom  of  the 
lamp,  is  so  arranged  that  the  carbon  dust,  which  accumulates  as 
the  carbons  are  consumed,  falls  into  it  It  is  held  in  position 
by  a  bayonet  joint  to  facilitate  its  removal  for  cleaning.  The 
positive  carbon  holder  is  fitted  with  a  universal  adjustment,  d^ 
for  bringing  the  carbon  points  in  line. 

Fig.  266  is  a  perspective  view  of  the  interior  of  the  lamp,  and 
fig.  257  is  a  diagram  illustrating  the  direction  taken  by  the  cur- 
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rent  ia  passing  through  the  lamp  to  produce  the  light,  and  also 
the  action  of  the  automatic  cut-out,  operated  by  an  abnormal 
attraction  of  the  magnets  in  case  the  lamp  fails  to  feed.  The 
current  enters  at  the  upper  left-hand  comer,  marked  a,  following 
the  direction  of  arrows  to  the  feed-rod  e,  to  the  positive  carbon, 
through  the  arc,  thence  through  the  negative  carbon,  and  back 


through  the  heavy  connection  around  the  magnets//  thence  to 
the  right  of  the  figure  and  out  to  the  next  lamp.  The  action  ia 
as  follows :  The  carbons  being  in  contact,  the  current  will  flow 
in  the  direction  shown  by  the  arrows,  through  the  carbon  rod  e, 
through  the  carbons,  thence  through  the  magnets  //  and  thus 
attracting  the  armature  t,  which  through  the  agency  of  the  lever 
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y,  as  shown  in  fig.  256,  will  produce  a  separation  of  the  carbona 
The  magnets  h  A,  in  the  shunt  circuit  around  the  arc,  have  a 
very  high  resistance,  so  that  when  the  carbons  are  together, 
practically  no  current  flows  through  hh;  but  the  instant  the 
carbons  are  separated,  the  current  divides  inversely  as  the  resist- 
ance of  the  arc  and  shunt  circuit,  thus  causing  a  greater  propor- 
tionate flow  of  the  current  through  the  fine  wire  coils  h  h,  which 
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proportion  will  increase  as  the  carbons  are  consumed,  until  the 
arc  becomes  of  normal  length.  When  this  occurs,  the  attractive 
force  of  both  magnets  is  balanced.  If  the  arc  increases  in 
length,  the  attractive  force  of  the  magnets  h  h  will  preponderate, 
attractiDg  the  armature  t  in  that  direction,  and  causing  the  car- 
bons to  feed.  In  case  of  a  failure  of  the  carbons  to  feed  from 
anv  cause,  the  magnets,  h  A,  will  continue  to  increase  in  strength 
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until  the  pin  k  comes  in  contact  with  the  lever  /,  tripping  the 
cut-out  lever  m,  closing  the  contacts  n,  and  automaticallj  cut- 
ting the  light  out  of  circuit  In  case  it  is  desired  to  switch  the 
lamp  out  of  circuit  by  hand,  the  switch  b  is  moved  so  as  to  close 
contact  with  the  knob  o,  which  sets  the  cut-out  so  as  to  be  again 
operated  by  the  magnets,  when  the  lamp  is  again  put  in  circuit 
These  movements  are  so  arranged  that  no  contact  is  broken 
until  another  has  first  been  formed,  thus  avoiding  all  sparks  and 
consequent  injury. 

The  object  of  the  adjusting  spring,  «,  is  to  govern  the  length 
of  the  arc,  which  is  easily  regulated  by  turning  the  screw,  z\ 

The  permanent  balancing  spring  shown  at  the  right  of  the 
adjusting  spring,  in  figs.  256,  259  and  262,  is  used  to  preserve 
the  adjustment  so  as  to  continue  the  lamp  in  operation  even 
when  the  spring,  z,  is  improperly  used,  as  sometimes  occurs 
from  ignorance  or  carelessness. 

The  comb  spring,  z",  is  employed  to  insure  a  positive  contact 
with  the  feed  rod,  thus  maintaining  the  path  of  the  current 
without  depending  upon  the  feeding  mechanism  therefor.  At 
X  will  be  seen  a  small  train  of  clockwork,  the  object  of  which  is 
to  retard  the  downward  movement  of  the  rod,  c,  thus  securing  a 
steady  light 

Fig.  258  is  an  exterior  view  of  Wood's  automatic  duplex 
lamp,  designed  for  all  night  illumination.  The  burning  capacity 
of  this  lamp  is  from  14  to  16  hours  without  replacing  the  car- 
bons. The  general  construction  of  the  frame  as  to  insulation, 
convenience  and  appearance  is  the  same  as  that  described  in  fig. 
255.  The  principal  difference  consists  in  the  fact  that  this  lamp 
is  designed  to  feed  two  carbons  consecutively  instead  of  one. 

Fig.  259  is  a  perspective  view  of  the  interior  construction  of 
this  lamp,  and  fig.  260  is  a  sectional  and  plan  view,  showing 
the  main  features  of  the  feed  mechanism,  cut  off  switch  and 
methed  of  insulation.  The  action  of  this  lamp  is  as  follows : 
The  feed  rod,  e,  is  the  rod  which  first  comes  into  action,  the  rod 
^,  being  held  in  position  by  the  latch  lever,  p.  As  the  carbon 
is  consumed  in  the  rod,  ^,  it  feeds  forward  until  near  the 
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end  of  its  course  when  the  pin,  j,  comes  in  contact  with  the  lever, 
p,  and  trips  the  rod  e'.  The  instant  that  this  occurs,  the  rod,  tf, 
having  reached  the  bottom  of  its  travel,  leaves  a  space  between 
the  carbons  equal  to  the  length  of  the  arc.  After  the  rod,  e,  is 
tripped,  it  will  feed  forward  until  the  carbons  on  this  side  of 
the  lamp  come  in  contact ;  the  current  will  then  pass  through 


lig.  259. 


this  set  of  carbons,  which  ofEer  the  least  resistance,  br^^^ 
the  arc  and  extinguishing  the  light  in  the  former  set  ^^^ 

A  peculiar  feature  of  this  lamp  is,  that  while  both  f ee<l       il1 
are  connected  positively  together  with  a  single  movemen*'        - 
lamp  having  but  a  single  set  of  magnets — ^there  is  no  inst^O*  /^ 
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its  whole  operation  when  both  rods  are  acted  on  at  the  same 
time.  This  result  is  accomplished  in  the  following  manner: 
The  pinions,  r,  r',  gear  into  their  respective  rods,  e,  c',  and  are 


Fig.  260. 

fastened  to  a  ratchet  wheel,  5,  8\  which  gears  into  the  driving 
disks,  if  t.     These  disks  fit  loosely  on  the  spindle,  w,  having  a 
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certain  amount  of  motion  around  the  axis  of  the  spindle,  which 
motion  is  about  equal  to  that  produced  by  the  separation  of  the 
carbons. 

If  we  consider  the  rod,  f,  to  be  feeding  its  carbon  forward,  and 
the  rod  c'  to  be  latched,  as  shown  in  fig.  260,  it  will  readily  be 
seen  that  the  pinion  r  becomes  the  driver,  and  will  revolve  the 
disk  ij  taking  up  the  play  as  shown  in  the  section  t;,  transmitting 
a  rotary  motion  to  the  spindle  u,  which  in  turn  will  cause  the 
disk  i'  to  revolve,  taking  up  the  play  in  the  opposite  direction, 
as  represented  in  the  section  v'.  Now,  as  will  be  readily  seen, 
the  pinion,  r,  at  the  right  hand  of  the  figure,  being  the  driver,  the 
disk  i'  at  the  left  hand  of  the  figure  will  be  driven  around  the 
ratchet  wheel  and  pinion  r',  causing  the  pawls  w,  m?',  to  slip,  as 
the  pinion,  r,  is  geared  directly  to  the  feed  rod  e'^  which  rod  being 
latched  in  its  upright  position  prevents  the  pinion  from  revolv- 
ing without  disengaging  it  for  an  instant  from  the  main  train  ar, 
shown  in  fig.  259.  The  advantage  of  this  will  be  appreciated 
if  we  consider  that  if  one  pinion  were  disengaged  while  the  other 
was  operating,  there  might  be  a  time  when  it  would  be  difficult 
to  reverse  the  connections  without  causing  the  teeth  to  strike  on 
the  tops  of  each  other,  or  allowing  the  rod  to  fall  too  far.  When 
the  rod  «'  is  tripped  so  as  to  set  it  in  motion,  the  action  is  re- 
versed. 

The  purpose  of  the  button,  y,  is  to  facilitate  cleaning  and  re- 
placing carbons  in  the  lamp.  By  pressing  it  downwards,  both 
carbon  rods  are  brought  into  simultaneous  action. 

Fig.  260  is  a  sectional  and  plan  view,  showing  the  action  of 
the  hand  switch  and  the  automatic  cut-out  In  the  figure,  n 
represents  a  cam  shaped  piece,  which  is  in  direct  connection 
with  the  spindle  n'  and  the  key  6,  which  compose  the  hand 
switch.  The  action  of  this  is  as  follows :  The  end  of  the  spin- 
dle n'  is  seated  in  a  bearing  at  the  inside  of  the  negative  binding 
post  a'  which  is  insulated  from  the  framework  of  the  lamp,  and 
is  of  negative  polarity.  When  this  is  in  the  position  shown  in 
the  figure,  there  is  a  space  between  this  cam  and  the  cut-out 
lever  tn.    This  cut-out  lever  is  in  direct  connection  with  the 
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positive  binding  post  cl  By  turning  the  key  6 'one  quarter,  the 
projection  of  the  cam,  n,  is  brought  in  direct  connection  with  the 
lever  wi,  switching  the  lamp  out  of  circuit ;  by  turning  the  key 
in  the  opposite  direction,  these  connections  will  be  broken  and 
the  lamp  again  switched  in  circuit  The  operation  of  the  auto- 
matic cut-out  shown  in  fig.  257 — in  case  of  failure  of  the  lamp 
to  feed  from  any  cause,  or  when  the  carbons  are  consumed — is 
produced  by  tripping  the  latch  /,  and  allowing  the  lever,  rw,  to 
automatically  close  contact  with  the  cam,  n. 

All  that  is  required  to  put  this  lamp  back  in  circuit,  after 
automatic  extinguishment,  is  to  turn  the  key,  b,  in  the  direction 
to  switch  the  lamp  out,  and  then  back  to  switch  it  in,  as  before 
described. 

Fig.  261  is  an  exterior  view,  and  fig.  262  a  perspective  view 
of  the  interior  construction  of  Wood's  focussing  lamp.  Fig. 
268  shows  the  method  of  insulation  and  feed  connections  be- 
tween the  positive  and  negative  carbon  carriers.  Fig.  264  shows 
a  plan  of  the  feed  connections,  and  Fig.  265  shows  an  enlarged 
view  of  the  feed  spindle  for  feeding  the  negative  carbon,  and  also 
the  arrangement  of  the  insulation.  This  lamp  is  constructed  so 
as  to  operate  singly,  or  in  series  with  other  standard  single  or 
duplex  lamps.  The  improvements  in  this  lamp  are  of  an  alto- 
gether novel  description,  and  it  will  be  necessary,  therefore,  in 
order  to  thoroughly  appreciate  them,  to  turn  for  a  moment  to 
a  consideration  of  the  defects  of  the  lamps  designed  for  the  same 
purpose,  that  have j)receded  it;  the  means  employed  by  their 
constructors  to  correct  or  remedy  them ;  the  cause  of  the  failure 
of  such  attempts,  and  a  description  of  the  means  which  have 
been  devised  by  Mr.  Wood  to  overcome  them.  In  the  earlier 
forms  of  lamps,  the  positive  carbon  carrier,  feeding  by  gravity, 
caused  a  train  of  clock-work  to  be  set  in  motion,  which  wound 
up  a  chain  insulated  and  connected  with  the  negative  carbon 
carrier  in  such  a  way  as  to  cause  the  latter  to  be  fed  for- 
ward. The  objection  to  this  device  was,  that  in  case  the  nega- 
tive carbon  carrier  was  lifted  or  pulled  up  in  cleaning  the  lamp, 
through  carelessness,  the  chain  was  liable  to  quit  the  pulley. 
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Fig.  261.  Fig.  263. 

come  in  contact  with  other  portions  of  the  lamp,  short-circuiting 
it,  and  in  many  instances  melting  the  chain  and  raining  the 
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mechanism.  To  obviate  this  evil,  focussing  lamps  have  been  de- 
signed, with  a  cord  to  replace  the  chain.  While  this  cord  will 
not  short-circuit  the  lamp,  it  leads  to  many  mishaps  and  annoy- 


Fig,  263. 
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Fig.  264. 


Fig,  266. 

ances,  as,  for  example,  it  is  liable  to  be  thrown  off  the  pulleys  or 
sheaves  which  guide  it,  by  the  careless  lifting  of  the  carbon  holder. 
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or  to  be  broken  by  pressing  down  the  negative  carbon  holder ; 
in  which  case  the  strain  necessary  to  move  the  positive  carbon 
holder,  which  is  about  three  times  as  heavy  as  the  negative,  and 
has  to  travel  twice  as  far,  is  borne  by  the  cord.  As  this  strain 
is  about  six  times  greater  than  that  required  in  its  normal  action, 
it  is  liable  to,  and  often  does,  break.  To  remedy  this  defect, 
focussing  lamps  have  been  constructed  with  gear  connections, 
the  wheels  being  insulated  from  the  spindles  carrying  them ;  but 
as  quite  a  number  of  these  had  to  be  insulated,  and  the  wheels 
were  necessarily  small,  it  was  found  that  the  insulation  was 
liable  to  shrink,  and  that  the  required  strength  could  not  be  at- 
tained, so  the  plan  was  eventually  abandoned. 

Fig&  262  to  265  illustrate  the  method  adopted  to  remedy  these 
defects.  As  will  be  seen  from  Figs.  263  and  264  the  carbon  car- 
riers of  this  lamp  are  geared  together  with  positive  connections, 
the  pinions  and  wheels  being  fastened  rigidly  to  the  spindles. 
The  insTilation  is  accomplished  by  a  disk  of  hard  rubber,  form- 
ing a  coupling  of  unique  construction,  represented  in  Kg.  266. 
It  will  be  seen  from  this  figure  that  the  spindle,  a,  is  cut  in  the 
middle,  leaving  a  space  of  about  an  eighth  of  an  inch.  Each 
end  of  the  spindle  is  fitted  with  a  cross-arm  b  i,'  which  is  screwed 
to  a  hard  rubber  disk  o,  in  such  a  manner  that  the  cross-arms, 
b  V  stand  at  right  angles  to  one  another  on  each  side  of  the  disk, 
c.  The  screws  pass  through  the  rubber  and  screw  into  the  arms 
b  v.  This  arrangement  results  in  a  perfect  insulation,  also  leav- 
ing the  spindle  as  strong  as  if  it  were  in  one  continuous  piece; 
the  connections  being  such  that  they  are  not  liable  to  be  inter- 
fered with  by  shrinkage  or  change  of  temperatura 

Figs.  263  and  264  show  the  position  which  this  spindle  occu- 
pies in  the  lamp ;  d  represents  the  negative  carbon  carrier,  which 
is  insTilated  from  the  body  of  the  lamp ;  e  represents  an  insulated 
bearing,  in  which  one  end  of  the  spindle,  a,  revolves ;  /  is  the 
positive  carbon  carrier,  and  jf  is  a  spindle  which  connects  it  with 
the  spindle  a ;  A  A'  are  two  gear  wheels  having  a  relative  pro- 
portion of  two  to  one.  The  two  feed  rods  are  so  connected  to- 
gether as  to  move  forward  in  their  respective  proportions,  the 
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ng.  266. 

whole  being  so  rigid  in  its  construction  that  either  carbon  carrier 
can  be  forced  in  either  direction  without  in  any  way  endanger- 
ing the  operation  of  the  feed  mechanism,  or  injuring  the  insula- 
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tion.  The  direction  which  the  current  takes  in  passing  through 
this  lamp  is  similar  to  that  described  in  fig.  257.  Referring  to 
figs.  261  and  262,  it  will  be  seen  that  the  base  of  this  lamp 
is  so  constructed  as  to  provide  an  adjustment  for  raising  or  low- 
ering the  whole  mechanism.  In  order  to  always  maintain  the 
light  in  the  focus  of  the  reflector,  the  body  of  the  lamp  rests 
upon   the  tube,  j,  on  which  the  knurled  nut  i  turns ;  this  nut 
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being  turned  to  the  left  to  raise,  and  to  the  right  to  lower  the 
lamp.  This  txxhej  slides  into  a  tube  Ar,  and  is  held  in  position 
by  the  screw  Z,  which  fits  into  a  slot  in  the  tube/.  The  nut  t  is 
held  in  its  position  by  a  screw  not  shown,  the  end  of  whicsh  fits 
into  a  groove  around  the  tube  k,  which  sets  upon  the  ornamental 
base  771. 
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Fig.  266  represents  the  exterior,  and  267  is  a  perspective  view  i 

of  the  interior  of  Wood's  semi-incandescent  lamp ;  and  fig.  268  is  a 
diagram  showing  the  direction  taken  by  the  current  in  passing 
through  the  lamp,  and  also  the  action  of  the  automatic  cutout  which 
is  operated  by  repulsion.  This  lamp  was  designed  by  Mr.  Wood  ^ 
to  be  used  in  series  with  the  standard  arc  lamps,  or  for  separate 
use  where  a  greater  distribution  of  light  is  desired,  and  the  vol- 
ume of  light  produced  by  the  standard  lamp  is  not  required.  It 
is  of  low  resistance — about  two  ohms — the  standard  lamp  hav- 
ing about  four  and  a  half  ohms,  and  produces  a  considerably 
smaller  light  About  twice  as  many  of  these  lamps  are  operated 
from  the  same  machine  ns  of  lamps  of  standard  illuminating 
power. 

The  operation  of  this  lamp  is  as  follows :  Heferring  to  fig. 
268,  it  will  be  seen  that  the  current  enters  at  the  upper  left  hand 
comer  at  the  wire  marked  +,  following  the  direction  of  the 
arrows  down  the  rod  a  to  the  positive  carbon,  thence  to  the 
negative  carbon,  and  back  through  the  magnets  bV  which  are  in 
the  main  circuit,  and  thence  out  through  the  wire  marked  —  to 
the  generator  or  to  the  next  lamp  in  series.  The  current  divides 
itself  between  the  resistance  of  the  arc  and  the  resistance  of  the 
shunt  magnet  coils  c  c.  These  coils  are  wound  in  a  direction  so 
as  to  set  up  a  polarity  in  the  cores  similar  to  that  of  the  current 
flowing  through  the  magnets  bb\  The  action  is  as  follows: 
Imagine  the  carbons  in  contact,  and  the  current  from  any  source 
sent  through  the  lamp  ;  after  passing  through  the  carbons  it  will 
pass  through  the  solenoid  coils  bb'  which,  are  in  the  main  circuit, 
causing  them  to  attract  the  shunt  magnet  c',  which  is  of  a  horse 
shoe  form,  and  acts  as  an  armature  for  the  main  solenoids  66'. 
This  action  produces  the  separation.  As  the  carbons  are  con- 
sumed, a  greater  proportion  of  the  current  will  be  diverted 
through  the  shunt  magnet  coils  cc,  in  a  direction  tending  to 
neutralize  the  magnetic  influence  of  the  solenoids  66',  allowing 
the  magnet  d  to  gravitate  downwards,  to  produce  the  feed  of  the 
carbons.  In  case  the  carbons  should  fail  to  feed  and  the  arc 
become  abnormally  long,  a  still  greater  proportion  of  current 
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will  be  diverted  through  the  shunt  magnet  coils  cc,  which  will 
polarize  the  cores  similar  to  the  polarity  of  the  current  flowing 
through  the  solenoids  bb'y  and  cause  them  to  repel  or  force  out 
the  magnet  armature  c'.  If  the  lamp  then  fails  to  feed,  they  will 
continue  to  force  out  the  armature,  which  will  come  in  contact 
with  the  leyer  d^  tripping  it  and  allovring  the  contact  points  e  to 
be  automatically  closed,  switching  the  light  out  of  circuit 


^u^ 


IXg.  268. 

When  it  is  desired  to  switch  the  light  out  by  hand,  all  that  is 
required  is  to  move  the  hand  switch/  so  that  it  will  close  con- 
tact with  the  knob  g.  The  reverse  operation  will  again  re-es- 
tablish the  arc.  The  precise  arrangement  of  parts  in  this  lamp 
is  shown  in  fig.  267. 
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Fig.  269. 
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The  marine  projector,  fig.  269,  is  used  in  connection  with  the 
focusing  lamp  in  cases  where  it  is  desired  to  throw  the  light  in 
difierent  directions,  and  is  designed  for  use  on  vessels  navigating 


ng.  270. 

rivers,  lakes  and  harbors.     It  is  provided  with  a  hand  wheel 
which  engages  into  a  sector  or  worm-wheel,  by  the  use  of  which 
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the  light  is  thrown  up  or  down,  or  retained  in  any  position  de- 
sired. It  also  swings  on  a  bolt  in  the  centre  of  the  uprights,  so 
as  to  throw  the  light  in  any  required  direction  laterally.  This 
projector  is  arranged  with  a  camera  in  each  trunnion,  on  which 
an  image  of  the  carbon  points  is  reflected,  so  that  when  the  light 
is  seen  directly  in  the  centre  of  the  object-lens  the  carbons  are  in 
focus. 

Fig.  270  represents  the  interior  construction  of  Wood  s  indi- 
cator and  alarm,  designed  for  use  where  the  lights  are  operated 
from  central  stations,  so  as  to  enable  the  users  to  turn  them  on 
or  off  at  pleasure.  The  operation  of  this  apparatus  is  as  fol- 
lows :  Imagine  the  current  as  entering  at  the  binding-post,  a, 
passing  through  the  magnet  coils  6  i,  thence  to  the  stud  c,  thence 
around  the  magnet  coils  d  cf,  and  back  through  the  frame- work 
of  the  instrument  to  the  binding  post  e,  thence  through  the  car- 
bons to  the  generator.  The  current,  in  passing  through  the 
magnet  coils  b  b  and  d  d^  strongly  magnetizes  their  corea  The 
cores  of  the  magnet  b  b  have  polar  extremities,  formed  with  ec- 
centric faces,  so  that  they  tend  to  attract  the  armature,  carrying 
with  it  the  pointer  in  a  direction  so  as  to  produce  a  deflection  of 
46^  on  the  scala  The  armature/ of  the  bell  is  held  against  a 
stop  g  by  the  spring  A,  which  balances  the  attractive  force  of  the 
magnet  when  liie  current  flowing  through  the  coils  d  d  is  nor- 
mal 

Let  us  assume  that  this  indicate^'  is  connected  in  the  engine- 
room  with  an  electric  light  circuit,  where  several  lamps  are  in 
operation,  and  the  current  flowing  through  the  instrument  is  the 
standard  current  necessary  for  this  number  of  lights.  Then,  in 
case  of  the  extinguishment  of  one  or  more  of  the  lamps,  the  re- 
sistance of  the  circuit  will  be  diminished,  the  quantity  of  cur- 
rent increased,  and  the  pointer  of  the  indicator  will  move  past 
its  normal  position,  due  to  an  increased  attraction  of  the  mag- 
nets 6  6.  The  magnets  e2  (f  will  also  increase  in  strength,  over- 
balancing the  spring  A,  which  holds  the  armature  against  the 
stop-screwy,  attracting  the  armature  and  striking  the  bell.  When 
the  bell  is  struck,  the  contact  points  t  are  closed,  which  shunts  a 
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portion  of  the  current  from  the  magnet  coils  d  rf,  causing  it  to  re- 
lease the  armature/  This  operation  will  be  repeated  until  the 
engineer  in  charge  sets  the  regulator  on  the  machine  so  as  to  re- 
duce the  current. 

In  case  lights  are  turned  on,  the  resistance  of  the  circuit  will  be 
increased,  the  pointer  will  then  fall  below  its  normal  position,  the 
engineer  will  then  set  the  regulator  so  as  to  supply  the  lamps 
with  more  current  until  the  pointer  comes  back  to  its  original 
position*  In  case  of  a  short  circuit  occurring  on  the  line,  so  as 
to  cut  out  several  lamps,  the  bell  will  ring  violently,  and  con- 
tinue to  do  so  until  the  extra  current  required  for  those  lamps 
has  been  turned  o£L  An  important  feature  of  this  device  is,  that 
it  is  operated  by  the  same  current  as  that  which  operates  the 
lamps,  and  does  not  require  the  aid  of  a  local  battery. 

THE  BROCKIE  ABC  LAMP. 

The  Brockie  regulator  readjusts  the  distance  of  the  carbons 
intermittently  by  automatically  interrupting  the  circuit  during 
the  fraction  of  a  second.  The  positive  carbon  holder  slides  on 
two  guides ;  the  negative  carbon  is  fixed,  consequently  the  lamp 
has  a  shifting  f ocua  A  derived  current  traverses  a  branch  cir- 
cuit leading  to  an  automatic  commutator,  and  also  to  an  electro- 
magnetj  whose  armature  is  intermittently  attracted,  and  through 
the  action  of  a  clutch,  permits  the  carbon  to  descend  at  such 
times  as  the  -armature  is  released  by  the  magnet  The  upper 
carbon  then  falls  on  the  lower  one,  but  only  momentarily,  as  the 
action  of  the  commutator  restores  the  action  of  the  electro-mag- 
net, the  armature  is  again  raised,  and  with  it  the  clutch  lifting 
the  carbon,  re-establishing  the  normal  arc.  The  commutator 
upon  which  the  successful  action  of  the  lamp  depends  is  con- 
nected with  the  branch  circuit  by  means  of  a  toothed  wheel 
(driven  by  a  worm,  which  is  caused  to  rotate  by  the  generator 
shaft)  and  by  a  pawl.  On  the  toothed  wheel  lies  a  small  disk 
and  a  projecting  pin.  Except  at  intervals,  the  pawl  lies  on  the 
face  of  the  disk,  and  the  circuit  is  closed ;  but  at  fixed  periods, 
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say  of  one  minute,  the  pin  comes  in  contact  with  the  pawl  and 
raises  it  from  the  disk;  the  circuit  is,  however,  still  maintained, 
until  in  its  revolution  the  pin  passes  clear  of  the  pawl,  and  the  latter 
falls  on  to  the  face  of  the  disk,  the  period  of  interruption  of  the 
circuit  being  that  occupied  by  the  pawl  in  falling  on  to  the  disk, 
when  it  is  immediately  restored.  This  very  minute  period  suf- 
fices to  allow  the  armature  clutch  and  carbon  to  fall 

In  another  form  of  the  Brockie  lamp  two  solenoids  are  em- 
ployed, one  in  the  main  and  one  in  a  shunt  circuit  The  second 
magnet  releases,  retards  or  stops  the  feeding  train,  while  the  first 
tightens  or  slackens  the  spring  against  which  the  second  acts,  so 
that  when  a  strong  current  exists  in  the  main  circuit,  the  first 
magnet,  besides  directly  lengthening  the  arc,  will  tighten  the 
spring.  By  this  arrangement  the  lamp  becomes  self-rcgulating, 
and  may  be  worked  with  currcnts  of  varying  strength  without 
adjustment  or  regulation.  When  the  solenoids  arc  thus  ar- 
ranged, and  the  main  current  is  diminished  f  rcm  any  cause,  the 
solenoid  in  the  main  circuit  will  reduce  the  tension  of  the  feed- 
ing spring,  and  thus  compensate  for  the  simultaneous  weakening 
of  the  shunt  magnet,  while  at  the  same  time  it  brings  the  lower 
carbon  a  little  nearcr  the  upper  one,  rcducing  the  length  of  the 
arc  and  adjusting  the  feeding  gear  to  the  desircd  strength  of  the 
current  The  arc  of  the  main  circuit  solenoid  is  of  iron  in  the 
upper  part  only,  and  is  pulled  downwards  against  a  spring.  The 
shunt  solenoid,  which  is  situated  directly  above  the  other,  ac- 
tuates a  brake  upon  the  upper  carbon  holder.  The  lever  of  this 
brake  plays  between  two  stops,  the  lower  of  which  forms  an 
abutment,  which  allows  the  lower  solenoid  arc,  as  it  moves  up  and 
down,  to  diminish  or  increase  the  tension  of  the  feeding  spring. 
The  descent  of  the  carbon  is  retarded  by  a  dash  pot  or  a  train 
of  wheels. 

THE  VARLEY  ARC  LAMP. 

This  lamp,  which  is  designed  for  the  employment  of  the 
inventor's  flexible  carbons,  contains  a  holder  into  which  the 
carbon  candles  are  coiled.  * 
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The  candles  are  brought  through  conducting  guides,  by 
means  of  which  the  ends  are  brought  together,  to  produce  light 
For  feeding  the  carbod  forward  at  the  rate  requisite  for  its  con- 
sumption, conducting  rollers  or  propellers  are  used,  and  a  mag- 
netic regulator  determines  the  length  of  the  ara  The  central- 
ization of  the  latter  is  effected  by  variable  resistance.  The  feed 
is  regulated  by  clockwork,  controlled  by  an  electric  current,  the 
rate  of  feed  being  determined  by  an  automatic  propeller,  through 
which  the  current  passea 

Mr.  Varley's  carbons  consist  of  flexible  filaments  made  into  a 
thick,  rope-like  bundle,  and  when  burning  in  an  arc  lamp  the 
result  is  said  to  be  curious  and  novel.  Instead  of  the  dazzling 
point  of  light,  emitting  rays  from  a  very  small  area,  and  looking 
like  a  brilliant  star,  the  Varley  light  is  more  like  a  planet,  pre- 
senting a  disk  of  appreciable  diameter ;  most  of  the  luminosity 
coming  from  the  arc  itself,  and  not  from  the  ends  of  the  carbonsL 
The  diameter  of  the  carbons  has  to  be  regulated  according  to 
the  strength  of  the  current,  otherwise  they  burn  away  too  rap- 
idly ;  but  when  properly  proportioned  to  the  current  they  are  said 
to  bum  away  more  slowly  than  hard  carbons. 

The  flexible  carbons  are  made  by  taking  pieces  of  rope  or 
plaited  cord,  and  soaking  them  in  paraffine  or  crude  ozokerite — 
an  inexpensive  fossil  wax — and  then  carbonizing  them  in  a  cru- 
cible filled  with  hydrocarbon  vapor.  The  firing  is  continued  for 
ten  or  twelve  hours,  and  the  heat  is  intense  enough  to  soften 
wrought  iron  to  a  plastic  state,  slightly  below  its  melting  point 

THE  WILDE  CANDLE. 

The  Wilde  candle  (fig.  271)  is  composed  of  two  carbon  pen- 
cils, twenty-two  inches  long  and  one-sixth  of  an  inch  in 
diameter,  held  in  a  vertical  position,  parallel  to  each  other,  and 
separated  by  an  air  space  of  one-sixth  of  an  inch  in  width. 
Each  pencil  is  held  between  two  jaws,  which  are  made  to  pass 
against  it  by  a  hoop-shaped  spring  B,  embracing  botL  The 
pair  of  jaws  correspondyig  to  the  right-hand  carbon  in  the  fig- 
ure are  supported  on  a  vertical  arm  fastened  to  the  base  of  the 
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lamp,  and  are  in  connection  with  one  pole  of  the  lamp.  The 
arm  which  carries  the  jaws,  holding  the  other  carbon  C,  oscillates 
on  a  pivot  A,  precisely  like  a  bell  crank  lever.  From  this  arm 
the  circuit  leads  to  the  electro-magnet  E  and  thence  to  the  bind- 
ing post  When  no  current  is  passing,  the  weight  of  the  carbon 
C  causes  the  bell  crank  lever  to  move,  and  its  carbon  C  to  tilt 
until  the  two  carbons  touch  at  their  upper  ends,  this  inclined 
position  of  the  carbon  C  being  represented  in  the  figure  by  the 
dotted  lines.  As  soon  as  the  current  is  put  on,  the  electro-mag- 
net E  attracts  the  horizontal  portion  of  the  bell  crank  lever, 
which  forms  its  armature,  and  the  carbon  0  is  moved  away  from 
contact  with  the  other  carbon  and  the  arc  established  between 
the  points.  The  carbons  then  bum  down  as  in  the  Jablochkoff 
candles,  and  are  consumed  at  the  rate  of  about  five  inches  per 
hour.  By  making  the  support  of  the  candle  hollow,  Mr.  Wilde 
is  enabled  to  use  much  longer  carbona  In  some  instances  they 
are  twenty-six  inches  long,  and  are  both  slipped  upward  at  in- 
tervals through  the  jaws  holding  them.  In  this  way  they  may 
be  made  to  last  four  or  five  hours  without  needing  any  renewal 
of  carbons.  When  the  number  of  hours  of  lighting  is  greater 
than  five,  a  number  of  candles  are  grouped  into  the  same  lamp. 

THE  JAMIN  CANDLE. 

When  the  JablochkoflE  candle  was  brought  out,  Jamin  devoted 
himself  exclusively  to  the  study  of  improvements  on  it  Like 
many  others,  he  deprecated  the  use  of  the  kaolin,  and  his  ex- 
periments were  made  with  carbons  separated  by  an  air  space 
only,  as  in  the  Wilde  candle.  In  Jamin*s  opinion,  one  great 
disadvantage  of  the  Jablochkoff  candle  was  the  projection  of 
its  light  upward  instead  of  downward,  and  when  used  in  street 
lighting,  lights  the  atmosphere  rather  than  the  ground.  It  was 
not  expedient  to  invert  it,  as  that  rendered  the  light  very 
unsteady.  The  heated  gases  and  warmed  air  around  the  arc 
tend  to  rise,  and  in  doing  so  produce  air  currents  like  those 
that  lick  the  flame  of  a  wax  candle,  and  the  arc  is  constantly 
displaced  toward  one  side  or  the  other,  which  renders  it  un- 
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steady.  Jamin  studied  various  methods  by  which  the  arc 
could  be  maintained  fixedly  at  the  tips  of  the  carbons,  and 
finally  accomplished  it  by  taking  advantage  of  the  fact  that  par- 
allel currents  flowing  in  the  same  direction  attract  each  other, 
and  that  an  arc  placed  near  another,  or  near  a  conductor  carrying 
a  current,  will  be  attracted  when  the  currents  in  both  parts  are 


flowing  in  the  same  direction,  and  repelled  when  they  are  flow- 
ing in  contrary  directiona  The  principle  of  the  Jamin  candle 
is  diagrammatically  represented  in  fig.  272.  In  this  candle  the 
conductor  L  forms  a  coil,  or  hank,  around  the  carbons  c  c\  The 
arrows  show  that  the  currents  in  the  carbon  c  and  the  side  1  of 
the  hank  of  wire  are  always  in  the  same  relative  direction,  and 
that  such  is  also  the  case  for  c^  and  2,  as  well  as  for  b  i*  and  ddP, 
The  current  being  alternate,  the  direction  of  the  arrows  would, 
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of  course,  be  reversed  during  every  second  impulse,  but  the 
relative  directions  of  each  couple  would  remain  the  same.  It 
follows  from  this  condition  that  as  long  as  the  current  passes, 
the  carbon  c  will  be  attracted  to  the  left  and  the  carbon  c*  to 
the  right,  and  the  arc  a,  instead  of  passing  in  a  straight  line 
between  the  tips,  will  be  pulled  upward  and  form  an  arch. 

Fig.  273  shows  an  early  form  of  the  Jamin  candle.  The 
wire  is  coiled  into  a  hank,  which  forms  the  suspension  brackets 
by  which  the  candle  proper  is  supported ;  and  the  ends  of  the 
wire  also  form  the  connections  by  means  of  which  it  is  included 
in  the  circuit  In  some  cases  the  kaolin  was  used  and  the  car- 
bons were  connected  at  the  tips  by  the  plumbago  mixture  which 
completed  the  circuit  in  the  Jablochkoff  candle,  but  later  the 
kaolin  was  dispensed  with,  and  the  circuits  were  completed  by 
the  carbons  coming  into  contact  under  the  influence  of  a  spring. 
The  attraction  caused  by  the  current  in  the  surrounding  or 
directing  coil  was  sufficient  to  move  the  carbons  apart  and 
establish  the  arc,  which  was  sometimes  attracted  so  quickly  and 
powerfully  by  the  magnetic  reaction  between  it  and  tiie  coil  that 
it  would  become  arched  and  break  in  two,  thus  opening  the  cir- 
cuit 

The  latest  form  of  the  Jamin  candle  embodies  some  modi- 
fications. The  directing  coil  is  in  the  form  of  a  flattened  hank 
wound  in  a  grooved  frame  of  thin  copper,  scarcely  thicker 
than  the  carbons,  in  order  that  the  light  from  the  candles  inside 
the  coil  may  not  be  too  much  intercepted  and  give  rise  to 
shadows.  In  each  burner  there  are  three  sets  of  carbonS|  but 
only  one  set  is  consumed  at  a  time,  and  the  action  of  transferring 
the  current  to  the  next  set  is  automatia  The  carbons  are  all 
held  in  clips  on  the  ends  of  arms  supported  by  a  flat  platform  of 
slate,  ebonite  or  other  insulating  material  The  arm  to  which 
the  left-hand  carbon  of  each  set  is  attached  is  pivoted  so  as  to 
oscillate  in  the  plane  of  the  coil,  and  can  therefore  move  the 
left-hand  carbon  into  contact  with  the  right-hand  carbon,  or 
away  from  it  The  current  passes  through  the  r^ulating  coil 
on  its  way  to  the  candles,  the  three  left-hand  carbons  being  elec- 
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trically  joined  together,  and  likewise  the  three  right-hand 
carbons.  At  the  upper  portion  of  the  regulating  coil  a  piece  of 
soft  sheet-iron  is  bent  over  it,  forming  a  kind  of  inverted  U 
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magnet,  which  becomes  magnetic  under  the  influence  of  the 
current  passing  in  the  coil.  A  flat  armature  pivoted  at  one  end 
can  move  up  and  down  in  response  to  the  power  of  the  magnet 
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Each  of  the  arms  holding  the  left-hand  carbons  is  connected 
with  this  armature  and  controlled  by  it;  when  the. armature  is 
not  attracted  it  falls  down  by  its  weight,  and  the  carbons  move 
into  contact,  but  when  it  is  attracted  they  move  apart  The 
right-hand  carbons  are  held  in  clips  oa  arms  which  can  also 
oscillate,  but  not  in  the  same  plana  They  tend  to  move  at 
right  angles  to  the  others,  A  spring  normally  holds  them  out 
of  line.  In  this  situation  the  left-hand  carbon  would  be  unable 
to  come  into  contact  with  the  right-hand  carbon  held  in  this  clip; 
but  when  the  right-hand  carbon  is  put  in  place,  a  small  wire 
hook  is  brought  around  it  and  fastened  at  the  other  end  to  an 
arm,  by  which  the  right  hand  carbon  is  thus  held  in  line  in 
opposition  to  the  spring.  On  passing  the  current,  the  armature 
is  attracted,  the  carbons  are  separated  and  the  arc  is  established. 
Now,  if  the  carbons  were  all  of  equal  length,  each  set  would 
become  separated  at  the  same  instant,  consequently  the  current 
would  be  divided  equally  between  the  three  sets.  In  practice, 
the  sets  of  carbon  are  made  of  unequal  length,  therefore,  only 
the  longest  set  comes  into  contact,  and  at  that  set  the  arc  is  first 
established.  When  this  set  is  almost  consumed,  and  the  candle 
has  burned  down  almost  to  the  clips  holding  the  carbons,  the 
small  wire  hook  which  holds  the  arm  of  the  right-hand  carbon 
in  place  is  fused  by  the  heat  of  the  ara  Under  the  influence 
of  the  spring,  the  carbon  holder  flies  out  of  position ;  and  as 
the  contact  cannot  be  re-established  between  it  and  its  mate,  the 
armature  falls  down  farther  and  the  next  set  of  carbons  is 
brought  into  play.     After  this  the  action  proceeds  as  before. 

THE  Mt}^LLEB  IKCANDESCENT  LAMP. 

Mr.  MiLller's  incandescent  lamp  is  shown  partly  in  section  in 
two  views  in  fig.  274.  In  this  lamp  the  inventor  secures  the 
following  important  results :  Firsts  replacing  the  carbon  filament 
without  breaking  or  rendering  useless  any  part  of  the  lamp ; 
second,  preventing  the  entrance  of  air  through  the  joints 
between  the  plug  and  the  conductors  passing  through  it  to  the 
oarbon  filament 
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Tho  glass  globe  or  bulb  is  provided  with  a  flaring  strength- 
ened neck,  fitting  very  tightly  ou  a  bevelled  glass  stopper  or 
plug,  which  is  secured  air-tight  by  means  of  packing  material  in 
a  hollow  base,  D,  adapted  to  be  screwed  on  or  otherwise  attached 
to  a  bracket  or  chandelier  arnu     The  glass  plug  and  the  neck  of 
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the  globe  are  ground  together  so  as  to  fit  air-tight  against  each 
other.  A  packing  is  placed  around  the  plug  and  the  edge  of 
the  neck  as  shown.  Two  carbon  conductors  of  suitable  thick- 
ness are  passed  through  longitudinal  openings  in  the  glass  plug, 
projecting  from  the  top  and  bottom  of  the  plug,  and  secured  in 
the  plug  by  a  suitable  cement  forming  air-proof  joints. 

Copper  rings  are  cast  or  blown  into  the  top  and  bottom  of  the 
plug  around  the  apertures  through  which  the  carbon  conductors 
pass,  and  these  rings  i)roject  slightly  from  the  ends  of  the  plug. 
Copper  is  then  precipitated  by  means  of  electricity  around  the 
projecting  ends  of  the  carbons  and  the  ringa  By  this  means 
the  projecting  ends  of  the  carbons  will  be  strengthened  and  pre- 
vented from  being  broken  off  and  the  joint  will  be  made 
air-tight 
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The  upper  ends  of  the  carbons  are  provided  with  slots  into 
which  the  ends  of  a  carbon  filament  are  passed  and  secured  by 
means  of  a  peculiar  cement  A  glass  seal  tube  projects  from 
the  bottom  of  the  plug  through  the  base  of  the  lamp,  in  which 
it  is  secured  air-tight  by  means  of  cement  The  end  of  this 
tube  extends  through  the  plug,  and  is  contracted  at  its  upper 
end  This  tube  is  stopped  at  both  ends,  and  the  interveiuDg 
space  is  filled  with  mercury. 

Two  insulated  spring-contact  strips  project  upward  from  the 
bottom  of  the  recess  in  the  lamp  base,  and  rest  against  the  lower 
projecting  ends  of  the  carbons.  These  strips  are  connected  with 
conducting  wires,  B  C,  leading  to  the  electric  generator.  A  key 
joumaled  in  the  lamp  base  has  at  its  inner  end  a  cross  piece, 
which  is  of  sufficient  length  to  separate  the  strips  and  remove 
them  from  the  ends  of  the  .carbons  when  it  is  in  a  horizontal 
position.  When  this  cross  piece  is  in  a  vertical  position,  the 
strips  are  released  and  rest  against  the  ends  of  the  carbonsi 

Should  the  carbon  filament  be  destroyed  or  broken,  the  globe 
is  removed,  a  new  filament  is  inserted,  the  globe  is  replaced,  and 
the  air  is  exhausted. 

THE  EDISON  ARC  LAMP. 

The  principle  of  the  Edison  arc  light  regulator  is  shown  in 
fig.  275.  M  and  M^  are  two  electro-magnets  of  the  same  or  ap- 
proximately the  same  resistance.  The  former  is  located  in  the 
main  circuit  1,  2,  in  which  are  also  the  carbon  electrodes,  C  (?,  | 

of  the  lamp,  and  the  latter^  is  located  in  a  shunt  circuit,  8,  4,  I 

which  is  formed  around  the  arc  or  the  carbon  electrodes.  A 
second  shunt  circuit,  5,  6,  with  a  small  resistance,  B,  is  formed 
around  the  electro-magnet,  M,  this  circuit  being  joined  to  the 
main  circuit  on  opposite  sides  of  the  connection  of  M  therewith. 
The  electro-magnet  M,  while  of  the  same  resistance  as  ii\  has  a 
greater  weight  of  copper  in  its  coils.  M  and  M*  act  oppositely 
upon  a  stationary  core,  R  The  armature,  A,  is  carried  by  a 
lever,  A\  which  works  a  gripping  eye,  i,  for  lifting  the  upper 
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carbon  electrode,  C,  to  form  an  arc  and  for  regulating  the  feed 
of  the  carbon  electrode.  When  C  and  C^  are  in  contact,  M  pre- 
dominates, and  lifts  C,  so  as  to  form  the  ara  When  the  arc  in- 
creases to  a  definite  degree,  M*  counteracts  the  sustaining  effect 


FKg.  276. 

of  M,  and  C  is  allowed  to  drop  until  again  arrested  by  M.  The 
low  resistance  shunt  circuit,  5,  6,  reduces  the  resistance  of  the 
main  line  and  allows  the  current  to  flow  freely  to  the  lamps.  In 
another  form  of  this  regulator  M  and  M^  are  solenoids,  and  act 
upon  the  same  movable  core  which  is  connected  directly  with 
the  lever  that  works  the  gripping  eye. 


THE  HOCKHAUSEN   ARC  LAMP. 

Fig.  276  presents  a  general  view  of  the  Hockhausen  lamp, 
manufactured  by  the  Excelsior  Electric  Company  for  ordinary 
installations.  The  lower  carbon  is  fixed,  and  the  upper  carbon 
feeds  itself  by  its  own  weight,  the  motion  being  controlled  and 
regulated  by  suitable  electrical  and  mechanical  devices.  The 
frame  of  the  lamp  is  insulated  from  all  parts  of  the  mechanism 
through  which  the  current  has  to  pass.  The  lamp  may  therefore 
be  touched  anywhere  on  the  outside  with  absolute  immunity 
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from  shocks.  The  terminals  of  the  lamp 'consist  of  two  insu- 
lated wires  issuing  from  the  top  of  the  regulating  mechanism, 
from  which  they  are  insulated  by  vulcanite  sleeves.  They  pass 
through  similar  sleeves  in  the  ends  of  a  small  yoke  fastened  to 
the  tube  which  serves  to  protect  the  carbon  rod.  The  suspen- 
sion rods  which  support  the  lower  carbon  and  the  glass  globe 
consist  of  iron  rods  enamelled  with  a  covering  of  glazed  white 
porcelain.  These  suspension  rods  pass  down  close  to  the  carbon 
rod  in  a  line  with  the  outer  margins  of  the  case  of  the  regu- 
lating mechanism,  from  which  they  are  insulated  by  vulcanite 
bushings.  In  arc  lamps  adapted  to  be  used  in  series,  the 
regulating  mechanism  is  controlled  by  a  differential  action 
between  two  opposing  forces,  one  of  which  tends  to  separate  the 
carbons,  and  the  other  to  bring  them  together.  In  the  Hock- 
hausen  lamp  there  is  such  a  differential  action,  but  the  force 
which  tends  to  produce  the  separation  is  derived  from  a  spring, 
and  not  from  a  magnet  or  solenoid  included  in  the  main  circuit, 
as  is  the  case  in  other  lamps.  There  is  a  main  circuit  magnet 
in  the  regulator,  but  its  office  is  merely  to  release  the  spring 
when  the  current  is  put  on,  by  removing  a  weight  (the  arma- 
ture) that  holds  it  down. 

Fig.  277  shows  the  regulating  mechanism  of  the  single  lamp 
in  side  elevation,  the  side  panels  of  the  case  being  removed. 
In  the  upper  portion  of  the  case  is  a  flat  piece  of  vulcanite,  v, 
to  which  are  fastened  two  pieces  of  brass,  a  w,  which  serve  to 
make  the  connections  between  the  terminal  wires  P  N,  and 
other  portions  of  the  lamp  circuit  The  right  hand  piece  re- 
ceives the  current  from  the  positive  terminal  wire  P.  The 
carbon  rod  B  passes  down  through  a  hole  in  this  piece,  and  thus 
forms  contact  with  it  and  receives  current  It  also  receives  cur- 
rent through  a  brass  comb  brush  B,  connected  with  piece  a. 
At  the  bottom  of  the  case  the  carbon  rod  passes  through  a 
piece  of  brass,  also  resting  on  vulcanite  insulation  z.  From  this 
piece  of  brass,  which  is  thus  directly  connected  to  the  positive 
terminal,  there  is  a  wire  passing  up  and  leading  to  the  fine  wire 
solenoids  D,  as  shown  in  the  figure.     The  brass  spring  j?,  which 
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forms  part  of  the  switch,  is  also  attached  to  this  brass  piece. 
The  current,  after  passing  through  the  arc,  returns  upward  by 
the  right  hand  suspension  rod  as  far  as  E[,  where  it  enters 
through  a  wire  leading  to  a  coupling,  3.  From  this  coupling 
there  is  a  branch  which  goes  to  the  main  circuit  solenoids  M, 
from  which  a  wire,  6,  leads  to  the  left  hand  piece  a,  and  con- 
sequently to  the  negative  terminal  wire  N.  The  brass  piece  t  is 
connected  with  a  brass  post  on  the  f  uither  side  of  the  lamp  and 
the  upper  end  of  which  is  seen  at  r.  This  brass  post  is  con- 
nected with  the  negative  terminal  by  a  wire  seen  passing  up 
close  to  the  left  side  of  the  carbon  rod.  To  this  wire  is 
connected  the  other  end  of  the  solenoids  D,  which  forms 
a  derived  circuit  around  the  arc.  The  piece  t  is  connected 
to  the  circuit  on  the  negative  side  of  the  arc,  while  the  spring  p 
is  connected  on  the  positive  side.  Hence,  by  pressing  the  spring 
into  contact  with  t  the  lamp  becomes  short-circuited.  This 
arrangement,  therefore,  furnishes  a  simple  switcL  The  spring 
is  pushed  into  contact  by  an  arm  of  vulcanite,  o,  which  is  swung 
round  by  a  lever  or  key,  conveniently  disposed  below  the 
case. 

The  feed  mechanism  is  quite  simple^  The  carbon  rod  is  pro- 
vided with  a  rack'which  gears  into  a  small  pinion.  This  pinion 
is  not  shown  in  the  figure,  for  it  is  on  the  same  shaft  as  the 
toothed  wheel  W,  and  therefore  hidden  by  the  latter.  The 
pinion  is  insulated  from  the  shaft  and  from  the  wheel  W, 
however.  It  is  fitted  on  a  vulcanite  sleeve,  and  held  in  position 
by  being  fastened  to  a  vulcanite  disk  on  the  wheel  W.  By  this 
insulation  the  current  passing  through  the  carbon  rod  is  pre- 
vented access  to  the  mechanism  and  to  the  case.  On  this  side 
of  the  escapement  wheel  w  is  a  ratchet  wheel,  not  shown  in 
the  engraving.  This  ratchet  wheel  is  fastened  to  a  sleeve  on  the 
shaft  of  the  wheel  m,  together  with  a  pinion  gearing  with  the 
wheel  W.  The  teeth  of  the  ratchet  wheel  are  so  directed  that 
when  the  carbon  rod  is  moved  upward  it  slips  on  the  shaft  of 
the  wheel  m;  but  when  the  carbon  rod  descends  it  engages 
the  escapement  wheel  m,  which  operates  the  escapement  x 
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fastened  on  a  common  shaft  with  a  long  fan  partly  shown  in 
white  near  A.  1  he  little  white  dot  above  the  escapement  shows 
a  pin  that  controls  or  checks  the  movement 

The  framework// of  the  escapement  mechanism  is  itself  piv- 
oted at  kj  and  can  be  swung  bodily  from  right  to  left  The 
U-shaped  armature  of  the  solenoids  D  is  attached  to  the  left  end 
of  this  framework,  and  moves  up  and  down  at  the  same  time. 
The  spring  S  normally  tends  to  lift  the  left  side  of  the  frame- 
work, or,  in  other  words,  to  make  it  smng  from  left  to  right 
As  long  as  no  current  is  passing  through  the  coils  M,  however, 
the  weight  of  the  armature  g  counteracts  this  spring  and  holds 
down  the  left  end  of  framework  /  In  this  situation  the  es- 
capement X  is  freed  from  the  escapement  wheel  m  by  the  lever 
^  which  is  tilted  upward  and  moves  the  escapement  shaft  to  the 
right  The  object  of  this  release  of  the  escapement  wheel  m  is 
to  allow  the  carbon  rod  R  to  move  down  the  moment  the  current 
is  cut  off  from  the  lamp,  so  as  to  close  the  circuit  through  the 
carbons  again. 

When  the  current  is  sent  through  the  lamp  it  passes  through 
the  carbon  circuit,  including  the  solenoids  M,  and  also  in  smaller 
proportion  through  the  fine  wire  solenoids  D  in  derived  circuit 
The  two  vertical  cores  of  the  armature  g  are  sucked  up  into  the 
solenoids  M,  and  the  weight  counteracting  the  spring  S  is  re- 
leased. The  framework  /  is  thereby  moved,  and  as  soon  as  it 
b^ns  to  move,  the  lever  I  tilts  back  again,  causing  the  escape- 
ment X  to  engage  the  wheel  m  once  more.  The  further  motion 
of  the  framework  causes  the  carbon  rod  to  be  raised  bodily,  so 
as  to  cause  separation  between  the  carbons  and  establish  the 
arc.  But  as  the  weight  of  the  carbon  rod  would  move  the  train 
of  wheels  and  cause  the  escapement  x  with  its  attached  fan  to 
beat  to  and  fro,  the  carbons  would  soon  touch  again.  This  is 
prevented  by  a  weighted  lever  d^  which  catches  the  lower  end 
of  the  fan  and  stops  its  motion.  As  the  framework  /  is  moved 
under  the  influence  of  the  spring  S,  the  pivot  of  this  lever 
moves  toward  the  left  This  has  the  same  effect  as  if  the  regu- 
lating screw  c  were  moved  out  of  its  way  to  the  right     The 
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hooked  portion  consequently  tips  upward  and  engages  the  lower 
end  of  the  fan. 

As  long  as  current  passes  through  the  lamp,  the  cores  g  remain 
attracted  by  the  solenoids  M.    The  framework  does  not  neces- 


Mig.  277. 


sarily  move  to  this  extent,  however,  because  the  spring  S  i^  ^^^ 
opposed  by  the  solenoids  D,  and  as  the  current  diverted  throog*^ 
the  latter  increases  directly  with  the  length  of  the  arc,  a  J^i^* 
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of  equilibrium  is  reached  where  the  spring  is  balanced  by  the 
attraction  of  the  solenoids  D.  As  the  carbon  consumes  the  arc 
lengthens,  and  this  leads  to  an  increased  diversion  of  current 
through  D,  which  overpowers  the  spring  S  and  pulls  down  the 
framework.*  This  has  the  effect  of  moving  the  lever  d  against 
the  screw  c,  so  as  to  release  the  escapement  fan,  which  begins  to 
vibrate.  After  a  few  teeth  of  the  wheel  m  have  escaped,  per- 
haps, the  arc  has  regained  its  normal  length,  and  as  the  shunt 
solenoids  D  have  thereby  become  weakened,  the  spring  S  is 
released,  so  that  the  framework  again  moves  upward.  If  the 
spring  S  has  its  tension  increased,  then  the  arc  will  be  longer^ 
because  it  will  require  a  greater  diversion  of  current  through 
the  shunt  D  to  overcome  this  tension.  The  tension  of  this 
spring  may  be  readily  adjusted  by  means  of  a  screw  T,  which 
is  shown  on  the  outside  of  the  case.  The  differential  action  is 
produced  between  the  spring  S  and  solenoids  D ;  the  main  cir- 
cuit solenoids  M  serving  only  to  release  this  spring. 

Mr.  Hockhausen  has  added  an  automatic  cut-out  to  this 
lamp,  to  provide  for  its  extinguishment  in  case  it  fails 
to  feed  from  any  cause.  Behind  the  vertical  post  c  is  a  sup- 
plementary armature,  which  is  acted  upon  by  undue  increase 
of  current  in  the  solenoids  D  when  the  arc  becomes  too  long. 
It  consists  of  a  flat  piece  of  sheet  iron  pivoted  at  the  top  between 
two  brass  posts,  one  of  which  (r)  is  connected  by  wire 
with  the  negative  terminal  N.  Under  the  influence  of  the 
current  in  D,  this  armature  is  tilted  to  the  left,  and  when 
the  arc  acquires  an  abnormal  length,  the  attraction  proceeds 
until  the  armature  touches  a  contact  piece  connected  by  wire 
u  u  to  the  coupling  3.  By  this  means  it  will  be  seen  that  the 
solenoids  M  are  short  circuited.  The  tilting  motion  of  the  arm- 
ature has  placed  a  flat  spring, «,  in  such  a  position  that  when  the 
core  g  falls  down,  being  no  longer  attracted,  it  presses  this  flat 
spring  against  a  contact  connected  with  the  positive  pole,  thus 
short  circuiting  the  lamp. 

The  same  mechanism  is  also  depended  upon  to  short-circuit 
the  lamp  when  the  carbons  are  consumed.     For  this  purpose 
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the  carbon  rod  is  provided  with  a  small  spring  projecting  from 
its  surface  at  the  upper  end.  When  the  carbon  rod  has 
descended  sufficiently,  this  engages  against  a  piece  of  vulcanite, 
n,  attached  to  the  supplementary  armature,  and  causes  the  arm- 


Fig.  278. 

ature  to  tilt,  with  the  effect  of  short  circuiting  the  lamp  in  the 
same  way  as  before.  The  r^ulating  mechanism  of  the  double 
lamp  (fig.  278)  embodies  the  same  principles  of  constructioa 
The  main  difference  is  that  in  this  case  there  are  two  escapement 
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mechanisms,  both  carried  bj  the  same  framework,  one  for 
each  carbon  rod.  The  escapements  and  fans  (//)  are  engaged 
and  released  in  both  at  the  same  time,  but  there  is  always 
one  carbon  rod  which  is  prevented  from  descending.  The 
device  by  which  this  is  accomplished  is  shown  in  Fig.  279. 
The  left  hand  carbon  rod  A  is  prevented  from  descending  by  a 
pin,  a,  resting  against  the  end  of  a  bell  crank  lever  e  rf,  which  is 
held  forcibly  against  it  by  a  spring,  S.  The  other  carbon  rod,  B, 
however,  is  free  to  descend.  The  arc  is  therefore  produced  on 
this  side,  the  other  carbon  being  held  at  a  slight  distance,  out  of 
contact  When  the  carbon  rod  B  has  descended  quite  down,  a  little 
pin,  6,  comes  against  the  other  end  of  the  crank  lever  and  moves 
this  lever  into  a  position  represented  by  the  dotted  lines,  thus 


Fig,  279. 


allowing  carbon  rod  A  to  slip  down.  The  carbons  on  this  side  (A) 
now  come  in  contact,  and  the  arc  at  B  dies  out  The  regulator 
now  causes  the  separation  between  this  new  set  of  carbons,  the 
carbon  rod  B  remaining  suspended  by  the  pin  b.  The  switch 
and  the  automatic  cut-out  just  described  are  used  in  this  lamp. 
In  this  case  the  second  carbon  rod  (A)  is  provided  with  a  pin  at 
the  upper  end  so  as  to  tilt  the  armature  of  the  cut-out  and  short 
circuit  the  lamp  when  the  second  set  of  carbons  is  consumed. 

These  lamps  appear  to  regulate  their  arc  with  great  nicety 
and  precision.     Clockwork  mechanism  for  arc  lamps  is  neces- 
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sarily  more  complicated  than  clutch  mechanisms,  bat  there  is  no 
undue  complication  in  this  case,  considering  the  variety  of  func- 
tions to  be  performed.  The  arc  maintained  is  about  an  eighth 
of  an  inch  long,  and  the  carbons  used  are  seven-sixteenths  of  an 
inch  in  diameter,  and  with  the  current  of  ten  amperes  usually 
maintained  in  circuit,  the  crater  in  the  positive  carbon  is  well 
defined  and  clean. 

Fig.  280  shows  a  focusing  regulator  for  steamboat  search 
lights,  locomotive  headlights,  or  other  purposes  where  the  arc 
light  is  used,  with  a  parabolic  reflector  for  projecting  a  beam  of 
light  in  one  direction.  In  regulators  of  this  description  the 
same  mechanism  has  to  control  the  two  carbons,  and  make  the 
lower  one  feed  upward  and  the  upward  one  feed  downward, 
so  that  the  arc  may  always  remain  in  the  focus  of  the  reflector. 
In  this  case  this  result  is  attained  by  an  easy  modification  of  the 
regulating  mechanism  of  the  standard  arc  lamp.  The  carbon 
rods  both  have  racks,  and  they  gear  into  pinions  carried  on  the 
same  sleeve,  though  insulated  from  each  other. 

They  are  placed  on  opposite  sides  of  the  shaft,  and  therefore 
the  downward  motion  of  the  positive  carbon  rod  causes  the  up- 
ward motion  of  the  negative  carbon  rod.  The  upper  carbon 
consumes  twice  as  rapidly  as  the  lower,  and  for  that  reason 
the  pinion  of  its  carbon  rod  is  of  a  diameter  twice  as  large,  in 
order  that  it  may  feed  down  twice  as  fast  as  the  lower  one  feeds 
up.  These  pinions  are  fastened  to  a  ratchet  wheel  which  slips 
on  the  shaft  of  the  large  toothed  wheel  when  the  carbons  are 
moved  apart,  but  engages  this  wheel  when  the  carbons  are  re- 
leased. This  toothed  wheel  gears  into  the  pinion  of  a  shaft  car- 
rjring  the  escapement  wheel.  When  no  current  is  passing 
through  the  lamp  the  weight  of  the  cores  of  the  upper  solenoids 
tilt  the  framework  of  the  mechanism  as  in  the  standard  lamp,  and 
in  this  situation  also  the  escapement  is  freed  by  a  small  lever. 
When  the  current  is  passed  through  the  lamp  the  framework  is 
tilted  in  the  other  direction  by  the  spring,  and  the  escapement 
is  again  engaged.  The  lower  end  of  the  fan  is  also  moved  down 
by  this  tilting  movement  until  it  is  impeded  and  stopped  by  a 


466 


THE  ELECTBIO  LIGHT. 


small  hooked  lever  shown  in  the  figure.  The  operation  of  this 
r^ulator  is  therefore  the  same  as  in  the  standard  lamp.  The 
carbon  clamp  of  each  carbon  rod  is  attached  to  a  transverse 
piece  sliding  on  two  vertical  posts,  and  fastened  to  the  rod.  In 
this  way  the  carbons  may  be  placed  at  a  distance  from  the  body 
of  the  regulator,  thus  leaving  room  for  placing  a  reflector  he- 
hind  the  carbona 
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This  lamp  (Fig.  281)  differs  from  others  in  the  form  given  to 
the  carbon  loop,  which,  in  this  case,  assumes  the  semblance  of 
a  letter  T.  The  carbon  loop  is  formed  of  vegetable  fibre  of  a 
peculiar  kind,  which  is  found  very  durable.  The  weak  spot  in 
incandescent  lamps  is  generally  in  the  imperfect  connection  be- 
tween the  wires  passing  through  the  glass  and  the  carbon  fila- 
ment It  is  claimed  that  in  these  lamps  the  connections  are 
made  in  an  improved  manner,  which  leaves  nothing  to  be  de- 
sired. 
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Fig.  282  shows  a  plain  form  of  holder  used  with  these  lamps. 
The  three  bent  wire  springs  embrace  the  lower  portion  or  neck 
of  the  lamp,  and  the  small  platinum  wires  protruding  through 
glass  are  pinched  between  the  split  extremities  of  the  circuit, 
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Fig,  283. 


connecting  by  means  of  screws,  one  on  each  side.  Fig.  283 
shows  one  of  these  holders  mounted  on  a  hand  stand  and  sup 
porting  an  incandescent  lamp.  Fig.  284  shows  a  more  orna- 
mental form  of  holder,  in  which  the  bent  wire  springs  are  re- 
placed by  sheet  brass  springs,  forming  part  of  the  casing. 

The  device  represented  in  fig.  281  is  called  an  automatic  sub- 
stituter.  The  circuit  is  divided  at  first  into  two  branches,  one  of 
which  includes  the  electro-magnet  shown  in  the  base,  together  with 
one  of  the  lamps.  The  other  includes  the  other  lamp,  but  re- 
mains closed  only  as  long  as  the  armature  is  retracted.     When 
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the  current  is  put  on,  therefore,  and  the  magnet  is  excited, 
the  second  circuit  is  opened  and  only  the  first  lamp  remains  in 
circuit  If  this  lamp  bi'eaks,  however,  the  armature  instantly 
falls  back  and  closes  the  circuit  through  the  second  lamp.  There 
are  many  situations  where  it  would  be  very  desirable  to  use  the 
incandescent  light  in  connection  with  the  arc  light ;  and  many 
places  where  a  few  incandescent  lights  would  be  more  conve- 
nient and  useful  than  one  arc  light  To  meet  this  want, 
attempts  have  been  made  to  run  incandescent  lights  in  the  same 
circuit  with  arc  lights.  It  seems  quite  plausible  that  if  the 
current  in  circuit  is  ten  ampferes,  and  each  incandescent  lamp 
requires  a  current  of.  one  ampere,  that  by  dividing  the  circuit 
into  ten  branches,  each  of  which  includes  a  light,  the  lamps 
ought  to  burn  successfully.  But  the  trouble  is,  that  if  one  lamp 
breaks  the  other  nine  will  receive  the  ten  amperes  among  them, 
or  each  will  receive  one-tenth  of  an  ampfere  more  than  is 
required.  This  may  lead  to  the  rupture  of  another,  and  this 
again  cause  an  increase  of  one-tenth  of  an  ampere.  In 
short,  the  breaking  of  one  lamp  endangers  the  rest  Mr. 
Hockhausen  proposes  to  remedy  the  diflSculty  wTien  a  lamp 
breaks  by  shunting  the  surplus  current  through  an  equiva- 
lent resistance.  If  two  lamps  break  he  diminishes  this  resistance 
Finally,  if  there  is  danger  that  the  lamps  may  bum  up  altogether, 
they  are  all  cut  out  of  the  circuit  by  means  of  the  apparatus  shown 
in  fig.  285.  The  switch  shown  on  the  right  hand  side  is  normally 
pulled  toward  the  cover  by  a  spring  not  shown  in  the  figure.  In 
this  condition  the  incandescent  lamps  are  cut  out  of  the  arc  light 
circuit  Tlie  contact  piece  nearer  to  the  cover  of  the  case  is  con- 
nected to  the  armature  of  an  electro-magnet  within.  This  electro- 
magnet is  included  in  the  main  circuit,  and  when  the  current  is 
passing,  it  attracts  its  armature,  and  causes  the  contact  piece  out- 
side the  case  to  project  out  from  the  surface  of  the  case.  If, 
now,  the  switch  is  moved  to  the  right,  it  is  prevented  from 
moving  back  by  the  insulated  end  of  this  protruding  contact 
In  this  condition,  the  incandescent  lamps  are  included  in  the 
circuit — ^thatis  to  say,  the  circuit  divides  at  one  point  into  several 
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branches,  in  which  are  included  the  lamps — one  in  each  branch. 
But  there  is  one  of  these  branches  which,  instead  of  a  lamp, 
includes  a  relay  magnet  of  rather  high  resistance.  Now,  if  a 
lamp  breaks,  the  current  increases  in  all  the  remaining  branches. 


Fig,  284. 

The  relay  feels  this  increase,  and  its  armature  comes  against  a 
contact  which  closes  the  circuit  through  another  branch,  including 
an  equivalent  resistance  placed  in  the  case,  and  consisting  of  wire 
wound  on  wooden  reels,  every  turn  of  the  wire  being  accessible 
to  the  air  so  as  to  admit  of  ready  cooling.  If  another  lamp 
breaks,  the  armature  of  the  relay  is  attracted  further,  and  closes  a 
circuit  through  a  lamp  placed  on  top  of  the  regulator  case  to  warn 
the  attendant,  who  immediately  proce^iis  to  replace  the  two  broken 
lamps.  But  meanwhile  another  lamp  still  may  break,  and  as 
the  relay  cannot  make  further  compensation,  there  is  imminent 
danger  that  the  other  lamps  will  break.  This  is  prevented  by  a 
kind  of  automatic  cut  out  The  relay  is  provided  with  a  supple- 
mentary armature,  which  is  attracted  when  the  current  increases 
beyond  the  limit  compensated  for  by  the  relay  itself.  The 
motion  of  this  armature  short  circuits  the  electro-magnel  in  the 
main  circuit,  whose  function  is  to  make  the  contact  piece  pro- 
trude on  the  outside  of  the  case.  Instantly  this  contact  piece 
moves  back  close  to  the  surface  of  the  case  again,  and  the  switch 
is  quickly  pulled  back  by  its  spring.     As  soon   as   it  again 
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touches  the  metallic  surface  of  this  contact  the  incandescetvX. 
lamps  are  short  circuited,  and  the  arc  lights  are  left  alone  in  the 
circuit     It  is  evident  that  the  principle  of  this  regulator  may  V 


Fig,  286. 


extended  not  only  to  one,  but  to  several  multiple  series,  ^^^ 
number  of  lamps  compensated  for  may  be  regulated  quite  ^^'  ^' 
The  objection  to  this  mode  of  regulation  is,  that  there  ^^,  "^ 
economy  of  energy  when  only  a  few  of  the  lights  are  burnin& 
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because  the  compensating  branches  absorb  the  energy  previously 
expended  in  the  lamp  in  producing  light.  However,  as  the  number 
of  lights  accidentally  put  out  would  usually  represent  only  a 
trifling  proportion  of  the  total  in  use,  this  objection  is  not  serious. 
Besides,  in  cases  where  this  procedure  is  resorted  to,  expediency 
or  convenience  is  generally  a  more  important  consideration  than 
economy. 

THE  WESTON  ARC  LAMP. 

In  1873  Edward  Weston,  who  was  at  that  time  engaged  in 
the  business  of  nickel  plating  in  New  York  City,  and  who 
employed  dynamo-electric  machines  in  carrying  on  his  business, 
constructed  a  machine  from  his  own  designs,  which  embodied 
various  improvements  over  other  machines  of  this  class  at  that 
time  in  the  market,  and  among  other  experiments  which  he  con- 
ducted with  this  machine,  were  some  in  electric  arc  lighting. 
Mr.  Weston  continued  from  that  time  forward  to  build  dynamo- 
machines  in  greater  or  less  numbers  for  sale^  introducing  from 
time  to  time  many  important  improvements,  but  his  labors  in  this 
connection  wijl  be  more  particularly  referred  to  in  another  part 
of  this  work. 

The  arc-lighting  apparatus  used  in  Weston'g  early  experi- 
ments was  of  a  temporary  character,  the  carbons  being  mounted 
in  clamps  in  a  frame  and  adjusted  by  hand,  which  served  the 
purpose  well  enough,  as  the  object  of  the  experiments  at  that 
time  was  more  particularly  to  determine  the  capacity  of  the 
dynamo-machines  for  this  service.  It  is  worthy  of  remark,  how- 
ever, that  even  in  these  early  experiments  in  1878  Weston  made 
use  of  electro-plated  copper-coated  carbons,  the  employment  of 
which  has  now  become  universal. 

The  practical  advantages  possessed  by  the  dynamo-machines 
of  Mr.  Weston  in  electro-plating  and  other  industrial  applica- 
tions, soon  began  to  attract  attention,  and  the  commercial  de- 
mand for  them  increa.sed  to  such  an  extent  that,  in  1875,  he 
removed  to  Newark,  New  Jersey,  and  commenced  the  manu- 
facture of  the  machines,  a  business  which  he  carried  on  until 
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1877,  when  a  corporation  was  organized,  under  flie  name  of  the 
Weston  Dynamo-Electric  Machine  Company,  for  continuing  the 
businesa  During  the  years  1875  and  1876  Mr.  Weston  experi- 
mented almost  continuously  with  electric-arc  lamps,  and  con- 
structed a  number  of  different  forms,  most  of  which  were  essen- 
tially modifications  of  typical  forms  well  known  at  that  data 
Electro-plated  carbons  were  employed  in  many  of  these  experi- 
ments and  continuously  after  the*  spring  of  1876. 

The  Centennial  Exhibition  in  Philadelphia,  in  1876,  served  to 
direct  the  attention  of  electricians  largely  to  the  development  of 
arc  systems  of  lighting,  and  in  consequence  ot  this,  during  the 
latter  part  of  1876  and  the  early  part  of  1877,  Weston  built  a 
number  of  dynamo-machines  especially  adapted  for  lighting  pur- 
poses    While  thus  engaged,  his  attention  became  directed  to 
the  improvement  of  the  arc-lamp,  which  up  to  that  time  had  not 
successfully  been  operated  when  more  than  one  was  included 
in  the  same  circuit     Early  in  1877  he  commenced  a  course  of 
experiments  in  operating  a   number  of  lights  in  series.     An 
examination  of  the  conditions  of  the  problem  showed  that  in 
order  to  accomplish  this  successfully  it  was  necessary  to  increase 
the  electro  motive  force  of  the  current  in  proportion  to  the  num- 
ber of  lamps  in  circuit,  and  this  in  turn  rendered  it  desirable  that 
the  length  and  consequent  resistance  of  each  arc  should  be 
reduced  as  far  as  possible,  and  the  cross-section  of  the  carbons 
also  diminished.     It  was  also  perceived  to  be  essential  that  the 
different  arcs  should  be  as  uniform  as  possible.     In  Weston's 
first  experiments,  he  attempted  to  maintain  the  arc  of  each  lamp 
at  a  fixed  length  by  mechanical  means,  but  after  protracted 
experimentation,  the  difficulties  attending  this  mode  of  regula- 
tion were  found  to  be  practically  insuperable,  and  he  accordingly 
turned  his  attention  to  the  more  promising  method  of  automatic 
regulation  by  the  force  of  the  lighting  current  itself.     Experi- 
ments made  in  this  direction  were  much  more  successful.     It 
was  found  that  lamps  properly  adjusted  would  bum  with  great 
uniformity  for  a  time,  until  some  one  carbon  was  automatically 
fed  forward,  when  the  sudden  increase  in  the  strength  of  cur- 
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rent  arising  therefrom  would  give  rise  to  disturbances  in  the 
other  lamps,  and  these  in  turn  would  react  upon  the  circuit,  so 
that  all  the  lamps  were  rendered  unsteady  and  flickering,  and 
in  some  cases  entirely  extinguished.  It  therefore  became  a 
desideratum  to  devise  some  means  of  readjusting  all  the  lamps 
simultaneously  at  stated  intervals,  by  liberating  all  the  movable 
carbons  in  the  different  lamps  to  the  uncontrolled  action  of 
gravity  or  other  constant  force.  An  apparatus  was  designed,  by 
which  a  mechanical  rheotome,  at  stated  intervals,  suddenly 
introduced  into  the  lamp  circuit,  for  a  moment  only,  a  resistance 
sufficient  to  weaken  the  current,  and  cause  all  the  lamps  to 
simultaneously  drop  their  carbons  to  the  initial  point,  when  they 
were  immediately  readjusted  by  the  normal  action  of  their  re- 
spective regulating  magnets. 

The  first  series  of  lamps,  five  in  number,  embodying  the  above 
described  principles  of  regulation,  was  put  in  operation  in  1878, 
and  was  for  a  time  employed  for  lighting  a  manufacturing  estab- 
lishment in  Newark.  This  organization,  although  quite  satisfac- 
tory so  far  as  the  performance  of  the  lamps  themselves  was 
concerned,  was  open  to  very  serious  objection  in  a  commercial 
sense,  on  the  score  of  unnecessary  waste  of  energy.  In  conse- 
quence of  the  varying  load  or  mechanical  resistance,  and  the 
suddenness  of  the  changes,  the  strain  on  the  dynamo  machine  apd 
its  driving  engine  was  very  severe.  It  should  be  mentioned  that 
the  differential  principle  of  regulation  by  means  of  a  magnet 
placed  in  a  shunt  spanning  the  arc,  which  is  now  in  almost  uni- 
versal use  in  arc-lighting  systems,  was  employed  in  this  applica- 
tion, and  in  fact  lamps  Embodying  this  principle  were  in  actual 
practical  operation  in  Weston's  factory  as  early  as  September  or 
October,  1877. 

Another  method  of  regulation  was  tried  in  1878,  which  con- 
sisted simply  of  a  permanent  shunt  around  the  arc,  in  which 
shunt  a  resistance  was  inserted.  This  was  tried  in  actual  service, 
and  a  series  of  four  Jamps  was  operated  for  some  time  with  very 
fair  results,  but  inasmuch  as  the  entire  current  which  passed 
through  the  shunt  was  diverted  from  the  arc,  no  inconsiderable 
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portion  of  the  total  energy  was  actually  wasted,  so  far  as  its  il- 
luminating effects  were  concerned,  and  hence  the  results  were  fcur 
from  economical. 

The  next  improvement  made  by  Mr.  Weston  was  during  the 
year  1879,  and  consisted  of  an  organization  in  which  an  inde- 
pendent regulating  magnet  was  placed  in  a  shunt  circuit  spanning 
the  arc. 


Fig.  287. 


Figure  286  shows  the  external  appearance  of  this  lamp  when 
mounted  and  ready  for  use.  The  regulating  mechanism  is 
placed  within  a  hollow  metallic  cylinder  W,  from  the  bottom  of 
which  depend  two  metallic  rods  U  U.  A  base,  V,  is  attached  to 
these,  supporting  the  lower  carbon  holder  X  and  the  glass  globe 
which  incloses  the  arc.     The  movable  upper  carbon  or  electrode, 
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T,  IS  secured  to  its  carbon-holder,  K,  by  means  of  a  clamp,  r,  to 
which  the  electric  current  is  brought  by  a  flexible  conductor,  as 
shown  in  the  figure.  In  this,  as  in  most  other  lamps  of  modem 
construction,  the  lower  carbon  is  stationary,  while  the  upper  one 
is  fed  downward  by  means  of  the  r^ulating  mechanism  as  fast 
as  consumption  takes  place.  The  regulating  mechanism  con- 
tained within  the  cylindrical  case  W,  is  shown  in  perspective 
in  figure  287,  and  in  vertical  transverse  section  in  figure  288.  A 
is  the  electro-magnet  which  supports  and  moves  the  upper  car- 
bon electroda  Its  coils  are  composed  of  a  comparatively  few 
convolutions  of  thick  wire.  This  magnet  is  included  in  the 
main  circuit  which  passes  through  the  carbons  and  the  arc  B  B 
is  a  second  electromagnet,  the  coils  of  which  are  composed  of  a 
large  number  of  convolutions  of  thin  wire.  This  magnet  is 
placed  in  a  shunt  circuit  spanning  the  arc,  and  the  two  are  ar- 
ranged to  act  in  opposite  directions,  or  differentially,  upon  a 
common  armature. 

The  electro-magnets  and  their  common  armature  are  in  this 
lamp  of  a  peculiar  construction,  which  is  designed  to  combine 
the  advantages  of  the  axial  magnet  or  solenoid  with  those  of  the 
ordinary  electro-magnet,  and,  at  the  same  time,  to  avoid  the  in- 
conveniences of  each.  The  advantage  of  the  solenoid  over  the 
ordinary  electro-magnet  consists  in  the  greater  range  of  move- 
ment which  it  is  possible  to  give  the  moving  core  or  armature 
under  the  influence  of  electric  currents  of  given  strength.  Its 
disadvantage  consists  in  the  fact  that  a  much  larger  coil  and  a  cor- 
respondingly greater  consumption  of  electrical  energy  is  required 
to  produce  a  given  mechanical  effect  The  converse  of  this  is 
true  of  ordinary  electro-magnet  and  armature,  in  which  a  given 
mechanical  force  is  produced  by  a  more  moderate  expen- 
diture of  electrical  energy,  but  at  the  same  time  the  effective 
range  of  movement  of  the  armature  is  comparatively  small.  In 
an  electric  arc  lamp  it  is  desirable  that  the  magnetic  force,  acting 
in  a  direction  opposite  to  that  of  gravity,  should  be  as  nearly  as 
possible  uniform  throughout  the  entire  range  of  the  movement 
of  the  upper  carbon  electrode,  and  this  condition  is  more  nearly 
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fulfilled  by  the  use  of  solenoid  than  by  the  use  of  the  ordinary 
electro-magnet  and  armature.  In  this  lamp  the^cores  of  the 
electro-magnet  are  tubular,  as  shown  in  figure  288,  and  cylin- 
drical projections  of  soft  iron,  a  a  and  h  J,  are  attached  to  the  ar- 
mature, which  enter  into  the  central  opening  of  the  tubular 
cores,  but  without  touching  them.  The  result  produced  by  this 
organization  is  that  the  intensity  of  the  magnetic  field  increases 
very  slowly  as  the  armature  moves  toward  the  poles  of  the 
magnet ;  and  in  consequence  of  the  armature  being  thus  moved 
through  a  nearly  uniform  field,  the  attractive  force  increases;  but 
comparatively  little  in  proportion  to  the  distance  which  the  ar- 
mature moves;  the  effect  being  substantially  the  same  as  if  the 
armature  of  an  electro-magnet  were  made  to  approach  its  poles 
at  a  very  oblique  angle.  This  organization  acts  upon  a  principle 
essentially  different  from  that  of  the  solenoid,  inasmuch  as  the 
movable  armature  when  it  commences  to  move  toward  the 
tubular  core  is  wholly  without  the>coil,  while  in  the  case  of  the 
solenoid  the  core  occupies  more  than  one-half  of  the  length  of 
the  opening  within  the  coil  when  in  ^ts  normal  position  of  rest 
The  action  of  the  electro-magnet  and  armature  are  the  same  as  in 
the  ordinary  construction,  except  that  the  magnetic  force  in- 
creases at  a  less  rapid  rate  as  the  armature  advances.  Hence  two 
important  practical  advantages  are  gained  by  the  employment 
of  this  organization  instead  of  the  solenoid  and  core.  First,  the 
coil  is  very  much  smaller  and  offers  much  less  resistance  to  the 
current,  thereby  effecting  a  material  economy  in  the  consump- 
tion of  electric  energy,  and  the  weight  or  inertia  of  the  armature 
is  far  less  than  that  of  the  solenoid  core,  by  reason  of  which  its 
movements  are  more  easily  controlled.  Second,  the  field  through 
which  the  armature  moves  is  more  uniform  than  that  through 
which  the  core  of  the  solenoid  moves ;  and  hence  in  the  opera- 
tion of  the  lamp  the  equilibrium  between  gravity  and  the  an- 
tagonistic magnetic  force  is  more  easily  maintained. 

The  main  electro-magnet  A  A  is  provided  with  an  adjusting 
nut  S,  and  screw  e,  by  which  its  distance  from  the  armature  may 
be  r^ulatedi  and  the  magnet  B  B  is  provided  with  a  similar  de- 
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vice,  S',  for  the  same  purpose.  The  intennediate  armature,  which 
is  common  to  both  magnets,  is  attached  to  a  lever,  D,  seen  in 
figure  287,  which  lever  is  pivoted  behind  the  magnet,  and  is 
connected  by  a  jointed  link  to  the  clutch  C,  which  grasps  the 
carbon  holder  or  rod  R  P  is  a  dash-pot,  consisting  of  a  cylinder 
filled  with  glycerine,  having  a  piston  moving  loosely  within  it, 
which  piston  is  also  jointed  to  the  lever  D.  This  device  serves 
to  prevent  sudden  motions  of  the  carbon.  A  tension-regulating 
spring  9  is  attached  to  the  same  lever.  The  operation  of  the 
regulating  apparatus  of  this  lamp  is  as  follows:  When  no  cur- 
rent is  passing  through  the  lamp,  the  upper  carbon  rests  directly 
upon  the  lower  one,  but  when  a  sufficiently  powerful  current  is 
sent  through  the  carbons,  it  traverses  also  the  electro-magnet  A  A, 
whereupon  the  armature  is  raised,  causing  the  clutch  C  to  grasp 
the  rod  R  and  lift  it,  thus  separating  the  carbons  and  establish- 
ing the  arc.  The  resistance  now  interposed  by  the  arc  causes  a 
portion  of  the  current  to  traverse  the  electro-magnet  B  B,  which, 
as  we  have  before  explained,  is  placed  in  a  shunt  circuit  span- 
ning the  arc  It  results  from  this,  that  the  longer  the  arc  and 
the  greater  its  resistance,  the  stronger  is  tlie  attraction  of  the 
electro-magnet  B,  in  the  shunt  circuit,  and  the  weaker  is  that  of 
the  electro-magnet  A,  in  the  main  or  arc  circuit  It  follows, 
therefore,  that  as  the  arc  lengthens  by  the  burning  away  of  the 
carbons,  the  attraction  of  the  former  at  length  overpowers  that 
of  the  latter,  and  the  armature  descends,  releasing  the  clutch  C 
from  the  carbon-holder  and  allowing  the  upper  carbon  to  fall  by 
the  action  of  gravity  until  the  arc  is  shortened  sufficiently  to 
cause  the  attraction  of  the  upper  electro-magnet  A  to  again  pre- 
ponderate, when  the  first  described  operation  is  again  repeated. 
Thus  when  the  lamp  is  in  operation  the  upper  carbon  is  at  all 
times  delicately  balanced  between  two  opposing  forces  and  is 
fed  forward  by  an  almost  imperceptible  intermittent  advance 
movement,  recurring  at  frequent  and  tolerably  regular  intervals. 
A  very  large  number  of  the  above  described  lamps  were  made 
by  the  Weston  Dynamo-Electric  Machine  Company,  and  put  in 
commercial  use  in  various  parts  of  the  country.    It  may  be  said 
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that  in  principle  this  lamp  is  everything  that  could  be  desired. 
A  practical  objection  to  its  extended  use  was  found  in  the  great 
accuracy  of  workmanship  required  to  insure  its  proper  perform- 
ance. Even  at  that  comparatively  recent  date  the  manufac- 
turing facilities  for  this  class  of  work  were  not  by  any  means  so 
complete  as  they  have  since  become,  and  it  was  lai-gely  in  con- 
sequence of  these  difficulties  of  manufacture  that  Mr.  Weston 
was  led  to  devise  a  new  and  more  simple,  and  perhaps  more 
practical  form,  which  was  first  put  on  the  market  in  1880.  In 
respect  to  its  principle  of  operation,  and  its  practical  perform- 
ance, other  things  being  equal,  the  new  lamp  presents  no  spe- 
cial advantage  over  the  old  one ;  but  the  simplicity  of  its  design 
and  the  ease  with  which  its  mechanism  may  be  constructed  with 
interchangeable  parts,  has  led  to  its  very  extensive  nae. 

The  mechanism  of  this  lamp  is  so  arranged  that  it  fits  into 
the  same  frame  as  the  one  previously  described,  and  therefore 
figure  286  will  serve  equally  well  to  represent  its  external  ap- 
pearance. In  many  cases  it  is  desirable,  as  for  instance  in  light- 
ing public  streets,  squares,  railway  stations,  and  the  like,  that 
the  lamps  should  be  capable  of  burning  continuously  15  or  16 
hours.  In  this  case  a  construction  termed  the  duplex  lamp  is 
employed,  which  comprises  two  independent  sets  of  carbons  and 
carbon-holders,  the  second  set  of  carbons  being  automatically 
brought  into  action  after  the  first  set  has  been  consumed.  The 
same  controlling  and  regulating  mechanism  serves  for  both  car- 
bons. Figure  289  shows  the  external  appearance  of  the  duplex 
lamp,  while  in  figure  290  the  same  lamp  is  shown,  mounted 
upon  an  iron  post  and  fitted  with  a  hood  and  reflector,  as  used 
in  lighting  streets  and  public  places  generally.  The  internal 
mechanism  of  the  duplex  lamp  is  substantially  the  same  as  that 
of  the  single  lamp,  with  the  addition  of  certain  devices  for  shift- 
ing the  action  of  the  regulator  from  one  carbon-holder  to  the 
other,  when  necessary,  and  hence  it  will  be  more  convenient  to 
describe  this  lamp  in  its  duplex  form  in  connection  with  the 
shiftiDg  mechanism.  Figures  291  and  292  are  views  in  elevation 
of  the  r^ulating  mechanism  of  the  duplex  lamp  taken  from  op- 
posite sides,  and  figure  298  is  a  plan  view  of  the  same. 
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Fig.  289. 


THE  WESTON  ABC  LAMP. 


481 


Referring  to  the  figures,  D  D  represents  the  exterior  of  the 
cjlindrical  coils  of  the  electro-magnet,  which  is  mounted  upon 
the  frame  A  in  such  a  position  that  the  centre  of  its  upper  pole, 
which,  for  convenient  explanation,  we  will  assume  to  be  the 


Fig.  290. 


Fig,  291. 


north  pole,  is  situated  in  the  same  vertical  plane  with  the  axis 
of  the  south  pole  directly  beneath  it 

The  armature  D'  is  of  rectangular  cross-section,  its  breadth 
being  the  same,  or  nearly  the  same,  as  the  diameter  of  the  poles 
of  the  electro-magnet,  while  its  length  is  equal  to  the  distance 
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between  the  centres  of  the  poles,  plus  twice  their  radius.  The 
armature  D'  is  supported  longitudinally  in  a  vertical  plane  par- 
allel to  a  plane  passing  through  the  faces  of  the  poles,  and  very 
near  to,  but  not  touching  them.     The  normal  position  is  shown 


F[g.  292. 

in  the  drawings,  its  lower  end  being  a  considerable  distance 
below  the  south  or  lower  ix)le  of  the  electro-magnet  D  D,  while 
its  upper  end  is  very  nearly  in  the  same  horizontal  plane  with 
the  lowest  point  of  the  periphery  of  the  north  or  upper  pole. 
The  armature  D'  is  supported  by  two  flexible  bars,  straps  or 
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springs  ee,  one  of  which  is  secured  to  the  top  and  the  other  to 
the  bottom  thereof,  while  the  opposite  ends  of  the  same  are 
fixed  to  a  stationary  bracket  or  support  B  upon  the  frame  A. 
The  action  of  this  electro-magnet  upon  its  armature  is  as  fol- 
lows :  When  an  electric  current  traverses  the  helices  or  coils  D 
D,  the  soft  iron  within  them  becomes  a  magnet,  the  armature  D 
at  the  same  time  becomes  magnetic  mainly  by  the  ipductive 
action  of   the  lowermost  or   south    pole,  and  owin^  to  the 


position  of  the  south  pole  with  reference  to  it,  it  being  nearly 
opposite  the  middle  of  the  length  of  the  armature,  the  latter 
becomes  a  magnet  having  three  poles,  viz. :  a  south  pole  at 
each  end,  and  a  north  pole  at  or  near  its  middla  Inasmuch 
as  by  the  law  of  magnetic  action  unlike  poles  attract  each 
other,  the  upper  pole  of  the  armature  is  drawn  toward  the  upper 
pole  of  the  electro-magnet     This  force  is  exerted  in  a  direction 
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parallel  to  a  line  drawn  from  the  poles  of  the  magnet  to  tne  pole 
of  the  armature ;  that  is  to  say,  in  a  direction  more  nearly  par- 
allel to  a  line  joining  the  poles  of  the  magnet  than  to  a 
line  perpendicular  thereto.  The  flexible  bars  or  springs,  e  e, 
permit  the  armature  D'  to  move  freely  in  the  direction  of  its 
length  within  the  limits  of  distance  necessary  for  the  operation 
of  the  lamp,  while  at  the  same  time  they  prevent  it  from 
approaching  more  nearly  to  the  poles  of  the  magnet  Thus  the 
armature  is  free  to  respond  to  the  action  of  the  vertical  compo- 
nent of  the  magnetic  force,  but  not  to  that  of  its  horizontal  com- 
ponent Sence  the  resultant  motion  is  nearly  parallel  to  a  line 
joining  the  poles  of  the  electro-magnet,  although  it  is  in  fact  an 
arc  of  a  circle,  the  centre  of  which  is  approximately  coincident 
with  the  point  of  attachment  of  the  flexible  bar  e  to  the  frame  at 
B.  The  manner  in  which  the  armature  is  mounted  upon  the 
springs  ee  with  reference  to  the  vertical  position  of  the  electro- 
magnet, has  the  effect  of  causing  a  gradual  increase  in  the  hori- 
zontal distance  between  the  respective  poles  of  the  armature 
and  the  magnet  in  the  ratio  of  the  diminution  of  the  vertical 
distance  between  them  as  the  armature  moves,  and  hence  this 
manner  of  mounting  the  armature  and  controlling  its  movement 
with  reference  to  the  electro-magnet  causes  the  action  of  the  lat- 
ter upon  the  former  to  be  very  nearly  uniform  throughout  a 
considerable  range  of  movement 

When  the  lamp  is  in  operation,  the  movable  upper  carbon  is 
acted  upon  simultaneously  by  two  antagonistic  forces,  viz.: 
gravity,  tending  to  pull  it  down,  and  thus  bring  it  nearer  the 
lower  carbon,  and  magnetism,  tending  to  draw  it  up,  and  thus 
separate  it  from  the  lower  carbon.  The  theory  of  the  operation 
is  this:  When  the  arc  is  at  its  normal  length,  the  two  opposing 
forces  are  in  equilibrium  and  the  movable  carbon  remains  at 
rest  When  the  carbons  bum  away  the  length  and  resistance 
of  the  arc  is  increased,  the  magnetic  force  is  correspondingly 
diminished,  gravity  preponderates  and  the  carbon  descends. 
When  the  arc  is  too  short,  or  when  the  carbons  are  in  contact, 
as  at  the  first  starting  of  the  lamp,  magnetism  preponderates,  and 
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the  carbon  ascends.  Inasmuch  as  gravity  is  constantly  exerting 
a  nniform  force  upon  the  carbon  throughout  the  entire  range  of 
its  movement,  it  is  apparent  that  the  adjustment  will  be  more 
easily  effected  if  the  antagonistic  force  is  also  constant  through- 
out the  entire  range  of  movement  of  the  carbon.  The  mechan- 
ism by  which  motion  is  communicated  from  the  armature  to  the 
carbon-holder  is  substantially  the  same  in  this  lamp  as  in  the 
one  previously  described.  The  same  mechanism  is  employed 
for  controlling  the  feeding  of  both  sets  of  carbons.  It  com- 
prises an  electro-magnet,  D  D,  differentially  wound  with  two 
helices,  one  of  thick  wire,  and  few  convolutions  included  in  the 
arc  circuit,  and  the  other  of  thin  wire  and  many  convolutions 
in  a  derived  circuit  or  shunt,  having  a  comparatively  high  re- 
sistance, so  as  to  adapt  the  lamp  for  use  in  series.  A  link,  d, 
connects  the  armature  D'  with  the  lever  E',  in  which  an  eye  is 
formed  just  large  enough  to  permit  the  carbon-holder  R'  to 
slide  freely  through  when  it  is  precisely  at  right-angles  thereto 
(see  figures  62  and  68).  The  mechanical  action  of  this  device 
is  like  that  of  the  well-known  ring  clutch.  The  tail  of  the 
lever  E'  carries  an  adjustable  screw  e',  which  rests  upon  a  wedge- 
shaped  slide  A',  which  is  carried  by  a  horizontally  movable  shift- 
ing lever  C  as  hereinafter  described.  P  is  a  dash-pot,  the  oper- 
ation or  function  of  which  has  already  been  explained.  Thus 
from  the  preceding  description  it  will  be  understood  that  when 
the  lever  E'  is  tilted  by  the  rising  of  the  armature  D',  the  clutch 
is  thrown  into  an  angular  position  and  grasps  and  lifts  the  car- 
bon-carrier R'.  As  the  carbon  bums  away,  the  armature, 
clutch  and  carbon  carrier  descend  together,  until  the  screw  c, 
strikes  upon  the  slide  A',  by  which  the  clutch  is  tripped,  thus 
allowing  the  carbon-carrier  and  carbon  to  drop  the  necessary 
distance  to  effect  the  operation  of  feeding.  The  lamp  thus  feeds 
by  an  intermittent  advance  movement,  which  under  ordinary 
conditions  is  about  ^  of  an  inch  at  each  step. 

It  now  remains  to  describe  the  mechanism  by  which  the  second 
pair  of  carbons  is  substituted  after  the  first  pair  has  been  con- 
sumed. 
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The  lower  terminal  of  the  thick  wire  helix,  D  D,  is  electrically 
connected  with  both  of  the  movable  upper  carbon  carriers,  and 
the  electric  current,  as  well  as  the  feeding  mechanism,  are  shifted 
simultaneously,  at  the  proper  moment,  to  the  second  set  of  car- 
bons, by  the  action  of  an  independent  shifting  magnet  M  (figures 
291  and  293),  which  is  included  in  a  second  derived  circuit  of 
high  resistance  between  the  terminals  of  the  lamp.  The  shifting 
lever  0  carries  the  wedge-shaped  slides  A'  A',  which  are  inserted 
under  the  ,end  of  one  clutch  or  the  other,  according  to  the  posi- 
tion of  the  lever,  so  as  to  trip  the  proper  clutch  and  prevent  it 
from  engaging  with  its  rod. 


i^.  294. 


While  the  first  set  of  carbons  is  burning,  the  circuit  through 
the  shifting  magnet  M  is  open;  the  upper  carbon  B/  of  the 
second  set  being  held  up  by  the  latch  L,  which  engages  with  a 
flange  N,  upon  the  carbon  carrier,  and  the  shifting  lever  C,  is 
locked  by  a  detent  g  (figure  291),  in  the  proper  position  to  leave 
the  first  clutch  free  and  trip  the  second.  When  the  first  set  of 
carbons  has  been  consumed,  the  derived  circuit  of  the  electro- 
magnet M  is  completed  by  a  collar,  H,  on  the  upper  rod  K, 
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coming  in  contact  with  an  insulating  ring  K,  to  which  the  mag- 
net wire  W  is  attached.  The  shifting  magnet  then  attracts  its 
armature  G,  and  thereby  lifts  the  detent  g  from  the  shifting 
lever,  allowing  it  to  swing  over  under  the  stress  of  the  spring  a 
(figure  293),  thus  reversing  the  position  of  the  slides  under  the 
clutches,  and  releasing  the  upper  carbon  of  the  second  set  by 
the  withdrawal  of  the  latch  L.  As  the  upper  carbon  R  of  the 
first  set  remains  supported  out  of  contact  with  its  lower  carbon 
by  the  stop  c',  the  current  is  diverted  to  the  second  set  of  car- 
bons the  instant  that  they  come  into  contact,  and  the  feeding 
magnet  thereafter  works  the  second  clutch  instead  of  the  first 
This  substitution  is  effected  so  quickly  as  to  cause  scarcely  a 
perceptible  flicker  in  the  light 

The  sensitivenes  and  certainty  of  operation  which  have  been 
found  in  practice  to  characterize  the  action  of  the  feeding  me- 
chanism which  has  just  been  described,  are  largely  due  to  the 
peculiar  arrangement  of  the  armature  of  the  electro-magnet  D, 
which  has  already  been  explained,  and  to  the  construction  and 
proportions  of  the  clutch.  It  will  be  observed  that  the  clutch 
is  provided  with  a  long  tail-piece,  as  the  lever  E  E'  may  be 
termed,  and  the  point  of  contact  of  the  clutch  with  the  floor  of 
the  lamp  is  at  the  extreme  end  of  the  tail-piece.  This  gives  the 
detaching  point  of  the  clutch  a  great  mechanical  advantage  over 
the  lifting  point,  and  consequently  it  requires  but  a  minimum  of 
force  to  detach  the  clutch  frona  the  rod  and  allow  the  latter 
to  feed.  Of  course  the  sensitiveness  of  the  feeding  mechan- 
ism in  the  lamp  depends  in  practice  largely  upon  the  amount  of 
force  which  is  necessary  to  lock  and  unlock  the  feeding  mechan- 
ism, because  this  force  is  derived  solely  from  variations  in  the 
strength  of  the  lighting  current,  due  to  fluctuations  in  the  length 
of  the  Era 

Figure  294  is  a  perspective  view  of  the  mechanism  of  the 
single  lamp  which  shows  the  cut-out  or  short-circuiting  devices, 
by  which  the  lamp  may  be  instantly  switched  out  of  circuit 
when  it  is  desired  to  replace  the  consumed  carbons  or  to  per- 
form any  other  necessary  operation  upon  it 
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In  figure  295  a  more  recent  form  of  lamp-frame  is  shown,  in 
which  all  the  electrical  connections  are  placed  inside  of  the 
tubular  support  by  which  the  glass  globe  is  suspended  from 


F^,  296. 

the  casing  above,  so  that  no  portion  whatever  of  the  lamp 
which  is  in  electrical  connection  with  the  circuit  is  exposed  or 
accessible.  This  form  of  frame  is  employed  either  for  duplex 
or  for  single  lamps,  the  same  as  the  form  shown  in  figure  289, 
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Fig.  296. 
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and  the  same  feeding  mechanism  may  be  used.  Figure  296 
shows  the  manner  in  which  the  inner  frame  is  lowered  for  the 
purpose  of  replacing  the  carbon. 


Fiff.  297. 


More  recently,  Mr.  Weston  devised  a  new  form  of  r^ulat- 
ing  apparatus,  in  which  the  feeding  of  the  carbons  is  controlled 
by  a  brake-wbeel,   to  the  axis  of  which  the  upper  carbon 
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carrier  is  attached  either  by  a  cord  and  pulley,  or  by  a 
rack  and  pinion  movement,  so  that  the  carrier  cannot  be 
moved  without  turning  the  wheel      This  apparatus  is  shown 


in  figures  297  and  298.  The  axis  w,  of  the  brake-wheel  W, 
is  mounted  upon  a  swinging  horizontal  lever,  M,  one  end  of 
which  is  pivoted  to  a  fixed  support  m,  and  the  other  end  is 


492  THE  ELBC5TRIC  LIGHT. 

linked  to  a  horizontal  oscillating  lever  K.  The  hollow  hel- 
ices or  solenoids  F  and  B,  of  peculiar  construction,  which  will 
presently  be  described,  serve  to  control  the  position  of  the  os- 
cillating lever  K.  One  of  these  solenoids  is  included  in  the 
main  or  arc  circuit,  and  the  other  in  a  derived  circuit  or  shunt 
spanning  the  ara  The  movable  cores  or  armatures  of  these 
solenoids,  as  shown  at  F',  are  attached  to  the  respective  ends  of 
the  lever  K,  by  flexible  metallic  straps,  /  and  J.  The  brake- 
wheel  W  is  held  in  check  by  a  friction  brake.  A,  which  is 
pivoted  to  the  lever  M,  just  outside  of  the  periphery  of  the 
wheel,  and  has  a  short  arm  at  the  right,  to  which  a  lifting 
link,  a,  is  attached  at  a'.  It  is  also  provided  with  a  long  tail- 
piece, L,  extending  over  and  resting  upon  a  stationary  projec- 
tion from  the  frame  of  the  lamp  at  n'.  The  construction  of 
the  solenoids  is  shown  at  the  left,  in  figure  297,  where  the  ex- 
ternal iron  shell  and  part  of  the  coil  are  cut  away  to  show 
the  interior  construction.  It  will  be  seen  that  the  solenoid 
incloses  a  movable  iron  core,  and  in  addition  an  iron  shell  is 
attached  thereto  surrounding  the  coil,  it  being  made  in  one  piece 
with  the  core.  Mr.  Weston  has  found  that  with  a  solenoid 
constructed  in  this  manner  an  extremely  long  range  of  move- 
ment may  be  obtained  with  very  uniform  power.  Experience 
also  shows  that  this  solenoid  is  nearly  as  powerful  as  an  ordinary 
bi-branched  electro-magnet,  having  twice  the  amount  of  wire 
upon  it  The  disadvantage  of  the  ordinary  solenoid  is  in  its 
great  size  in  proportion  to  the  effective  force  which  it  is  capable 
of  exerting. 

The  operation  of  this  apparatus  is  as  follows :  Assuming  the 
lamp  to  be  at  rest,  with  the  upper  carbon  in  contact  with  and 
resting  upon  the  lower  one ;  upon  first  applying  the  current  the 
attractive  force  of  the  solenoid  F  will  preponderate  and  draw 
down  its  end  of  the  oscillating  lever  K.  This  movement  raises 
the  brake  A,  and  as  soon  as  its  tail-piece,  1,  is  raised  sufficiently 
to  lift  it  from  the  slop  n\  locks  it  upon  the  wheel.  Any  further 
movement  of  the  oscillating  lever  K  carries  up  the  lever  M  and 
turns  the  wheel  W  with  it,  whereby  the  carbons  are  separated 
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and  the  arc  is  formed.  As  the  arc  increases  in  length  the  force 
of  the  solenoid  F  weakens,  while  on  the  other  hand  that  of  the 
solenoid  B  continually  increases,  so  that  a  condition  of  equilib- 
rium is  soon  reached  in  which  the  end  of  the  lever  L  rests  upon 
the  stop  with  just  sufficient  force  to  slacken  the  brake  and 
allow  the  wheel  to  revolve.  The  slightest  decrease  in  the  length 
of  the  arc  will  immediately  set  the  brake,  while  on  the  other 
hand  the  slightest  increase  will  release  it  It  will  be  observed 
that  the  brake  is  so  arranged  with  reference  to  the  wheel  that 
the  weight  of  the  carbon  and  its  carrier  tends  to  apply  the  brake 
when  its  detaching  lever  is  lifted  from  the  stop.  Its  grip  on  the 
wheel  is  therefore  very  positive ;  but  the  wheel  being  of  large 
diameter,  and  the  detaching  point  of  the  brake  lever  having 
great  leverage  over  the  brake,  the  device  works  with  the 
utmost  mechanical  delicacy.  The  feeding,  under  ordinary  con- 
ditions, is  so  nearly  continuous  that  it  is  impossible  to  detect  the 
movement  by  the  eya 

One  of  the  most  recent,  as  well  as  the  most  efficient  of  the 
diflEerent  forms  of  arc  lamps  which  Mr.  Weston  has  invented  is 
shown  in  perspective  in  figure  299.  The  principal  object  in 
view  in  this  particular  organization  is  to  simplify  and  cheapen 
the  construction  of  the  working  parts  of  lamp,  and  to  provide 
for  a  greater  range  of  movement  of  the  armature  and  its  attach- 
ments. The  casing  and  frame  of  this  lamp  are  the  same  as  that 
of  the  one  last  described.  The  regulating  or  feed  mechanism  is 
mounted  upon  a  metallio  plate  or  base,  which  is  secured  to  the 
under  side  of  a  wooden  base-board,  as  illustrated  in  the  figure. 
Two  electro-magnets  are  employed,  which  are  placed  parallel  to 
each  other  in  a  horizontal  position,  one  of  them  being  included 
in  the  main  or  arc  circuit,  and  the  other  in  a  shunt  or  derived 
circuit  spanning  the  arc.  Each  magnet  is  provided  with  an 
armature  mounted  so  as  to  lie  in  a  direction  parallel  to  the  axis 
of  its  own  magnet  These  two  armatures  are  rigidly  attached 
to  a  common  rock-shaft,  in  such  a- position  that  the  preponder- 
ance of  the  magnetic  attraction  of  one  magnet  over  the  other 
exerts  a  twisting  effect  upon  the  rock-shaft,  and  thus  causes  the 
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latter  to  tura  in  its  bearings,  the  direction  and  extent  of  the 
movement  imparted  to  it  being  determined  by  the  magnet  which 
exerts  the  greater  attractive  force.  The  clutch  mechanism  is 
fixed  upon  a  level,  which  moves  up  or  down  by  the  action  of  a 
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link  attached  to  one  of  the  armatures.  This  mechanism  is  sub- 
stantially the  same  as  that  already  described  in  connection  with 
preceding  lamps,  and  will  be  readily  recognized  in  the  figure,  so 
that  a  repetition  of  the  former  description  is  unnecessary.  It  is 
obviously  immaterial  what  particular  form  of  clutch  is  employed 
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in  connection  with  this  lamp ;  the  particular  one  illustrated  in 
figure  299  will,  however,  be  described  in  detail  in  connection 
with  another  lamp. 

Figures  800  and  801  illustrate  another  exceedingly  efficient 
lamp,  also  constructed  by  Mr.  Weston.     In  the  first  named 


Fig.  300. 

figure  several  parts  are  shown  in  perspective,  a  portion  of  the 
frame  being  broken  away  to  exhibit  the  mechanism  more  clearly. 
Referring  to  the  figures :  A  represents  the  thick  wire  coil  in  the 
arc  circuit,  and  B  the  thin  wire  opposing  or  differential  coil  in 
the  shunt  circuit.  These  coils  are  simple  solenoids  provided 
with  hollow  sof^iron  cores  a  and  i,  which  move  freely  within 
them,  being  maintained  in  an  axial  position  by  guide  pins  C  C, 
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The  extremities  of  a  horizontal  oscillating  bar,  L,  project  into 
slots  formed  in  these  cores  (see  figure  801),  and  this  bar  turns 
upon  a  horizontal  axis  at  P  (see  figure  800),  from  the  vicinity  of 
which  projects  an  arm,  c?,  extending  to  the  piston  of  the  dash  pot 
D.  Another  similar  arm  carries  an  adjustable  spring,  S,  which 
serves  the  same  purpose  as  the  corresponding  spring  in  the 
other  forms  of  lamp  which  have  already  been  described  The 
details  of  the  clutch  mechanism  will  be  more  clearlj  understood 
by  referring  also  to  figure  802,  which  is  an  enlarged  transverse 
vertical  section  of  the  same.  R  is  the  cylindrical  rod  which 
forms  the  carbon-carrier.  L  is  the  oscillating  lever  or  bar,  the 
ends  of  which  are  raised  and  lowered  by  the  cores  a  and  J,  as 
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shown  in  figure  800,  and  J  is  a  link  which  is  pivoted  to  the 
lever  L,  and  serves  to  operate  the  clutcL  The  latter  consists  of 
a  sleeve,  K,  which  is  capable  of  sliding  freely  upon  the  carbon- 
carrier  R,  but  has  a  projection  upon  one  side,  to  which  is  pivoted 
at  1,  a  cam,  I,  the  bearing  point  of  which  passes  through  a  slot 
in  the  sleeve  and  impinges  against  the  rod  R  The  end  ^f  ^^^ 
cam  I  is  pivoted  at  i^  to  the  link  J,  from  which  its  motioa  is  re- 
ceived, as  already  explained.  The  arm  H,  which  is  attacfced  to 
the  cam  I,  serves  to  prevent  the  same  from  descending  too  far» 
by  tripping  it,  or  causing  it  to  release  its  grasp  upon  comLng  id 
contact  with  the  adjustable  rest  or  stop  shown  atr  in  figure  802. 
The  operation  of  this  clutch  needs  but  little  explanation.  When 
the  link  J  is  raised,  the  carbon-carrier  R  is  grasped  between  ^^^ 
bearing  surface  of  the  cam  I  and  the  opposite  portion  oi  ^^ 
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sleeve  K,  and  the  carrier  is  lifted  with  the  cam.  When  the  link 
J  is  lowered,  the  cam  and  carbon-carrier  descend  together  until 
the  angular  position  of  the  cam  is  altered  by  the  arm  H  resting 
upon  the  stop  r,  which  trips  the  clutch  and  allows  the  carbon- 
carrier  to  descend  and  eSect  the  operation  of  feeding. 

Figure  803  shows  the  constr action  of  the  automatic  cut-out 
ordinarily  used  with  the  different  forms  of  Weston  lamps.  It  is 
a  modification  of  the  so-called  Varley  cut-out,  and  comprises  an 
electro-magnet  which  is  placed  in  the  same  circuit  with  the  arc. 


Fig.  302. 

the  armature  of  which  is  so  arranged  as  to  short-circuit  the  lamp, 
when  the  armature  is  released  by  the  magnet  This  has  been 
arranged  in  a  very  compact  and  convenient  form,  and  in  practice 
is  usually  attached  to  the  supporting  base-board  above  the  lamp, 
as  shown  in  figures  295  and  296,  but  it  may  be  placed  within  the 
casing  which  protects  the  feeding  mechanism.  The  diagram 
shows  clearly  the  electrical  connectiona  The  main  coil  of  the 
electro-magnet  is  surrounded  with  a  few  convolutions  of  insu- 
lated German  silver  wire  of  greater  thickness,  which  are  included 
in  the  shunt  circuit  The  current  in  this  supplementary  coil 
flows  in  the  same  direction  as  in  the  main  coil,  and  the  object  in 
employing  it  is  to  cause  the  electro-magnet  to  act  more  quickly 
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to  open  the  shunt  circuit,  when  the  lamp  is  lighted    The  re- 
sistance of  the  shunt  coil  is  insignificant  (about  the  same  as  ^^ 


Fig.  303. 


of  the  lamp  when  the  carbons  are  in  contact),  and,  when,  the 
shunt  is  closed,  and  the  lamp  circuit  open,  it  is  obvious  tb*^  "^® 
entire  current  must  pass  through  the  resistance,  but  as  it  h^  "^^ 
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few  convolutions  to  traverse,  and  these  at  a  distance  from  tlie 
core  of  the  magnet,  not  enough  magnetism  is  developed  to  lift 
the  armature.  Whenever  the  lamp  circuit  is  closed,  the  current 
at  first  di  ides  between  the  two  coils  on  the  magnet,  and  both 
conspire  to  cause  it  to  lift  the  armature  very  quickly.     As  soon 
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as  the  armature  is  lifted,  the  shunt  is  broken,  and  the  entire  our- 
reDt  passes  through  the  lamp.  This  form  of  cut-out  has  been 
found  very  eflScient  under  ordinary  circumstances,  but  where  a 
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very  large  number  of  lamps  are  used  in  the  same  circuit,  another 
form  of  cut-out,  shown  iu  fig.  304,  is  used,  which  serves  as  an 
additional  precaution  to  guard  against  excessive  elongation  of  the 
arc. 

P  and  N,  fig.  804,  are  insulated  conductors  leading  from  the 
binding-posts  of  the  lamp,  and  terminating  in  the  contact  sur- 
faces p  and  n  of  a  spring  switch,  located  a  short  distance  above 
the  arc,  as  shown  in  the  figure.  This  switch,  when  left  free,  is 
closed  by  the  action  of  a  spring,  but  is  normally  held  open  by  an 
interposed  plug,  a,  composed  of  a  fusible  alloy,  which  is  inserted 
between  the  jaws  of  the  switch,  as  shown  in  the  detached  plan 
view  in  the  lower  part  of  the  figure.  The  switch  thus  arranged 
is  supported  near  the  upper  carbon,  but  at  a  sufficient  distance 
above  the  arc  to  preclude  the  possibility  of  melting  the  fusible 
plug  while  the  arc  remains  of  normal  length.  As  is  well  known, 
any  material  increase  in  the  length  of  the  arc  develops  a  very 
great  increase  in  the  amount  of  heat,  evolved.  In  case  this 
occurs,  the  fusible  plug  is  at  once  melted,  permitting  the  switch 
to  close  and  cut  the  lamp  out  before  the  arc  can  become  exces- 
sively long.  This  device  is  very  positive  and  certain  in  its 
action,  and  has  been  found  to  be  extremely  reliabla  It  is  easily  * 
readjusted  by  simply  replacing  the  fusible  plug.  It  is,  however, 
rarely  brought  into  action  in  practice,  as  accidents  to  the  feeding 
mechanism  seldom  occur  in  well  constructed  lamps  and  r^o- 
lators. 

A  special  form  of  electric  arc  lamp,  which  is  laigely  employed 
on  steamboats  on  the  Western  rivers,  and  which  is  termed  a  focus- 
ing lamp,  is  shown  in  fig.  305.  This  lamp  is  fitted  with  a  powerful 
parabolic  reflector,  similar  to  that  used  with  the  headlight  of  a 
locomotive,  the  object  of  which  is  to  project  all  the  rays  of  light 
proceeding  from  the  lamp  in  a  direction  parallel  to  each  other, 
so  as  to  form  a  cylindrical  beam  of  light,  which  may  be  thrown 
upon  any  required  spot  even  at  a  considerable  distance.  In 
order  that  the  electric  arc  in  this  lamp  maybe  maintained  in  the 
focus  of  the  reflector,  it  is  necessary  that  both  the  positive  and 
negative  carbon  should  each  be  fed  forward  in  proportion  to  its 
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Fig.  305. 
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normal  rate  of  consumption,  the  positive  carbon  being  con- 
sumed, roughly  speaking,  about  twice  as  fast  as  the  nega- 
tive. This  double  feeding  is  effected  by  simple  mechanism, 
whereby  the  mechanical  movement  of  the  regulator  is  com- 
municated to  both  carbon-holders  in  the  proper  relative  propor- 
tion. 

The  Weston  lamp  in  all  its  varied  forms  of  construction 
embodies  certain  essential  characteristics  which  distinguish  it 
from  the  lamps  of  other  inventorsL  Perhaps  the  most  important 
of  these  is  the  unusual  shortness  of  the  electric  arc,  which  is 
somewhat  less  than  ^  of  an  inch,  when  the  lamp  is  running 
under  normal  or  average  conditions.  This  renders  it  possible 
to  employ  an  electric  current  of  lower  potential  and  of  greater 
volume  than  that  employed  in  other  systems  in  general  use.  The 
normal  current  of  the  Weston  system  is  about  20  amp&res,  while 
in  most  other  systems  it  is  much  less  than  this,  being,  for  ex- 
ample, about  11  amperes  in  the  Brush  system  and  10  in  the 
Thomson-Houston  system.  In  both  the  last  named  systems 
the  length  of  the  arc  is  nearly  ^  of  an  inch,  or  four  times  that 
of  the  Weston. 

Several  important  advantages  are  gained  by  the  employment 
of  an  electric  current  of  low  potential.  One  of  the  greatest  of 
these  is,  that  danger  to  life  and  property  is  avoided.  It  is  not 
known  that  any  person  has  ever  been  in  any  way  injured  by  the 
current  used  in  the  Weston  system,  although  instances  have  oc- 
curred in  which  workmen  have  accidentsJly  introduced  them- 
selves directiy  into  the  circuit  of  a  50-light  machine  without  se- 
rious results,  under  conditions  which  in  the  case  of  most  other 
systems  would  have  been  instantly  fatal  Another  advantage  is 
that  a  greater  amount  of  light  is  produced  per  horse-power  of 
dynamic  energy  by  the  Weston  system  than  by  any  other  sys- 
tem of  operating  lamps  in  series,  according  to  the  official  tests 
made  at  the  Paris  Exposition.  The  report  of  the  jurors  gives 
the  following  results,  showing  the  amount  of  light  in  carcels  per 
horse- power,  by  several  different  systems  in  which  five  or  more 
lamps  were  operated  in  the  same  circuit : 
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Weston  system,  10  lights,  65.8  carcels  per  horse  power. 
Gramme       "         5       "      63.8  "  *" 

Brush  "       40      **      62.1  "  " 

Siemens       "         6      "      51.5  "  " 

Brush  "       16       "      45.4  "  •* 

"  u        38        a       44.4  a  «« 

A  further  important  advantage  is  in  the  color  of  the  light, 
the  difference  in  this  respect  between  the  light  from  a  long  arc 
and  that  from  a  short  one  being  of  a  marked  character.  The 
excessive  proportion  of  blue  and  violet  rays  in  the  long  arclight 
impart  to  it  a  peculiar  color  which  is  often  exceedingly  disagree- 
able to  the  eya  The  illuminating  effects  of  the  short  arc  are 
due  almost  entirely  to  the  incandescence  of  the  carbon  electrodes, 
and  the  color  closely  resembles  that  of  sunlight,  being  softer  and 
more  agreeable  to  the  eye,  an  especially  important  consideration 
when  the  light  is  to  be  used  for  interior  illumination.  The  fre- 
quent occurrence  of  small  particles  of  foreign  substances  in  the 
carbon,  which  produces  an  almost  constant  tremor  in  a  long  arc, 
does  not  perceptibly  affect  the  uniformity  of  light  from  a  short 
arcL  The  only  disadvantage  of  the  short  arc  system  is,  that 
somewhat  larger  line  conductors  or  mains  are  required  to  convey 
economically  the  greater  volume  of  current  which  it  is  necessary 
to  employ,  but  this  disadvantage  is  scarcely  worth  consideration 
in  view  of  the  important  results  above  mentioned,  and  which 
could  not  otherwise  be  obtained. 

The  great  suspension  bridge  between  New  York  and  Brook- 
lyn affords  a  very  interesting  example  of  the  application  of  the 
Weston  system  of  lighting,  this  system  having  been  selected  by 
a  committee  of  the  Board  of  Trustees,  after  an  unusually 
thorough  investigation  of  the  whole  subject,  the  principal  con- 
siderations which  influenced  the  final  selection  being  those  of 
economy  and  safety.  The  accompanying  illustrations  will  serve 
to  give  some  idea  of  the  general  effect  produced  by  the  lights, 
together  with  some  of  the  more  interesting  details  of  the  con- 
struction and  arrangement  of  the  plant    The  illumination  of 
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tbe  entire  structure,  including  the  bridge  and  its  approaches,  re- 
quires 70  hamps  of  the  duplex  pattern,  arranged  in  two  circuits 
of  S5  lamps  each.  Of  these,  14  are  situated  on  thermain  span 
between  the  towers,  60  on  the  approaches  at  either  end,  and  the 
remainder  are  distributed  in  the  stations  at  each  end,  and  in  the 
engine  house.  The  two  electric  circuits  are  in  every  respect  in- 
dependent of  each  other,  and  are  so  arranged  that  each  alternate 
lamp  is  in  a  different  circuit,  so  that  any  accident  or  fault  occur- 
ring in  one  circuit,  will  leave  no  portion  of  the  structure  in  dark- 
ness. This  arrangement  is  shown  in  the  diagram,  figure  306,  in 
which  the  small  crosses  represent  the  lamps  arranged  alternately 
on  the  different  circuits.  The  total  length  of  the  bridge,  together 
with  its  approaches,  is  more  than  a  mile,  so  that  the  two  lighting 
circuits  contain  a  total  of  more  than  four  miles  of  main  conduc- 
tor. Each  circuit  is  worked  by  two  twenty-light  Weston  dyna- 
mos,  coupled  together  in  series,  and  driven  by  an  indepen- 
dent horizontal  steam  engina  The  dynamos  and  engines  are 
located  in  the  main  engine  house  at  the  Brooklyn  end  of  the 
bridge,  as  shown  in  the  plan,  figure  306.  Figure  307  is  an  in- 
terior view  of  this  engine  room,  showing  the  four  dynamos  and 
the  horizontal  steam  engines  by  which  they  are  driven,  and 
also  a  portion  of  the  large  engine  which  propels  the  endless 
cable  for  drawing  the  railway  cars  across  the  bridge  An  addi- 
tional safeguard  against  the  extinction  of  the  lights  has  been 
provided  in  this  case  by  the  establishment  of  special  conductors 
connecting  the  New  York  terminus  of  the  bridge  with  one  of 
the  regular  electric  lighting  stations  of  the  United  States  Illu- 
minating Company  in  that  city.  Switch  meclianism  has  been 
provided  at  both  ends  of  the  bridge,  as  shown  at  A  A  (figure 
806),  so  that  in  case  of  accident  to  the  engines  or  dynamos,  by 
closing  the  switches  at  the  Brooklyn  end,  and  opening  those  at 
the  New  York  end,  the  bridge  circuits  are  interposed  as  loops 
into  the  lines  leading  from  the  illuminating  station. 

The  form  of  lamp  post  and  reflector  which  is  used  on  the 
bridge  is  shown  in  figure  290. 

Figure  308  shows  the  main  conductor  in  its  actual  dimen- 
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Fig,  309. 
sions.     It  consists  of  a  heavy  copper  wire  provided  with  an  in- 
sulating coating,  and   having  a  fire  and  waterproof  protection 
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applied  to  its  exterior.  Figure  309  shows  the  base  of  one  of 
the  hollow  iron  lamp  posts  and  the  manner  in  which  it  is  mounted 
upon  one  of  the  girders  of  the  bridge,  and  also  illustrates  the 
manner  in  which  the  wires  are  conducted  along  the  iron  girder, 
by  being  led  through  wooden  blocks  or  cleats  which  are  fastened 
between  the  flanges  of  the  girders,  the  wires  being  led  into  the 
hollow  bases  of  the  lamp  posts,  as  shown  in  the  figure,  safety 
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against  accident  being  insured  by  an  external  wrapping.  Figure 
810  gives  a  very  good  idea  of  the  general  effect  of  the  illumina- 
tion at  night 

In  the  practical  application  of  the  Weston  system  under  the 
variety  of  circumstances  which  are  necessarily  met  with,  it  has 
been  found  necessary  to  invent  and  apply  a  number  of  supple- 
mentary or  accessory  devices,  such   as  automatic   regulators, 
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circuit-indicators  for  calling  attention  to  accidental  derangements 
of  the  apparatus,  switch  or  cut-out  boxes  for  switching  out  lamps 
or  groups  of  lamps,  and  other  similar  requirementa  One  of  the 
most  interesting  of  these  accessories  is  the  automatic  regulator 


for  the  arc  system,  which  is  illustrated  in  figure  811.  Upon  the 
upright  portion  of  the  frame  or  base-board  is  a  sectional  com- 
mutator or  sunflower,  over  which  sweeps  a  metallic  arm  carrying 
a  set  of  contact-springs.     This  commutator  is  included  in  the 
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circuit  of  the  field  magnet  of  the  dynamo-machine,  and  the 
movement  of  the  ami  in  one  direction  or  the  other  gradually 
increases  or  decreases  the  resistance  in  the  exciting  circuit  as  it 
passes  over  the  commutator.  The  apparatus  is  driven  from  any 
convenient  motor  by  a  small  belt,  which  passes  around  the  large 
pulley  shown  at  the  left  of  the  machine.  A  short  crank  or  ec- 
centric on  the  front  end  of  this  pulley  communicates  a  constant 
to-and-fro  movement  to  an  upright  arm  which  is  pivoted  to  the 
left  end  of  the  metallic  base  of  the  instrument  A  longitudinally 
vibrating  horizontal  bar  pivoted  to  the  upper  end  of  this  arm 
carries  two  pawls  or  dogs,  which  engage  respectively,  though  not 
both  at  the  same  time,  with  the  teeth  of  a  double  reverse  ratchet- 
wheel  affixed  to  the  commutator  arm.  A  horizontal  electro- 
magnet is  placed  upon  the  base  of  the  machine,  which  acts  upon 
a  vertically  swinging  armature,  whose  angular  position  is  deter- 
mined by  the  attractive  force  of  the  electro-magnet  exerted  in 
opposition  to  a  spring.  The  mode  of  operation  of  this  apparatus 
is  so  apparent  as  to  require  but  little  explanation.  If  the  current 
in  the  arc  circuit  becomes  too  strong,  the  armature  of  the  magnet 
is  drawn  down,  one  of  the  oscillating  pawls  is  brought  into  en- 
gagement with  the  teeth  of  its  corresponding  ratchet-wheel,  and 
the  commutator  arm  is  moved  over  a  sufficient  number  of  divi- 
sions of  the  commutator  so  as  to  increase  the  resistance  in  the 
circuit  of  the  field  magnet  until  the  current  generated  by  the 
dynamo  is  reduced  to  its  normal  amount  So  long  as  the  current 
remains  constant  neither  of  the  two  pawls  are  engaged  with  their 
corresponding  ratchet  wheels ;  but  whenever  it  increases  or 
diminishes  the  proper  amount  of  resistance  is  automatically  in- 
serted into  or  withdrawn  from  the  field  circuit 

In  figures  812  and  SIS  is  shown  an  indicator  designed  for 
use  in  central  stations,  and  other  places  where  the  lamps  are  at 
a  considerable  distance  from  the  machina  The  coils  of  the 
electro-magnet  shown  in  figure  SIS  are  included  in  the  circuit 
with  the  lamps,  and  the  tension  of  the  retractile  spring  of  the 
Z  shaped  armature  is  so  adjusted  as  to  bring  the  index  hand 
which  is  attached  to  its  axis,  to  zero  point  on  the  scale,  when 
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the  current  is  at  its  normal  strength.  Should  the  current  exceed 
or  fall  below  this  strength,  however,  either  the  magnet  or  the 
spring  preponderates,  as  the  case  may  be,  and  the  index  is  moved 
in  one  direction  or  the  other,  thus  indicating  the  direction  and 
extent  of  the  change ;  and  in  case  of  any  considerable  variation, 
one  of  the  contact-springs  on  the  lever  completes  a  battery  circuit. 


lig.  312. 

by  making  contact  with  a  stop  screw  in  the  upper  part  of  the  box, 
and  sets  an  electric  bell  ringing  to  call  the  attention  of  the  at- 
tendant By  means  of  this  indicator,  the  attendant  at  the  central 
station  can  see,  upon  starting  the  machine,  that  the  normal  cur- 
rent is  going  out  to  the  lamps,  and  is  instantly  notified  when  any 
accident  occurs  to  the  circuit,  or  when  lamps  are  put  into  circuit 
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or  cut-out,  SO  that  he  can  immediately  adjust  the  resistance  in  the 
field  magnet  of  the  dynamo  machine  to  compensate  for  the 
change. 

Figure  814  shows  an  automatic  regulator  and  current  indi- 
cator mounted  in  an  ornamental  case,  which  may  be  placed  in 
any  convenient  position  on  the  walls  of  the  building  or  office. 


J^.  313. 

The  details  of  the  indicator  are  shown  in  figure  315,  and  are 
essentially  the  same  as  those  already  described. 

Figure  816  shows  the  external  appearance  of  a  box  which 
contains  devices  for  the  purpose  of  cutting  lamps  or  groups  of 
lamps  into  or  out  of  circuit  Upon  opening  the  box  an  inner 
compartment  is  exposed,  as  shown  in  figure  317,  in  the  centre 
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of  which,  at  the  bottom,  is  a  projecting  knob,  and  at  the  right  a 
projeptin^  lever.  Above  is  a  small  window  through  which  ap- 
l)ears  either  the  word  on  or  the  word  off,  according  to  the  posi- 
tion of  the  electrical  connectiona  within  the  box.  The  internal 
construction  of  the  box  is  shown  in  figures  818  and  819,  which 
are  vertical  transverse  sections  at  right  angles  to  each  other. 
Upon  a  shaft,  A,  are  mounted  insulated  metallic  cylinders,  ft  and 
c,  which  are  placed  in  connection  with  the  electric  mains  w  Wy 
by  means  of  flexible  conductors,  one  of  which  is  shown  at  B  in 
figure  819.  Upon  these  metallic  cylinders  are  fixed  resilient 
metallic  contact  arms,  B  and  C,  which,  when  the  cylinder  turns 
upon  its  axis  A,  are  caused  to  move  over  the  surface  of  pairs  of 


Ftg.  318. 
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metallic  contact  plates,  H  and  K,  which  are  mounted  on  opposite 
sides  of  a  central  insulated  partition,  K  The  wires  1 1  lead  to 
the  lamp  or  group  of  lamps,  which  is  designed  to  be  controlled 
by  the  cut-out,  and  these  are  electrically  connected  with  the 
contact  plates  H  H,  as  plainly  seen  in  figure  818.  Similar  plates, 
K  K,  are  connected  directly  together.  A  strong  spring,  5,  is  at- 
tached to  an  arm  or  lever,  L,  -projecting  from  metallic  cylinder 
c,  and  tends  to  throw  the  spring  contact-arms  B  and  C  into  con- 
tact with  the  plates  K  K,  but  is  normally  restrained  by  a  pro- 
jecting detent,  a  (figure  319),  which  engages  with  a  notch  upon 
the  lever  E,  the  whole  being  held  in  position  by  a  spring,  c.  The 
lever  E  projects  through  the  front  of  the  case  and  is  provided 
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with  a  knob  as  shown.  An  arm,  ^,  projecting  from  the  axis  A, 
moves  a  slide  G,  upon  which  are  fixed  the  words  on  or  o/,  one 
or  the  other  of  which  is  shown  through  the  window  in  the  front 
partition,  according  to  the  position  of  the  spring  contact-arms  B 
and  C.  In  the  position  shown  in  figures  318  and  319,  the  cur- 
rent passes  through  the  spring  contact-arms  B  and  C  and  through 
the  wires  1 1 ;  but  if  the  knob  attached  to  the  lever  E  be  depressed, 
disengaging  the  detent  a  therefrom,  the  spring  a  instantly  throws 
the  contact-arms  over  to  the  contacts  K  K,  thus  completely  de- 
taching the  wires  1 1  from  the  line  and  instantly  restoring  its 
continuity  through  the  contacts  K  K.  The  lamps  are  placed  in 
circuit  by  simply  depressing  the  lever  L  at  the  right  of  the  box, 
which  restores  the  apparatus  to  its  normal  position,  as  shown  in 
the  figures. 

THE  DS   KERITENS  CANDLE. 

M.  de  Meritens'  candle  differs  from  the  ordinary  Jablochkof 
candle  only  in  having  a  thinner  carbon  pencil  placed  between  the 
other  two,  from  which  it  is  insulated  in  much  the  same  way. 
The  two  outer  carbons  are  coimected  to  the  machine,  and  the  arc 
passes  between  them,  the  intermediate  carbon  acting  merely  as 
a  bridge  or  stepping  stone  to  enable  the  current  to  pass  across 
under  variations  of  strength.  M.  de  Meritens  claims  for  this 
form  of  construction  the  merit  of  greater  steadiness  of  the  light 

THE  HEDGES  ARC  LAMP. 

This  lamp  consists  of  two  troughs,  so  inclined  as  to  form  the 
letter  V,  within  which  two  carbons  slide,  and  when  no  cunent 
is  passing,  meet  at  the  bottom.  One  carbon  holder  is  fixed  and 
the  other  pivoted  to  the  frame ;  the  motion  of  the  latter  being 
controlled  by  an  electro-magnet,  by  which,  when  the  current 
traverses  the  lamp,  the  carbons  are  separated,  thus  forming  the 
arc.  The  positive  carbon  is  held  from  sliding  by  the  pressure 
of  a  smaller  carbon,  so  fixed  as  to  be  slowly  consumed  as  the 
other  is  burned  away.  The  negative  carbon  holder  has  an  ad- 
justable platinum  stop,  which,  by  pressing  against  the  side  of  the 
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conical  end  of  the  carbon,  prevents  its  sliding  down  faster  than 
it  is  consamed. 

THE  Mccarty  arc  lamp. 

Figs.  820  and  821  give  a  general  view  of  the  McCarty  lamp, 
manufactured  by  the  White  House  Mills,  of  Hoosickr^rT. '  The  *■ 


Fig,  320. 


Fig,  32L 


carbon  rods  and  carbons  are  inclosed  in  a  globe  and  hood,  and 
the  parts  through  which  the  current  passes  are  insulated.  The 
mechanism  for  controlling  the  arc  is  placed  at  the  bottom  of  the 
lamp,  which  facilitates  the  construction  of  side  wall  fixtures. 
The  carbon  rod  is  held  by  a  magnet  placed  in  the  main  circuit, 
while  the  feed  is  controlled  by  a  second  magnet  Each  lamp 
contains  an  automatic  cut-out. 


CHAPTER    VII. 

DTNAKO-ELECTBIC  GENERATORS. 

Dynamo-electric  generators  are  machines  for  converting  energy, 
in  the  form  of  dynamical  power,  into  energy  in  the  form  of 
electric  currents,  by  rotating  metallic  conductors — usually  cop- 
per wire  or  rods — in  a  magnetic  field.  The  term  dynamo-electric 
machine  appears  to  have  been  first  employed  by  Dr.  Werner 
Siemens,  of  Berlin,  in  1867,  to  designate  a  self -exciting  machine, 
which  converted  dynamical  power  into  electrical  power  without 
the  aid  of  permanent  magnets.  Previous  to  this,  all  machines 
for  generating  electric  currents  by  dynamical  power  were  called 
magneto-electric  machines,  and  this  term  has  been  generallj  re- 
tained since  to  designate  those  whose  fields  are  excited  by 
permanent  magnets.  But  since  the  recent  great  development  of 
electric  lighting  began,  it  has  sometimes  been  found  convenient 
to  use  generating  machines  in  which  the  self-exciting  principle 
is  not  employed.  Some  systems  of  electric  lighting  require 
alternating  currents,  produced  by  machines  which  are  incapable 
of  exciting  their  own  magnets ;  and  other  systems  employ  con- 
tinuous currents,  which  experience  has  shown  are  better 
r^ulated  when  the  magnets  of  the  dynamo-electric  generators 
are  separately  excited  from  an  external  source.  It  is  thus 
apparent  that  the  limitations  of  the  term  dynamo-electric 
machine  to  one  particular  class  of  machines  has  no  logical  founda- 
tion. A  dynamo-electric  machine  is  one,  in  fact,  whether  its 
magnets  are  excited  by  its  own  currents  or  by  a  current  frwn  an 
independent  source.  The  source  of  the  magnetizing  power  is 
immaterial,  provided  a  magnetic  field  of  sufficient  strength  be 
produced  wherein  the  generating  coils  can  be  rotated ;  and  as  it 
does  not  matter  where  the  magnetizing  power  comes  from,  it  is 
evident  that  we  ought  to  include  among  possible  sources  tbe 
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power  derived  from  permanent  magnets.  The  arbitrary  distinc- 
tion, therefore,  between  so-called  magneto-electric  and  dynamo- 
electric  generators  fails  when  critically  examined.  In  all  of 
these  machines  a  magnet,  whether  permanently  excited,  in- 
•lependently  excited  or  self-excited,  is  employed  to  provide  a 
tield  of  magnetic  force,  and  in  all  of  them  dynamical  power  is 
employed  to  do  the  work  of  rotating  the  coils,  of  the  armature, 
in  order  to  generate  the  electric  currents ;  and  hence  the  term 
dynamo-electric  machine  is  equally  applicable  to  all.  Before 
describing  the  various  forms  of  dynamo-electric  machines  in 
use,  let  us  examine  the  principles  upon  which  they  are  founded 
and  the  successive  steps  which  led  to  their  development 

ELECTEO-DYNAMIC   INDUCTION. 

It  was  known  at  a  very  early  period  that  a  magnet  is  capable 
of  magnetizing  a  piece  of  iron  which  is  brought  near  it,  though 
not  in  contact  with  it ;  and  also  that  the  electricity  developed  by 
an  electrical  machine  electrifies,  by  action  from  a  distance,  every 
body  in  the  neighborhood  of  the  conductor.     To  these  phenom- 
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ena  Faraday  added,  in  1880,  the  important  discovery  that  a  gal- 
vanic current  is  able  to  induce  other  galvanic  currents  in  neigh- 
boring wires  without  actual  contact  The  process  by  which 
these  additional  currents  are  produced  is  called  electro-dynamic 
induction.  The  currents  generated  are  called  secondary  cur- 
rents, and  the  generating  current  is  called  the  primary  current 
The  principal  law  of  electro  dynamic  induction  is  the  follow- 
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ing :  If  a  coaductiug  circuit  is  in  proximity  to  a  wire  conuected 
with  an  electric  generator,  then,  at  the  moment  when  a  current 
arises  or  ceases  in  such  wire,  a  secondary  current  of  momentary 
Juration  originates  in  the  neighboring  circuit  To  illustrate  this 
phenomenon,  let  us  suppose  B,  fig.  822,  to  be  an  electric  gener- 
fctor,  and  A  C  the  wire  which  connects  the  poles  of  this  genera- 
tor, in  the  vicinity  of,  and  parallel  to  which,  is  the  wire  D  E, 
whose  extreme  ends  are  connected  to  a  galvanometer,  G,  capable 
of  indicating  the  presence  of  an  electric  current  As  the  wire 
D  E  is  not  connected  with  the  generator,  no  current  circulates 
through  it,  and  the  magnetic  needle  of  the  galvanometer  G  re- 
mains at  rest  Now,  as  soon  as  the  circuit  of  the  generator  B  is 
closed,  and  a  current  traverses  the  wire  A  C,  a  current  also 
originates  in  the  second  wire,  D  E,  whose  presenee  is  immedi- 
ately indicated  by  the  galvanometer  G,  and  whose  direction  is 
opposite  to  that  of  the  primary  current  If  we  suppose  the  cur- 
rent in  the  primary  wire  to  flow  from  A  toward  C,  then  the  sec- 
ondary current  in  the  neighboring  wire  will  flow  from  E 
toward  D. 

The  secondary  current  is  almost  instantaneous,  continuing  but 
a  moment  and  then  disappearing,  although  the  primary  cnrrent 
continues  to  flow  in  the  wire  A  C.  The  moment  the  primary 
circuit  is  closed,  the  needle  of  the  galvanometer  G  is  suddenly 
deflected,  indicating  by  its  movement  the  formation  of  the  sec- 
ondary current,  when  it  returns  immediately  to  a  state  of  rest, 
and  remains  thus  during  the  continuance  of  the  current  in  the 
wire  AC. 

As  soon,  however,  as  the  circuit  of  the  generator  B  is  opened, 
a  secondary  current  appears  in  the  wire  D  E  simultaneously 
with  the  disappearance  of  the  primary  current  This  is  also 
of  momentary  duratioti,  and  traverses  the  wire  in  the  same  di- 
rection as  the  disappearing  primary  current  As  we  have 
seen,  if  the  primary  current  circulates  in  the  direction  from  A  to 
C,  then  the  secondary  current  which  originates  in  wire  D  E,  when 
the  primary  circuit  is  opened,  will  be  in  the  same  direction  as 
the  primary  current,  or  from  D  to  E,  while  the  secondary  cur- 
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rent)  which  arises  when  the  primary  circuit  is  closed,  is  in  the 
opposite  direction,  or  irom  E  to  D. 

The  passive  condition  of  the  wire  while  thus  under  induction, 
has  been  described  by  Faraday  as  electro-tonia  An  electric 
throb  marks  the  setting  in  of  this  state,  and  another  its  vanish- 
ing, the  former  in  an  opposite  direction  to  that  of  the  inducing 
current,  and  the  latter  in  the  same  direction  If  the  primary 
wire  A  C  be  movable,  so  that  it  can  be  suddenly  brought  near 
to  and  withdrawn  from  the  secondary  D  E  while  the  primary 
current  passes  steadily,  currents  are  induced  as  in  the  former 
case,  the  approach  of  the  wire  being  marked  by  an  inverse  cur- 
rent and  its  withdrawal  by  a  direct  one.  As  long,  however,  as 
the  primary  wire  remains  in  any  one  position,  all  evidence  of 
electricity  in  the  secondary  wire  disappears ;  but  if  in  this  posi- 
tion the  strength  of  the  primary  current  should  be  increased  or 
diminished,  momentary  currents  in  the  secondary  wire  would 
again  mark  the  changes  in  the  primary,  the  increase  causing  an 
inverse  and  the  decrease  a  direct  current  Hence,  we  conclude 
that  a  current  which  begins,  a  current  which  approaches,  or  a 


Fig.  323. 

current  which  increases  in  strength,  induces  an  inverse  moment- 
ary current  in  a  neighboring  conducting  circuit ;  and  that  a  cur- 
rent which  stops,  a  current  which  retires,  or  a  current  which  de- 
creases in  strength,  induces  a  direct  momentary  current  in  a 
neighboring  circuit  'J'he  strength  of  the  secondary  current  is 
proportional  to  the  strength  of  the  primary  current,  to  the  prox- 
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imity  of  the  secondary  to  the  primary  wire,  and  to  the  length  of 
wire  subjected  to  the  inductive  action. 

The  latter  consideration  serves  as  a  guide  in  constructing 
apparatus  by  means  of  which  powerful  induction  currents  are  to 
be  produced.  These  consist,  as  shown  in  fig.  823  of  two  dis- 
tinct wires  brought  close  together,  whicb  are  very  carefully  over- 
spun  with  silk  to  insulate  them  from  each  other,  and  then  wound 
for  a  great  length  in  the  same  direction  close  together  on  a 
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wooden  bobbin.  The  primary  wire  R  r,  through  which  the  cur- 
rent from  the  generator  is  conducted,  is  much  thicker  than  the 
secondary  wire,  G  ^,  forming  the  induction  ooiL  In  some  in- 
stances, each  of  the  two  wires  is  wound  upon  a  wooden  bobbin, 
cylindrically  grooved,  and  so  arranged  that  the  coil  of  the  pri- 
mary wire  may  be  placed  inside  of  the  hollow  coil  consisting  of 
thin  wira  In  all  cases,  the  ends  of  the  thick  wire  are  connected 
witb  the  generator,  while  the  ends  of  the  thin  wire  are  either 
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connected  to  each  other,  or  to  the  parts  through  which  the  sec- 
ondary current  is  to  be  conducted. 

Fig.  824  shows  the  construction  of  these  parts.     A  is  the  sec- 
ondary coil,  consisting  of  a  long,  fine  wire ;    B  is  the  primary 
coil   of  thick  wire,  E  the  generator,  and  M  the  galvanometer. 
The  extreme  ends  o  i  of  the  coil  A  are  connected  with  the  gal- 
vanometer, and  the  ends c  dot  the  thick  wire,  by  means  of  a 
mercury  cup  j,  with  the  poles  p  n  of  the  generator.     When  in  a 
state  of  rest  the  needle  of  the  galvanometer  indicates  that  there 
is  no  current  circulating  in  the  coil  A.     When,  however,  the 
circuit  is  closed  at  q,  then  the  movement  of  the  needle  at  M  in- 
dicates that  the  coil  is  being  traversed  by  a  current  which  is  in 
an  opposite  direction  to  the  current  of  the  coil  B.     When  the 
primary  circuit  is  opened  the  needle  again  moves  to  nearly  an 
equal  distance  in  the  opposite  direction     As  long  as  a  current 
traverses  the  wire  B  the  needle  of  the  galvanometer  remains  at 
rest,  although  any  sudden  increase  in  it  will  induce  a  current  of 
opposite  direction  in  the  secondary  wire  A ;    on  the  contrary, 
any  sudden  decrease  of  the  current  strength  in  the  primary  wire 
causes  an  induced  current  in  the  secondary  wire  in  the  same  direc- 
tion.   If  the  primary  wire  be  brought  nearer  to  or  removed  further 
from  the  secondary  wire,  the  same  effect  is  produced.     That  is 
to  say,  if  the  thick  wire  of  the  coil  B,  while  traversed  by  a  cur- 
rent, is  brought  suddenly  nearer  to  the  thin  wire  of  the  coil  A, 
or,  what  amounts  to  the  same  thing,  if  the  coil  B,  while  traversed 
by  a  current,  is  suddenly  inserted  into  the  coil  A,  a  secondary 
current  originates  in  the  coil  B,  which  is  opposite  to  the  primary 
current     By  the  rapid  withdrawing  of  one  coil  from  the  other, 
another  secondary  current  is  generated,  which  is  in  the  same  di- 
rection as  the  primaiy  current 
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To  generate  a  secondary  current,  it  is  not  necessary  that  two 
distinct  wires  should  be  employed,  as  inductive  action  also  takes 
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place  between  separate  convolutions  of  the  same  wire,  when 
wound  in  the  form  of  a  heliacal  coil.  At  the  instant  that  an 
electric  current  is  sent  through  such  a  coil,  an  induced  current 
is  set  up  in  it,  which  opposes  and  therefore  weakens  the  origin- 
ating current  So  also  upon  breaking  the  originating  current^ 
an  induced  current  is  again  set  up  in  the  coil,  this  time  in  the 
same  direction  as  the  originating  current,  and  adding  to  its 
strength.  The  longer  the  wire  of  the  coil  and  the  greater  the 
number  of  its  convolutions,  the  more  powerful  will  be  the  in- 
duced current,  which,  when  generated  in  the  same  wire  in  which 
the  primary  current  flows,  is  termed  the  extra  or  counter  cur- 
rent It  is  on  account  of  this  extra  current  that  the  shock  which 
the  human  body  experiences  when  the  primary  circuit  is  closed 
is  far  less  intense  than  at  its  breaking.  One  of  the  principal 
reasons  of  the  lack  of  success  which  has  hitherto  attended  all 
attempts  to  construct  motors  by  the  use  of  large  electromag- 
nets,  is  this  action  of  the  extra  current  upon  the  primary  cur- 
rent, which  interferes  with  the  rapid  charging  and  discharging  of 
the  magnets. 

In  consequence  of  the  appearance  of  the  extra  current  in  op- 
position to  the  primary  current,  at  the  moment  of  closing  the 
current,  the  primary  current  does  not  attain  its  full  strength, 
either  in  a  heliacal  coil  or  in  a  very  long  straight  wire,  at  the 
first  instant  of  closing,  nor  does  the  current  disappear  instanta- 
neously when  the  circuit  is  broken.  A  gradual  increase  of  the 
current  takes  place  upon  the  closing  of  the  circuit,  and  it  is  not 
until  after  the  lapse  of  about  a  fifth  of  a  second  that  it  attains  its 
maximum  strength.  When  the  coils  surrounding  the  iron  core 
of  an  electro-magnet  are  included  in  the  circuit,  this  time  is 
lengthened  to  about  three-fourths  of  a  second  before  the  current, 
and  consequently  the  magnetism  of  the  iron  cores  can  attain  its 
maximum  strength.  This  is  one  of  the  reasons  why  it  is  not 
possible  to  telegraph  with  the  same  rapidity  on  long  lines  as  on 
shorter  ones,  and  also  explains  the  fact  that  in  all  electro-mag- 
netic motors  it  is  impossible  to  increase  the  speed  beyond  a  cer- 
tain limit.    Like  the  ordinary  induced  currents,  the  extra  cur- 
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rents  possess  all  the  qualities  of  those  derived  from  galvanic 
or  electro-dynamic  generators. 

If  AGNETO-ELECTRIC   INDUCTION. 

We  have  seen  that  when  a  primary  wire  traversed  by  a  cur- 
rent is  suddenly  brought  near  to,  or  removed  from  a  secondary 
wire,  a  momentary  current  is  induced  in  the  latter.  Precisely 
the  same  result  follows  if,  instead  of  the  primary  wire,  we  employ 
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a  magnet  For  instance,  if  we  suddenly  place  within  the  fine 
wire  coil  A  (fig.  825),  a  magnetic  bar,  N  S,  a  momentary  current 
will  be  induced  in  the  wire  of  the  coil,  provided  ^ts  ends  ai6 
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conductiyely  connected.  As  long  as  the  magnet  remains  at  rest 
no  induced  current  is  manifested,  but  if  it  be  suddenly  removed, 
another  induced  current  arises  in  the  coil,  the  direction  of  which 
is  opposite  to  that  of  the  former  one.  The  direction  of  both  of 
these  currents,  which  are  in  all  cases  opposed  to  each  other,  de- 
pends upon  the  polarity  .of  the  end  of  the  magnet  which  is 
turned  toward  the  coil.  By  causing  a  magnet  and  a  coil  of 
wire  to  be  alternately  brought  near  to  and  withdrawn  from  each 
other  in  rapid  succession,  momentary  induced  currents,  flowing 
alternately  in  opposite  directions,  are  produced  in  the  wire,  and 
by  this  means  very  powerful  electric  currents  are  obtained  by 
the  mere  movement  of  a  powerful  magnet  in  proximity  to  a  wire 
coiL 


^,  326. 

The  direction  of  the  cun^ent  induced  in  a  closed  wire  coil  and 
acted  upon  by  a  magnet,  depends  upon  the  direction  of  the  mo- 
tion, the  direction  of  the  turns  of  wire,  and  to  the  polarity  of  the 
end  of  the  magnetic  bar  which  is  nearest  when  the  wire  coil  is 
set  in  motion.  To  determine  beforehand  the  direction  of  the 
induced  current,  which  will  be  produced  by  the  motion  of  a 
magnet,  we  must  consider  the  magnet  as  a  sjrstem  of  galvanic 
currents  which  surround  the  iron  core  perpendicularly  to  its 
length,  and  then  look  at  the  south  pole  and  imagine  the  mag- 
netic bar,  as  in  fig.  326,  surrounded  by  currents  which  pass 
around  the  pole  in  the  direction  of  the  hands  of  a  clock.  If  in 
this  way  we  suppose  the  magnet  to  be  a  system  of  electric  cur- 
rents, the  same  rule  applies  with  r^ard  to  the  direction  of  the 
induced  currents  produced  by  the  movements  of  the  magnet,  as 
were  given  on  page  520  for  the  direction  of  the  secondary  cur- 
rents, produced  by  the  primary  currents. 

The  induced  current  which  is  generated  in  the  coil  A,  when 
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the  south  pole  S  (fig.  825)  is  inserted  into  it,  has  a  direction  op- 
posite to  that  of  the  hands  of  a  clock,  without  reference  to  the 
direction  of  the  turns  of  the  coil  Therefore,  upon  thfe  front 
side  of  the  coil  A,  which  is  turned  toward  the  spectator,  the  in- 
duced current  passes  from  right  to  left  When  the  south  pole 
is  withdrawn  from  the  coil  the  induced  current  is  in  the  opposite 
direction,  or  from  left  to  right. 


Itg.  321 

Instead  of  making  use  of  a  magnet  and  a  wire  coil,  as  above 
described,  we  may  enclose  a  piece  of  iron,  in  the  form  of  a  horse- 
shoe, c  (fig.  827),  within  a  helix  of  wire,  and  induce  magnetism 
in  it  by  bringing  it  rapidly  into  proximity  with  a  steel  mag- 
net, a  b.  Thus,  when  we  bring  the  soft  iron  c  near  a  steel  mag- 
net, the  iron  itself  becomes  magnetic ;  and  hence  the  movement 
of  the  iron  core  m  and  n  toward  the  poles  a  and  b  gives  rise 
to  the  same  action  as  that  which  occurs  when  a  magnet  moves 
toward  a  wire  coil.  By  the  removal  of  the  soft  iron  c  from  the 
magnet  a  J,  it  again  loses  its  magnetism,  and  thus  the  withdrawal 
of  the  iron  cores  m  n  from  the  poles  a  b  gives  rise  to  precisely  the 
same  phenomena  which  occur  when  a  magnet  is  removed  from  a 
wire  ooil. 

If,  therefore,  we  give  the  iron  core  c  with  its  helices  a  rotary 
motion,  so  as  to  cause  the  extreme  ends  m  and  n  to  pass  close  to 
the  poles  a  and  b  of  the  permanent  steel  magnet,  then,  when  the 
end  n  moves  away  from  the  pole  ft,  and  m  from  a,  the  removal  of 
coil  n  from  the  south  pole  b  causes  an  induced  current  in  the 
same  direction  as  the  current  which  arises  upon  the  removal  of 
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coil  m  from  the  nOrth  pole  a.  In  order  to  clearly  understand 
this,  we  must  bear  in  mind  that  the  direction  of  the  tarns  of  the 
wire  coil,  represented  in  fig.  827,  exactly  correspond  to  those  of 
the  wire  in  the  helix  of  an  electro-magnet 
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Fig,  328. 

Fig.  828  represents  an  electro-magnet  in  which  the  turns  are 
somewhat  separated  from  each  other.  When  the  non-magnetic 
horseshoe  A  is  brought  near  to  the  permanent  steel  magnet  B, 
there  arises  in  the  former  a  magnetic  action.  A  north  pole,  N,  is 
suddenly  formed  opposite  to  the  south  pole  «,  and  a  south  pole, 
S,  opposite  the  north  pole  ti.  The  effect  of  this  magnetic  action 
upon  the  helix  is  the  same  as  if  the  north  pole  of  a  magnet 
were  inserted  into  it  at  N  and  a  south  pole  at  S ;  that  is,  a  cur- 
rent is  induced  in  each  branch.  The  directions  of  these  cur- 
rents, as  indicated  by  the  arrows,  are  apparently  opposite  to  eadi 
other  in  the  two  branches,  but  are  really  in  the  same  direction, 
and  mutually  reinforce  each  other  in  the  wire  i)}.     During  each 
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half  levolatioii  of  the  helices  e  (fig.  827)  two  induced  currents 
in  the  same  direction  are  generated  in  the  connecting  wire,  while 
the  helices  are  approaching  the  poles  of  the  permanent  magnet 
a  b,  but  during  the  next  succeeding  half  revolution  two  other 
induced  currents  are  generated,  which,  in  consequence  of  the 
removal  of  the  helices  from  the  poles  of  the  magnet  have  an  op- 
posite direction  with  respect  to  the  first  two  currenta  If  we  at- 
tach to  the  helices  (fig.  827)  suitable  arrangements  by  which  they 
may  be  put  in  rapid  rotation,  we  shall  have  a  dynamo- electric 
machine  capable  of  producing  a  series  of  induced  currents  in 
quick  succession  which  will  decompose  water,  magnetize  soft  iron, 
and  produce  all  the  other  effects  of  the  current  of  a  voltaic 
battery. 

fahabay's  machine. 

The  first  dynamo-electric  machine  was  constructed  by  Faraday. 
Barlow  had  shown  that  a  copper  disk,  placed  between  the  poles 
of  a  magnet  (fig.  329),  will  rotate  in  the  magnetic  field  when  trav- 
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ersed  by  an  electric  current  from  its  axis  to  its  periphery,  where 
there  is  a  sliding  contact  Faraday,  in  1831,  showed  that  by 
mechanically  rotating  a  similar  disk,  between  the  poles  of  a 
magnet,  continuous  currents  were  obtained.  These  he  drew  off 
by  collecting  springs  of  copper  or  lead,  one  of  which  touched  the 
axis  (fig.  880)  while  the  other  pressed  against  the  amalgamated 
periphery.  As  early  as  1826,  Faraday  had  conceived  the  idea 
that  when  an  armature  was  removed  forcibly  from  a  permanent 
magnet,  the  expenditure  of  force  thus  made  should  give  rise 
to  a  current  in  the  wire  surrounding  the  armature ;  but  it  took 
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him  five  years  to  practically  develop  it     When  Faraday  saw 
the  spark  produced  by  this  machine,  and  was  able  to  show  it  to 


Fig.  330. 


the  members  of  the  Royal  Institution,  he  said :     '^  Although  this 
spark  is  very  small,  so  that  you  can  hardly  perceive  it,  others  will 


Fig.  331. 

follow  who  will  make  this  power  available  for  very  important 
purposes." 
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Faraday  obtained  the  same  result  on  replacing  the  ordinary- 
magnet  by  an  electro- magnet^  or  even  a  simple  helix  traversed 
by  a  current,  having  no  iron  core  in  the  interior ;  but  the  cur- 
rent produced  by  rotating  the  simple  copper  disk  in  the  magnetic 
field  had  very  little  intensity.  To  obtain  induced  currents  of 
any  strength  they  must  be  developed  in  conductors  of  some 
length,  in  order  that  the  resistance  of  the  exterior  circuit  shall  not 
greatly  exceed  that  of  the  armature,  and  thus  enable  the  current 
to  traverse  it  instead  of  retrograding  by  the  conductor  in  which 
the  induction  occurs.  The  first  artificer  who  constructed  a  ma- 
chine on  this  principle  was  Pixii. 

*     PIXIl'S  MACHINB. 

Pixii's  machine  (fig.  831)  was  constructed  the  year  following 
the  discovery  of  Faraday.  B  B'  are  coils  of  insulated  silk  wire 
3,000  feet  in  length,  wound  round  a  massive  soft  iron  core  and 
fixed  to  a  horizontal  cros^-piece;  below  is  a  compound  per- 
manent magnet  A,  movable  about  a  vertical  axis  to  which  a 
rapid  rotation  may  be  communicated  by  means  of  the  handle 
attached  to  the  bevel  gearing  wheels  R  and  P.  Every  time  the 
poles  of  the  magnet  A  arrived  under  the  armature  of  the  electro- 
magnets B  B',  and  quitted  it,  there  were  induced  currents  devel- 
oped in  the  wires//  This  ingenious  machine,  which  was  rather 
inconvenient  in  actual  use,  was  soon  replaced  by  the  much  more 
portable  apparatus  of  Saxton,  in  which  the  mechanical  arrange- 
ment is  the  reverse  of  that  in  Pixii's,  the  magnets  being  fixed 
and  the  coils  of  wire  movable;  and  it  is  on  this.pUn  that  all 
the  subsequent  machines  have  been  constructed. 

saxton's  machine. 

Saxton's  machine  (figs.  332  and  333)  consists  of  a  powerful 
horseshoe  magnet,  N  S,  fixed  horizontally ;  an  armature  of  soft 
iron,  having  the  form  of  a  horseshoe,  and  each  branch  of  which 
is  surrounded  by  a  wire  covered  with  silk,  D  D,  is  set  in  rota- 
tion before  the  magnetic  poles  by  means  of  a  horizontal  axis,  N'  N'. 
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passing  between  the  branches  of  the  magnet,  and  which  is  itself 
moved  by  means  of  a  wheel  E  E'.  An  endless  cord,  passing  at 
once  round  the  circumference  of  the  wheel  and  the  groove  of  a 
pulley  fixed  on  the  axis  by  its  centre,  serves  to  conamunicate 
motion.  The  wheel  is  turned  by  the  crank  K.  The  two  branches 
of  the  armature,  which  is  fixed  transversely  to  the  extremity  of 
the  axis,  are  made  to  pass  successively  before  the  two  poles  of 
the  magnet  At  each  passage  there  is  magnetization  and  de- 
magnetization, and  consequently  a  development  in  the  ambient 
wire  of  two  induced  currents  in  contrary  directions.  Hence  it 
follows,  that  in  all  there  are  four  currents  in  each  of  the  two 
wires  for  one  complete  rotation  of  the  horizontal  axis.     If  each 
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Fig.  333. 


current  induced  in  one  of  the  wires  is  compared  with  the  carrent 
induced  in  the  other  at  the  same  instant ;  that  is  to  say,  at  the 
instant  of  magnetization  or  at  the  instant  of  demagnetization,  ^^ 
will  be  seen  that  these  currents  are  moving  in  contrary  direc- 
tions ;  because  the  poles  of  the  magnet,  to  whose  influence  *^®y 
are  owing,  are  of  a  contrary  name.  In  order  that  they  may"  ^^ 
to,  instead  of  neutralize  each  other,  the  two  ends  of  each  of  ^^ 
wires  whence  the  current  seems  to  come  out  must  be  conn^^!*^ 
together,  and  also  the  two  ends  at  which  it  seems  at  the  same  *i"™® 
to  enter.  These  four  ends,  thus  united  two  and  two,  pr^^"^ 
now  only  two  extremities,  which  are  like  species  of  poles,  *°" 
which  are  to  be  united  by  the  body  destined  to  be  placed  \t%  ^^ 
route  of  the  induced  currenta     One  of  the  extremities  of   ^°® 
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wire  may  also  be  united  with  the  corresponding  extremity  of 
the  other;  so  that  the  two  wires  shall  form  but  a  single  one, 
traversed  entirely  by  each  of  the  induced  currents  developed  in 
both  wires.  It  is  necessary  that,  in  the  same  instant,  the  two 
currents  simultaneously  induced  should  have  the  same  direction ; 
which  is  obtained  by  properly  selecting  the  two  extremities 
that  are  put  in  communication,  and  which  are  called,  in  order  to 
express  this  idea,  correspondent  The  two  other  extremities, 
that  are  not  united  together,  form  in  this  case  the  two  polea  The 
difierence  presented  by  these  two  arrangements  consists  in  that 
in  the  former,  there  are  two  parallel  circuits,  the  effects  of  which 
are  added  tc^ether ;  and  that,  in  the  latter,  there  is  but  a  single 
circuit  of  a  double  length,  which  propagates  a  double  current 
of  induction.  The  second  circuit  is  evidently  much  less  a  con- 
ductor than  the  first,  since  it  is  composed  of  a  single  wire  of  a 
doable  length,  instead  of  two  wires  of  half  the  length ;  on  which 
account  it  is  preferable,  when  the  currents  of  induction  are  in 
tended  to  traverse  imperfect  conductors;  the  first  is  preferable  in 
cases  where  the  bodies  that  are  placed  in  the  course  of  these  cur- 
rents have  a  good  conducting  power.  It  is  easy  with  the  same  ma- 
chine, to  connect  together  the  ends  of  the  two  wires  according  to 
either  mode,  and  thus  to  be  able,  with  the  same  apparatus,  to  obtain 
the  various  effects  that  would  require  two,  one  of  which  would 
be  with  a  short  and  thick  wire,  and  the  other  with  a  long  and 
thin  one.  In  order  to  establish  communication  between  the 
two  extremities  of  the  wires  or  poles,  one  is  made  to  terminate 
in  a  stem  fixed  on  the  prolongation  of  the  axis  W  N',  and  which 
moves  with  it,  and  the  other  in  a  small,  vertical  disk  of  copper, 
cc,  fixed  by  its  centre  to  the  same  stem,  which  traverses  it,  but 
from  which  it  is  insulated  by  means  of  an  ivory  muff  or  tube 
enveloping  the  stem.  The  disk  constantly  plunges  by  its  lower 
part  into  a  small  mercury  bath,  d,  which  also  receives  succes- 
sively the  two  points  of  a  small  brass  needle,  h,  adjusted  to  the 
extremity  of  the  stem,  and  communicating  metallically  with 
it  The  mercury  thus  establishes  every  time  that,  by  the 
effect  of  the  rotary  movement,  one  of  the  points  plunges  into 
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it,  a  metallic  communication  between  the  two  extremities  or 
poles  of  the  inductive  wire.  If  care  is  taken  so  to  arrange 
the  needle  that  each  of  its  points  plunges  into  the  mercury  at 
the  moment  when  the  armature  arrives  before  the  poles  of  the 
magnet,  it  follows  that  the  first  current  of  induction  occurs  at 
the  instant  of  immersion,  and  the  second  at  the  instant  of  the 
emersion  of  the  needle.  Thus  this  immersion  and  emersion  are 
each  accompanied  by  a  spark  produced  by  these  two  currents, 
and  there  are  consequently  manifested  a  series  of  brilliant  sparks 
forming,  as  it  were,  a  continuous  light  so  long  as  the  rotary 
movement  is  given  to  the  armature. 

When  it  is  desired  to  send  the  series  of  induced  currents 
through  a  conductor,  the  needle  t',  fixed  transversely  to  the  ex- 
tremity of  the  axis  of  rotation,  is  suppressed,  and  there  is  pressed 
against  this  extremity,  which  is  hollowed,  the  point  of  a  small 
metal  stem,  firmly  attached  to  one  of  the  pieces  of  the  apparatus, 
and  the  other  end  of  which  plunges  into  a  cup  filled  with  mer- 
cury. This  cup,  and  the  mercury  into  which  the  small  disk  c  c 
constantly  plunges,  is  placed  in  communication  by  means  of  a 
conductor,  and  the  latter  serves  for  the  passage  of  the  series  of 
induced  currents.  The  bottom  of  the  small  cavity  at  the  ex- 
tremity of  the  axis  is  amalgamated,  in  order  that  the  communi- 
cation established  between  the  bottom  and  the  point  against 
which  it  rubs  in  turning  may  be  entirely  metallic,  and  conse- 
quently conducting. 

CLARKE'S  MACHINE. 

In  Clarke's  apparatus  (fig,  834)  the  magnet  is  vertical  instead 
of  being  horizontal,  and  the  apparatus  is  so  arranged  as  to  dis- 
pense with  the  mercury  bath.  A  small  spring,  constantly  pres- 
sing upon  a  metal  cylinder  put  in  place  of  the  vertical  disk  of 
the  Saxton  machine,  serves  to  establish  the  communication ;  this 
cylinder  is  itself  traversed  by  the  axis,  from  which  it  is  insulated 
by  means  of  an  ivory  tube.  The  axis  terminates  in  a  cylinder, 
serving  as  a  commutator  or  break  piece,  and  which  for  this  pur- 
pose is  hollowed  out  so  as  to  present  solutions  of  continuity  upcMi 
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its  surface,  or,  which  is  still  better,  possesses  a  surface  alternately 
of  metal  or  of  wood.  It  follows  that  a  second  spring  constantly 
resting  against  this  piece,  is  found  by  the  rotation  to  be  in  con- 
tact sometimes  with  the  metal,  at  other  times  with  the  wood  of 
the  surface  of  the  cylinder,  which  causes  it  to  be  sometimes  in 
communication,  and  at  other  times  not  in  communication  with 
one  of  the  extremities  of  the  induced  wire,  whilst  the  former 
spring,  by  pressing  against  the  metallic  cylinder  which  is  in 
place  of  the  disk,  and  the  surface  of  which  is  continuous,  is 
always  in  communication  with  the  other  extremity  of  the  wira 
By  this  arrangement  induced  currents  can  be  obtained,  all  mov- 


Fig.  334. 

ing  in  the  same  direction.  It  is  suflBcient  for  this  to  combine 
the  interruptions  of  the  communication  between  the  extremity 
of  the  axis  and  the  spring  that  rests  against  it,  so  that  they  shall 
occur  at  the  moment  when  the  armature  approaches  the  magnet, 
or  else  at  the  moment  when  it  is  receding  from  it  In  the  former 
case,  it  is  the  currents  induced  by  the  magnetization  of  the  arm- 
ature that  are  excluded,  and  those  that  occur  at  the  moment  of 
demagnetization  are  collected.  In  the  latter  case  it  is  the  re- 
verse. 
Fig.  885  represents  an  improved  form  of  this  machine,  con- 
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Btructed  by  Stohrer,  of  Leipsic.  R  R'  are  the  inductor  coils 
enveloping  the  soft  iron  cores,  which  are  connected  by  an  iron 
yoke.     They  are  so  arranged  as  to  be  capable  of  rapid  rotation 


ng.  33ft. 

by  means  of  a  wheel  and  an  endless  cord  passing  around  the  cir- 
cumference of  the  wheel  and  the  groove  of  a  pulley  fixed  on  a 
horizontal  axis  passing  between  the  branches  of  the  magnet  As 
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the  coils  revolve,  they  pass  as  close  as  possible  to  the  poles  of 
the  steel  magnet,  and  each  core  becomes  thereby  transformed 
alternately  into  a  north  and  a  south  pole.  The  terminals  a  b  serve 
to  conduct  the  induced  currents  from  the  helices.  They  are  con- 
nected directly  to  the  pole-changer,  the  office  of  which  is  to  change 
the  currents  of  opposite  direction,  which  arise  during  each  half 
revolution,  into  currents  of  the  same  direction,  and  thus  cause  the 
machine  to  furnish  only  currents  of  one  and  the  same  polarity. 
The  construction  of  this  device,  which  is  sometimes  called  a  com- 
mutator, may  be  easily  comprehended  by  reference  to  the  sec- 
tional view  (fig.  836),  and  the  perspective  view  (fig.  837) ;  m  is 
a  brass  cylinder,  upon  whose  extreme  ends  two  steel  half-rings, 
2  and  3,  are  soldered  in  such  a  manner  that  they  lie  exactly  op- 
posite to  each  other,  with  the  ends  slightly  projecting.     Within 


Fig.  336.  Fig.  337. 

this  cylinder  m,  but  separated  from  it  by  a  thin  insulating  bush- 
ing of  boxwood  (in  fig.  336  the  section  of  boxwood  is  represented 
in  black),  is  inserted  another  brass  cylinder  n  n,  which  projects 
beyond  the  tube  in  both  directions,  and  carries  upon  its  project- 
ing portions  two  other  steel  half-rings,  1  and  4,  which  corres- 
pond with  the  former  pair  3  and  2,  as  shown  in  fig.  337.  Hence, 
while  rings  2  and  3,  and  also  rings  1  and  4  are  in  conducting 
connection  with  each  other,  the  first  pair  of  rings  is  insulated  from 
the  second  by  the  boxwood.  One  end  of  the  wire  of  coil  R  (fig. 
335)  is  in  permanent  connection  with  ring  1,  and  the  end  of  coil 
R  with  ring  2.  The  entire  apparatus  above  described  turns 
round  with  the  axis,  a  and  b  are  two  thin  steel  springs,  each  of 
which  is  attached  at  one  of  its  ends  to  the  machine,  the  other  end 
being  split,  so  as  to  press  with  considerable  elasticity  against  the 
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rings  1,  2,  8  and  4  as  they  revolva  The  brass  supports,  to 
which  the  springs  are  attached,  are  provided  with  binding  screws 
for  the  attachment  of  wires,  by  which  the  current  may  be  con- 
ducted to  any  required  point  The  device  which  is  placed  be- 
tween the  coils  R  R'  and  the  commutator  or  pole-changer 
serves  the  purpose  of  combining  the  several  convolutions  of  the 
coils  in  various  ways.  In  one  position  it  unites  the  ends  of  both 
coils  so  that  the  turns  form  one  continuous  wire;  in  the  other 
position  it  connects  the  front  ends  of  both  coils  with  each  other, 
and  the  rear  ends  in  like  manner.  In  the  former  case  the  current 
passes  through  the  entire  length  of  the  single  wire,  forming  what 
is  called  an  intensity  inductor ;  in  the  other  case  the  length  of 
the  wire  in  circuit  is  reduced  to  one  half,  and  the  cross  section 
is  doubled,  forming  a  quantity  inductor.  Ilence,  in  the  first 
case,  the  resistance  of  the  coils  is  four  times  as  much  as  in  the 
latter  case. 

whbatstone's  machine. 

Fig.  338  is  a  side  elevation  of  the  dynamo-electric  machine 
employed  by  Wheatstone  in  1840,  in  working  his  Dial-Electric 
TelegrapL   K  K  is  a  fixed  permanent  horse-shoe  magnet,  placed 


Fig.  338. 

horizontally,  upon  the  poles  of  which  are  fixed  two  soft  iron 
cores,  with  their  helices  of  insulated  wire.  On  a  vertical  axis 
passing  between  these  cores  is  placed  a  soft  iron  armature  or  in- 
ductor, J  J,  which  is  caused  to  revolve  by  means  of  the  pulley 
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and  band  V,  which  is  connected  with  a  crank,  not  shown  in  the 
drawing.  When  the  armature  revolves  it  induces  alternate 
positive  and  negative  currents  in  the  helices. 

stohker's  maghikb. 


Fig.  339. 

In  1844,  Stohrer,  of  Leipzig,  devised  a  dynamo-electric  gen- 
erator, represented  in  fig.  889,  which  was  likewise  employed  by 
him  in  a  machine  of  a  large  size.  This  consists  of  three  upright 
magnets  with  six  induction  coils.  The  direction  of  the  turns  of 
each  coil  is  necessarily  so  arranged  that  the  induction  currents 
which  arise  when  the  coils  are  approaching  the  several  magnetic 
poles  are  of  the  same  direction.  When  the  coils  are  moving 
away  from  the  magnetic  poles,  we  again  obtain  currents  of  the 
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same  direction,  which  are,  however,  in  reverse  direction  to  the 
preceding  ones.  Hence,  the  machine,  at  each  complete  revolu- 
tion of  the  vertical  axis  which  carries  the  coils,  generates  twelve 
currents  which  are  alternately  in  one  direction  and  the  other. 
Each  of  these  12  currents  consists  of  six  elementary  currents, 
which  are  generated  simultaneously  in  each  coil,  and  always 
unite  to  form  a  single  powerful  current 

The  larger  dynamo-electric  machines,  constructed  for  pro- 
ducing the  electric  light,  were  used  for  lighthouses,  vessels,  eta, 
and  contained  from  50  to  60  very  powerful  systems  of  magnets, 
between  whose  poles  the  same  number  of  powerful  wire  coils  were 
made  to  rotate.  The  movement  of  these  coils,  which  were  fixed 
on  a  common  axis,  was  accomplished  by  means  of  a  steam  en- 
gine of  several  horse  power. 

SIEMENS*    MACHINE. 


Fig.  340. 

Vig.  340  represents  a  dynamo  machine  constructed  by  Sie- 
mens in  1854,  for  working  telegraph  lines.  S  and  N  are  two  rows 
of  permanent  bar  magnets ;  the  upper  ones  with  their  north  ends 
and  the  lower  ones  with  their  south  ends  are  in  contact  with  a 
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heavy  plate,  P,  of  soft  iron.  The  soft  iron  armature  or  inductor  is 
as  long  as  the  magnet  system  is  wide,  and  is  cut  in  deep  longitudi- 
nal grooves,  as  shown  in  the  cross-section,  fig.  341.  This  is 
mounted  upon  two  screw  points  between  the  poles  of  the  mag- 
net system,  and  is  capable  of  being  oscillated  in  an  angle  of  a 
few  degrees  by  means  of  a  handle,  H  (figs.  842  and  343),  so  that 
when  this  is  raised  the  upper  edge  of  the  armature  o  o  comes  in 


o  o 

¥4 


Fig.  341 


Fig.  342. 


Fig,  343. 

contact  with  the  south  pole  S  of  the  compound  magnet  system, 
and  when  depressed,  the  lower  edge  u  u  in  like  manner  comes  in 
contact  with  the  north  pole  N.  The  play  of  the  lever  or  handle 
H  is  limited  by  adjustable  screws  fixed  in  the  frame  A.     The 
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normal  position  of  the  key  is  that  shown  in  fig.  842,  and  it  is 
maintained  in  that  position  by  the  spiral  spring  S,  attached  to 
the  triangle  D  (fig.  340).  A  coil  of  fine  insulated  wire  is  wound 
longitudinally  in  the  grooves  of  the  armature  or  inductor  E,  as 
shown  in  fig.  844.  One  end  of  the  coil  wire  of  the  inductor  is  at- 
tached to  the  screw  R  on  the  terminal  K,  which  is  connected  with 
the  line,  and  the  other  end  of  the  coil  is  connected  with  the  metal 
frame  supporting  the  armature,  and  through  the  axis  /  to  the 
upright  support  Q,  from  which  a  wire  is  carried  to  the  terminal 
/,  and  thence  to  the  earth.  When  the  handle  is  depressed  a 
positive  magneto-electric  current  is  induced  in  the  coil,  which  cir- 
culates also  in  the  line  wire,  and  a  n^ative  current  is  induced 
by  permitting  the  key  to  return  to  its  normal  position. 


Fig.  344. 


HJORTHS  MACHINE. 


In  October,  1854,  Soren  Hjorth,  of  Copenhagen,  applied  for  a 
patent  in  England,  which  was  granted  in  April,  1855,  for  a  dy- 
namo-electric machine,  in  which  the  principle  of  augmenting 
electric  currents  by  the  reaction  of  electro-magnets  upon  each 
other  was  employed.  The  general  appearance  of  this  machine 
is  shown  in  fig.  845. 
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heavy  plate,  P,  of  soft  iron.  The  soft  iron  armature  or  inductor  is 
as  long  as  the  magnet  system  is  wide,  and  is  cut  in  deep  longitudi- 
nal grooves,  as  shown  in  the  cross-section,  fig.  341.  This  is 
mounted  upon  two  screw  points  between  the  poles  of  the  mag- 
net system,  and  is  capable  of  being  oscillated  in  an  angle  of  a 
few  degrees  by  means  of  a  handle,  H  (figs.  842  and  343),  so  that 
when  Uiis  is  raised  the  upper  edge  of  the  armature  o  o  comes  in 
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contact  with  the  south  pole  S  of  the  compound  magnet  system, 
and  when  depressed,  the  lower  edge  w  u  in  like  manner  comes  in 
contact  with  the  north  pole  N.  The  play  of  the  lever  or  handle 
H  is  limited  by  adjustable  screws  fixed  in  the  frame  A.     The 
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in  such  a  manner  that  the  currents  induced  in  the  coils  of  the 
revolving  armatures  A  A,  are  allowed  to  circulate  through  the 
coils  of  the  electro-magnets ;  and  as  a  consequence  of  this  action 
the  more  the  electro- magnets  are  excited  in  this  manner,  the 
more  will  the  armatures  A  A  be  excited,  and  the  more  electricity 
of  course  will  be  induced  in  the  respective  coils ;  and  while  a 
mutual  and  accelerating  force  is  thus  produced  in  this  manner 
between  the  electro-magnets  E  E  and  the  armatures  A  A,  an  ad- 


Fig.  346. 


ditional  or  secondary  current  is  at  the  same  time  induced  in  the 
coils  of  the  electro-magnets  by  the  motion  of  the  armatures,  which 
current,  after  passing  the  commutator,  flows  in  the  same  direc- 
tion as  that  of  the  primary  current  The  direction  of  the  cur- 
rent induced  in  the  coils  of  the  armatures  will  of  course  be 
reversed  according  to  the  change  of  the  respective  polarities,  and 
the  commutator  is  therefore  applied  for  the  purpose  of  causing 
the  current  to  flow  constantly  in  one  direction.     By  the  mu- 
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tual  action  between  the  electro-magnets  of  the  armature  and  the 
electro-magnets  of  the  field  an  accelerating  force  was  obtained, 
resulting  in  the  production  of  electricity  in  greater  quantity  and 
power  than  had  ever  been  obtained  from  any  dynamo-electric 
generator  previously  invented.  We  shall  see  further  on  how  this 
great  discovery  of  Hjorth,  after  remaining  apparently  unnoticed 
for  a  dozen  years,  was  rediscovered  by  Siemens,  Varley  and 
Wheatstone,  and  resulted  in  a  complete  revolution  in  the  prac- 
tical application  of  dynamo-electric  science. 

holmes'  machine. 

Fig.  346  represents  the  Holmes  machine,  invented  in  1856, 
and  employed  by  the  Alliance  Company  in  lighting  some  of  the 
coasts  of  France  and  England,  in  which  steel  magnets  were  used, 
between  whose  poles  armatures,  furnished  with  coils  of  insulated 
wire,  were  made  to  rotate,  when,  by  the  inductive  action  thus 
produced,  alternating  currents  were  set  up  in  the  coils,  and  con- 
veyed to  the  electric  lamps  without  being  changed  into  a  con- 
tinuous current  by  means  of  a  commutator. 


the  SIEMENS  CYLINDRICAL  ARMATURE  MACHINE. 

In  1856  Dr.  Werner  Siemens,  of  Berlin,  invented  an  armature 
which  was  an  advance  upon  Faraday's  original  conception,  and  by 


Fig,  347. 


which  the  inductive  action  was  considerably  multiplied.    In 
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Faraday's  machine,  the  armature  was  separated  from  the  mag- 
net by  lifting  it  away  from  it  In  Siemens  armature,  the  coil 
is  put  upon  an  H  piece  of  iron,  and  made  to  rotate  in  a  magnetic 


Fig.34B. 

field.  The  magnetic  core  is  made  of  a  cylinder  of  iron,  in  which 
a  wide  groove  is  formed  longitudinally  surrounding  the  cylinder, 
and  in  this  the  wire  of  the  coil  is  wound  parallel  to  the  axis  of 
the  cylinder,  and  is  bound  with  bands  which  prevent  it  from 
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yielding  to  the  influence  of  centrifugal  force  when  the  bobbin 
rotatea  The  parts  of  the  iron  cylinder  left  uncovered  form  the 
polar  ends  of  the  coil.  The  bobbin  revolves  on  the  axis  of  the 
cylinder,  and  in  a  semi-cylindrical  cavity  formed  in  the  iron 
armature  m  n,  fitted  to  the  two  poles  of  the  inducing  magnet  M, 
as  shown  in  fig.  847.  The  two  ends  of  the  wire  of  the  coil  ter- 
minate in  a  commutator  shown  at  the  end  of  the  axis  of  the 
bobbin,  on  which  press  two  springs  connected  with  the  circuit 
This  armature  is  more  fully  shown  in  figs.  848  to  850. 


i^.  349. 


The  metal  disk  J  is  fixed  upon  the  top  of  a  battery  of  perma- 
nent magnets  G  G,  G'  G',  which  are  screwed  to  an  upright  soft 
iron  plate  n  (fig.  850).  Between  the  poles  of  this  system  of  per- 
manent magnets  is  placed  a  cylinder  of  soft  iron,  E,  which  serves 
as  the  keeper  or  armature  of  all  the  magnets.  This  arrangement, 
which  is  the  Siemens  cylindrical  armature,  is  channelled  longitu- 
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dinally  with  two  deep  broad  grooves,  on  opposite  sides,  best  seen 
in  fig.  850.  A  coil  of  fine  insulated  wire  is  wound  longitudi- 
nally within  these  grooves,  as  seen  in  fig.  349.  The  whole  arma- 
ture is  supported  by-brass  caps,  F  F',  in  pivots  above  and  below. 
Above  the  armature  coil  the  pinion  T  gears  into  the  toothed  wheel 


Fig.  350. 

L,  which  turns  upon  its  axis  by  means  of  the  handle  H  above  the 
disk  J.  When  the  coil  is  turned  half  round  on  its  vertical  axis, 
the  polarity  of  the  armature  is  changed,  and  a  dynamo-electric 
current  is  induced  in  the  armature  coil  in  one  direction,  and 
upon  turning  it  half  a  revolution  further  round,  so  that  it  takes 
up  its  former  position,  a  current  in  the  opposite  direction  is  in- 
duced. 

PACINOTTI'S  BING  ARMATURE   MACHINE. 

Figure  851  represents  a  machine  invented  by  Dr.  Antonio 
Pacinotti  in  1861,  in  which  a  rotating  armature  of  annular  form 
and  a  segmental  commutator  is  employed.  The  apparatus  con- 
sists of  a  cast  iron  ring,  provided  with  sixteen  equal  teeth ;  this 
ring  is  supported  by  four  arms  of  brass,  which  connect  it  to 
the  shaft  of  the  machine.  Between  the  teeth  small  triangular 
wooden  prisms  are  placed,  and  into  the  hollow  spaces  between 
the  prisms  and  the  teeth  coils  of  silk  covered  copper  wire  are  fitted. 
In  all  the  helices  the  wire  is  coiled  in  the  same  manner,  and 
each  of  them  is  formed  of  nine  spirals.  Two  consecutive  coils 
are  separated  from  each  other  by  an  iron  tooth  of  the  wheel,  and 
by  the  small  triangular  wooden  prism.  The  end  of  the  copper 
wire  of  each  coil  is  fastened  to  the  piece  of  wood  which  separates 
the  two  coils. 
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All  the  wires  are  grouped  on  the  axle  which  carries  the  wheel 
thus  constructed.  One  extremity  of  these  wires  forms  the  end 
of  one  ooil,  and  the  other  the  beginning  of  the  following  coil. 
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and  this  is  effected  by  causing  them  to  pass  through  holes  made 
for  this  purpose  in  a  wooden  collar  centred  on  the  same  axis, 
and  then  attaching  them  to  the  commutator,  which  is  likewise 
mounted  on  the  axi& 

This  commutator  consists  of  a  small  wooden  cylinder  having 
on  its  circumference  two  rows  of  sockets,  into  which  fit  sixteen 
brass  pieces,  eight  into  the  upper  and  eight  into  the  lower 
sockets,  all  concentric  with  the  wooden  cylinder,  over  which 
they  slightly  protrude,  and  whose  thickness  separates  one  row 
from  the  other.  Each  of  these  brass  pieces  is  soldered  to  the  two 
ends  of  the  wire  which  corresi)ond  to  the  two  coDsecutiye  coils, 
so  that  all  the  coils  communicate  with  one  another,  each  of 
them  being  connected  to  the  following  one  by  a  conductor,  part 
of  which  is  formed  by  one  of  the  brass  pieces  of  the  commutator. 
If,  therefore,  two  of  these  brass  pieces  are  placed  in  conmiunica- 
tion  with  a  battery  by  means  of  two  metallic  rollers,  the  current 
on  dividing  will  traverse  the  helix  on  either  gide  of  the  point  from 
whence  start  the  ends  of  the  wires  attached  to  the  brass  pieces 
which  communicate  with  the  rollers,  and  the  magnetic  poles  will 
appear  in  the  iron  ring.  On  these  poles  act  the  poles  of  a  fixed 
electro-magnet,  which  determines  the  rotation  of  the  transversal 
electro-magnet.  When  it  is  in  motion,  the  poles  are  always  re- 
produced in  the  fixed  positions  which  correspond  to  the  com- 
munications with  the  battery. 

WILDE^S  SEPARATELY  EXCITED  MACHIKB. 

Mr.  Wilde,  of  Manchester,  in  1863,  constructed  a  machine  in 
which  he  substituted  in  place  of  steel  magnets,  electro-magnets 
excited  by  the  current  from  a  separate  machine. 

As  shown  in  fig.  352,  this  machine  was  composed  of  two 
parts,  of  which  the  upper  one  was  a  small  machine,  with  a 
magnet,  M,  of  16  plates,  between  whose  poles,  m  n,  rotated  a 
Siemens  armature.  This  small  machine  was  placed  upon  an 
iron  plate,  p,  which  served  as  a  connecting  piece  to  the  branches 
A  B,  of  the  inducing  electro-magnets,  formed  of  iron  plates 


WILDE  S  SEPARATELY  EXCITED  MACHINK 


551 


wound  round  with  thick  wires,  and  terminated  by  the  two  polar 
pieces  T  T,  between  which  the  induction  coil  turned.  As  the 
machine  made  about  2,000  revolutions  per  minute,  great  heating 


Fig.  362. 

was  produced,  to  neutralize  which  a  channel  was  made  in  the 
plate  of  copper,  t,  which  separates  the  polar  pieces  T  T,  through 
which  a  current  of  cold  water  was  made  to  circulate. 
The  commutator  of  the  apparatus  was  placed  at  the  end  of 
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and  this  is  effected  by  causing  them  to  pass  through  holes  made 
for  this  purpose  in  a  wooden  collar  centred  on  the  same  axis, 
and  then  attaching  them  to  the  commutator,  which  is  likewise 
mounted  on  the  axia 

This  commutator  consists  of  a  small  wooden  cylinder  having 
on  its  circumference  two  rows  of  sockets,  into  which  fit  sixteen 
brass  pieces,  eight  into  the  upper  and  eight  into  the  lower 
sockets,  all  concentric  with  the  wooden  cylinder,  over  which 
they  slightly  protrude,  and  whose  thickness  separates  one  row 
from  the  other.  Each  of  these  brass  pieces  is  soldered  to  the  two 
ends  of  the  wire  which  corres^wnd  to  the  two  consecutive  coils, 
so  that  all  the  coils  communicate  with  one  another,  each  of 
them  being  connected  to  the  following  one  by  a  conductor,  part 
of  which  is  formed  by  one  of  the  brass  pieces  of  the  commutatx^r. 
If,  therefore,  two  of  these  brass  pieces  are  placed  in  communica- 
tion with  a  battery  by  means  of  two  metallic  rollers,  the  current 
on  dividing  will  traverse  the  helix  on  either  gide  of  the  point  from 
whence  start  the  ends  of  the  wires  attached  to  the  brass  pieces 
which  communicate  with  the  rollers,  and  the  magnetic  poles  will 
appear  in  the  iron  ring.  On  these  poles  act  the  poles  of  a  fixed 
electro-magnet,  which  determines  the  rotation  of  the  transversal 
electro-magnet.  When  it  is  in  motion,  the  poles  are  always  re- 
produced in  the  fixed  positions  which  correspond  to  the  com- 
munications with  the  battery. 

WILDE^S  SEPARATELY  EXCITED  MACHINIB. 

Mr.  "Wilde,  of  Manchester,  in  1863,  constructed  a  machine  in 
which  he  substituted  in  place  of  steel  magnets,  electro-magnets 
excited  by  the  current  from  a  separate  machine.  * 

As  shown  in  fig.  352,  this  machine  was  composed  of  two 
parts,  of  which  the  upper  one  was  a  small  machine,  with  a 
magnet,  M,  of  16  plates,  between  whose  poles,  m  n,  rotated  a 
Siemens  armature.  This  small  machine  was  placed  upon  an 
iron  plate,  p,  which  served  as  a  connecting  piece  to  the  branches 
A  B,  of  the  inducing  electro-magnets,  formed  of  iron  plates 
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wound  round  with  thick  wires,  and  terminated  by  the  two  polar 
pieces  T  T,  between  which  the  induction  coil  turned.  As  the 
machine  made  about  2,000  revolutions  per  minute,  great  heating 


Fig.  362. 

was  produced,  to  neutralize  which  a  channel  was  made  in  the 
plate  of  copper,  t,  which  separates  the  polar  pieces  T  T,  through 
which  a  current  of  cold  water  was  made  to  circulate. 
The  commutator  of  the  apparatus  was  placed  at  the  end  of 
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the  axle  of  the  coil,  from  which  the  current  was  collected  by 
means  of  two  springs  pressing  against  it  The  armature  rotated 
also  in  bearings  placed  in  the  cross  pieces  F,  which  support  it 
at  its  extremities. 

Under  the  influence  of  the  movement  given  to  the  machine 
M,  the  induced  current  excited  in  the  armature  o  presented 
itself  at  the  two  binding  screws  j9  y,  which  were  connected  with 
the  two  ends  of  the  wire  of  the  electro-magnet  A  B,  and  the 
armature  rotating  between  the  pole  pieces  T  T,  suppUed  the 
induced  currents  required  to  produce  the  light 

SBLF-EXCmNG  DYNAMO- ELECTRIC  GENEIULTOK& 

All  the  dynamo-electric  machines  which  had  thus  far  been 
put  into  practical  use  had  depended  for  their  action  upon  the 
severance  of  an  armature  from  a  permanent  magnet|  or  upon 
its  revolution  in  a  permanently  excited  magnetic  field.- 

In  1867,  another  important  principle  of  action  was  brought 
prominently  into  public  notice,  and  at  once  led  to  a  new  de- 
parture in  the  construction  of  dynamo-electric  generators.  This 
principle  of  action,  which  was  destined  to  work  so  great  a 
change  in  the  appliances  for  transferring  mechanical  power  into 
electric  energy,  consists  in  this,  that  when  the  current  produced 
by  the  severance  of  an  armature  surrounded  by  a  conducting 
wire  from  the  poles  of  an  electro-magnet  is  sent  through  the 
coils  of  the  same  magnet  that  produces  the  magnetism,  a  kind 
of  regeneratory  action  is  set  up.  There  must  be  a  magnetic  field 
to  commence  the  action,  and  in  the  first  experiments,  this  initial 
amount  of  magnetism  was  produced  by  means  of  a  small  bat- 
tery connected  with  a  separate  coil  on  the  electro-magnets;  it 
was  soon  found  however,  that  no  such  initial  excitement  was 
necessary,  but  that  terrestrial  magnetism  sufficed  to  induce  in  the 
bars  of  the  electro-magnets  a  magnetic  action  sufficient  to  cause 
a  slight  current  in  the  coils  of  the  rotary  armature,  which,  in 
passing  through  the  coils  of  the  field  magnets,  increased  their 
magnetic  tendency ;  the  result  was  an  increased  inductive  action, 
and  an  increased  induced  current ;  this  again,  in  passing  through 
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the  coils  of  the  field  magnets,  further  increased  the  magnetic  in- 
tensity, giving  rise  to  increased  inductive  action,  and  to  a  current 
of  increased  intensity.  The  accumulative  action  thus  set  up  con- 
tinued to  the  point  of  magnetic  saturation  of  the  iron  cores  of  the 
electro-magnets.  Up  to  that  point  the  resistance  of  the  rotary 
armature  rapidly  increases,  thus  causing  a  direct  conversion  of 
mechanical  into  electrical  energy.  This  is  the  principle  upon 
which  dynamo-electric  machines  are  now  generally  constructed. 

The  discovery  of  this  self-exciting  principle  of  action  was 
first  publicly  communicated  by  Dr.  Werner  Siemens,  to  the  Berlin 
Academy,  on  the  17th  of  January,  1867 ;  it  was  subsequently 
communicated  to  the  Eoyal  Society,  by  his  brother.  Sir  William 
Siemens,  on  the  4th  of  February,  1867 ;  and  by  Sir  Charles 
Wheatstone  on  the  l-4th  of  the  same  month ;  both  conmiunica- 
tions  being  read  on  the  same  evening.  It  was  also  described  by 
&  Alfred  Varley,  in  an  application  for  an  English  patent,  dated 
December  24th,  1866,  but  which  was  not  published  until  July, 
1867. 

We  have  already  seen  that  the  principles  of  this  great  dis- 
covery were  embodied  in  Hjorth^s  machine,  invented  in  1854. 
It  is  true  that  Hjorth  employed  a  permanent  magnet,  in  con- 
jonction  with  the  electro-magnet,  to  produce  his  magnetic  field ; 
but  while  the  presence  of  the  permanent  magnet  was  not  neces- 
sary to  the  action  of  the  machine,  it  did  no  harm,  and,  more- 
over, it  is  still  retained  in  dynamo-electric  machines  used  in 
electro-plating,  to  prevent  changes  in  the  polarity  of  the  current ; 
bat  whether  it  was  retained  or  omitted,  Hjorth's  generator  accu- 
rately illustrated  the  great  principle  of  the  self -exciting  dynamo- 
electric  machine,  the  public  announcement  of  which  by  Siemens 
and  Wheatstone,  a  dozen  years  later,  was  followed  by  such 
remarkable  results.  The  invention  ^id  not  consist  in  dispensing 
with  the  permanent  magnet,  although  this  was  an  interesting 
accompaniment  of  its  development  for  electric  lighting;  but  in 
the  use  of  electro-magnets  in  the  magnetic  field  whose  coils 
were  so  connected  with  those  of  the  armature  that  each  could 
mutually  produce  a  regenerating  effect  upon  the  other. 
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This  inventioD,  as  we  have  seen,  was  fully  described  and 
illustrated  in  Hjorth's  application  for  an  English  patent  in  1854, 
and  he  is  therefore  unquestionably  entitled  to  the  credit  of  dis- 
covering this  great  regenerating  principle  of  action,  even  if  he 
did  not  rely  upon  this  action  alone  to  excite  the  field  of  his 
dynamo-electric  machine 

WHEATSTONE'S   SBLF-KXCITma  MACHINE. 
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The  first  machine  embodying  the  regenerating  principle  of 
action,  discovered  by  Hjorth,  which  was  constructed  without  a 
permanent  magnet,  appears  to  have  been  made  by  Mr.  A.  Stroh, 
of  London,  for  Sir  Charles  Wheatstone,  in  1866.  This  machine 
is  represented  in  fig.  353.     It  consists  of  two  flat  plates  of  iron, 
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wound  round  with  insulated  copper  wire,  fixed  in  an  upright 
position,  with  a  Siemens  armature  rotating  between  the  two  pole 
pieces  T  T.  It  is  provided  with  a  commutator,  placed  at  the 
end  of  the  axle  of  the  armature,  for  the  rectification  of  the  cur- 
rents before  their  transmission  round  the  electro-magnets. 

Fig.  864  shows  the  arrangement  of  the  circuit  in  this  machine. 


Fig.  364. 

A  is  the  Siemens  armature,  and  I  I'  are  the  two  coils  of  the 
electro-magnet,  constituting  the  field.  The  continuous  current 
produced  by  the  armature  A,  after  being  rectified  by  the  com- 
mutator, traverses  the  coils  of  the  inducing  magnets  I  and  I'  at 
the  same  time  as  the  arc  which  it  feeds,  and  therefore  the  mag- 
netic field  depends  on  the  strength  of  the  traversing  general 
current. 

LADD'S  separately  EXCITED  MACHINE. 

Fig.  866  represents  a  machine  constructed  by  Ladd  in  1867, 
which  employs,  like  the  Wilde  machine,  two  Siemens  arma- 
tures, but  diflEers  from  the  latter  principally  in  not  having  any 
permanent  magnets  to  charge  the  armature  which  supplies  the 
horizontal  field  coils  B  B.  Two  long  flat  pieces  of  soft  iron  are 
placed  within  these  coils  and  are  attached  to  the  iron  castings  or 
pole  pieces  MM,  NN,  which  are  turned  out  just  large  enough 
for  the  armatures  to  fit  inside  of  them  and  rotate  without  touch- 
ing. Thick  strips  of  brass,  or  other  non-magnetic  metal,  are  also 
placed  between  the  upper  and  lower  castings  M  and  N,  to  keep 
ihem  separate  from  each  other,  and  thus  subject  the  armatures 
between  them  to  the  full  force  of  their  inductive  action. 


666 


THE  ELECTRIC  LIGHT. 


The  connections  of  the  coils  are  such  as  to  produce  opposite 
polarities  in  M  and  N ;  and  the  armature  at  the  left  of  the  ma- 


Fig.  356. 

chine  supplies  the  field  coils,  while  that  at  the  right  furnishes 
the  current  for  the  light  Fig.  356  is  a  diagram  showing  the 
arrangement  of  the  two  circuits. 

gramme's  bing  abmature  machine. 
It  is  a  remarkable  feature  connected  with  dynamo-electricity, 
that  the  second  law  of  thermo-dynamics,  viz. :  that  whenever 
heat  is  changed  entirely  into  its  equivalent  of  electricity,  a  cer- 
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tain  amount  of  heat  must  descend  from  a  point  of  high-poten- 
tial to  a  point  of  low  potential,  is  not  involved.  Theoretically 
speaking,  a  certain  amount  of  mechanical  force  can  be  converted 
entirely  into  electrical  force ;  and  electrical  force,  theoretically 
speaking,  can  be  so  converted  into  dynamical  forca  Practically 
speaking,  however,  that  is  not  so.     There  are  necessarily  losses^ 


Fig.  367. 

and  one  of  these,  which  is  self-evident,  is  that  the  current  passing 
through  the  coils  must  produce  resistance,  and  electrical  resist- 
ance, wherever  it  appears,  converts  electric  energy  into  heat 
energy.  Again,  the  iron  bars  which  are  magnetized  and  demag- 
netized at  every  half-revolution  set  up  currents  in  themselves, 
for  it  is  natural  that  instead  of  the  current  flowing  only  through 
the  convolutions  of  the  wire,  the  iron  itself  being  a  metal,  some 
current  will  be  set  up  in  it,  and  this  current  so  set  up  produces 
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the  effect  of  heating  the  iron ;  it  simply  circulates  round  and 
round,  forming,  as  it  were,  electrical  eddies  which  must  be  pro- 
ductive of  heat  These  losses,  however,  can  be  diminished 
almost  indefinitely  by  increasing  the  size  and  conductivity  of  the 
wires,  and  as  r^ards  the  iron,  a  form  of  armature  has  been  de- 
vised which  is  best  illustrated  in  the  Gramme  machine,  the 
original  conception  of  which  is  due  to  Dr.  PacinottL  This  consists 
in  putting  the  iron,  constituting  the  core  of  the  armature,  in  the 
form  of  wire  coiled  round  and  round  a  non-conducting  body, 
which  is  surrounded  in  its  turn  by  the  insulated  copper  wire 
forming  the  coils  of  the  rotating  armature.     The  iron  wires 


Fig,  368. 

being  surrounded  by  a  non-conducting  material,  electric  eddies 
cannot  circulate  in  the  direction  in  which  they  would  occur, 
namely,  transversely  to  that  of  the  wires,  whereas  the  magnetic 
poles  induced  by  the  field-magnets  are  free  to  advance  within 
the  iron  wires  at  the  rate  of  the  rotative  motion  imparted  to 
them. 

Fig.  357  is  a  general  view  of  the  Gramme  machine,  which  con- 
sists of  two  cylindrical  electro-magnets  with  their  combined 
poles  extended  by  pieces  of  iron  of  such  shape  as  nearly  to  en- 
velop the  armature  which  rotates  between  theuL  Fig.  858  is  a 
skeleton  diagram  of  the  working  parts  of  the  machine  in  which 
the  ring  armature  rotates  between  the  poles  S  and  N  of  a  horse- 
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shoe  electro-magnet  with  vertical  limbs.  The  commutator,  a 
general  view  of  which  is  shown  in  fig.  359,  consists  of  a  number 
of  separate  bars  of  copper  fixed  round  the  periphery  of  the  axes, 
while  above  and  below  are  the  contact  brushes  which  touch  the 
highest  and  lowest  pieces  of  the  commutator  respectively.  In 
the  diagram,  fig.  358,  the  ring  is  inwrapped  by  a  continuous 
helix  of  twelve  turns ;  each  one  of  which  is  connected  with  one 
of  the  twelve  copper  strips  of  the  commutator.  The  armature  is 
supposed  to  rotate  in  the  same  direction  as  the  hands  of  a  clock, 
and  therefore  the  separate  turns  or  coils  in  the  upper  half  of  the 


Fig.  369. 

ring  are  moving  from  S  toward  N,  while  those  of  the  lower 
half  are  moving  from  N  toward  S.  Direct  currents  will  be 
generated  in  all  the  coils  that  are  on  the  right-hand  of  the  diame- 
ter, and  inverse  cuiTents  in  all  the  coils  on  the  left  The  small 
arrows  show  the  directions  of  these  currents.  By  following  out 
the  various  turns  of  the  spiral  it  will  be  seen  that  all  the  separate 
currents  induced  in  the  individual  turns  of  the  spiral  on  the  left 
of  the  vertical  diameter  are  in  the  same  direction  along  the  wire, 
and,  therefore,  all  help  one  another  in  producing  a  strong  cur- 
rent, though  the  electro-motive  force  in  each  may  not  be  equal. 
The  strongest  force  is  in  the  coils  that  are  passing  closest  to  the 
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polea  In  the  right-hand  half  of  the  spiral  the  individual  cur- 
rents are  all  flowing  in  the  opposite  direction.  Up  each  side  of 
the  ring  armature,  therefore,  there  is  a  strong  current  flowing^ 
drawing  electricity  from  the  lowest  and  urging  it  toward  the 
highest  pointy  As  the  bars  of  the  commutator  are  separate,  and 
each  is  insulated  from  the  others  and  from  the  axis,  no  electri- 
city can  flow  into  any  of  them,  except  the  two  bars  that  occupy 
the  highest  and  lowest  points,  which  touch  the  contact  brushes 
communicating  with  the  external  circuit  By  this  means  the 
electricity  that  passes  up  both  right  and  left  of  the  ring  arma- 


Fig.  360. 

ture  can  flow  into  the  upper  contact  brush  and  thence  into  the 
leading  wire  of  the  circuit,  which,  therefore,  has  a  constant  cur- 
rent urged  through  it  lA.  corresponding  action  goes  on  at  the 
lower  contact  brush ;  from  this  point  electricity  is  drawn  both 
to  the  right  and  to  the  left,  being  supplied  by  the  return  wire  of 
the  circuit  The  current  thus  furnished  is  practically  continuous ; 
for  though  the  contact  is  made  first  with  one  bar  of  the  commu- 
tator and  then  with  another,  as  fast  as  they  arrive  at  the  vertical 
diameter,  the  currents  on  the  two  sides  of  the  ring  armature  will 
evidently  flow  toward  the  point  where  the  contact  is  made;  and 
there  can  be  no  breach  in  the  continuity  of  the  current  because 
one  bar  of  the  commutator  does  not  cease  to  touch  the  brushes 
until  contact  is  made  with  the  next,  and  also  because  there  are 
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always  a  certain  number  of  turns  of  the  spiral,  on  both  the  right 
and  on  the  left,  in  which  the  elementary  currents  are  being  in- 
duced. 

In  the  dynamo-electric  generators  in  practical  use,  the  coils  of 
the  ring  armature  are  made  up  of  many  hundreds  of  turns  (B.B. 
fig.  860),  and  these  are  grouped  in  sixty  sections,  the  wire  at  the 
end  of  each  section  being  joined  to  the  wire  at  the  beginning  of 
the  next,  and  the  junction  connected  directly  with  one  of  the 
twenty-four  bars,  R  R,  of  the  commutator.  The  iron  ring,  A,  is 
composed  of  a  continuous  length  of  iron  wire  wound  into  a  soHd 
circular  hank  upon  a  wooden  form,  which  is  removed  when  the 
ring  is  complete.  The  wire,  while  it  is  being  coiled,  passes 
through  a  bath  of  bitumen,  which  binds  the  whole  together,  and 
insulates  the  convolutions  of  the  wire  By  this  means  the  cross 
currents  within  the  core  are  reduced  to  a  minimum,  magnetiza- 
tion is  more  rapid,  and  the  lines  of  magnetic  force  within  'the 
ring  are  maintained  parallel  in  direction  to  the  convolutions  of 
the  iron  wire,  and  therefore  with  the  annular  axis  of  the  ring. 

Fig.  361  represents  an  improved  form  of  the  Gramme  ma- 
chine, designed  by  Mr.  J.  J.  Wood  and  manufactured  by  the 
Fuller  Electrical  Company.  The  field  is  constructed  of  rec- 
tangular bars,  a,  of  wrought  iron,  witJi  rounded  edges,  joined  at 
the  ends  by  heavy  cast-iron  plates,  b  b.  The  pole  pieces,  c  c,  are  of 
cast  iron,  bolted  to  the  rectangular  magnetic  bars,  and  secured 
at  their  ends  by  non-magnetic  composition  plates.  The  current 
regulator,  J,  which  is  on  the  front  end  of  the  machine,  is  a  hand- 
wheel  designed  for  placing  the  brushes,  which  collect  the  current, 
in  a  position  around  the  commutator  from  the  maximum  to  the 
minimum  point,  or  vice  versa,  as  required.  This  wheel  is  gradu- 
ated so  as  to  represent  the  number  of  lights  the  machine  is  de- 
signed to  operata  A  spring  latch,  e,  holds  the  wheel  in  a  position 
corresponding  to  the  graduation,  to  represent  the  different  num- 
bers of  lights. 

The  brushes  which  collect  the  current  are  connected  with  the 
coils  of  the  field  magnets  in  such  a  manner  that  the  current  from 
the  brush  on  one  side  of  the  commutator  passes  through  the  two 
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upper  magnet  coils, /yj  and  thence  to  the  binding  post,  h;  while 
the  current  from  the  brush  on  the  other  side  of  the  commutator 
passes  through  the  under  coils,  g  gr,  and  thence  to  a  correspond- 


iiig  binding  post  on  that  side  of  the  machina  These  binding 
poets  are  placed  on  the  end  of  the  machine  nearest  the  pulley, 
and  in  such  a  position  that  no  one  could  come  in  contact  with 
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both  posts  at  the  same  time,  unless  by  design,  thus  removing  an 
element  of  danger  common  to  many  forms  of  dynamo-electric 
machines. 


J^,  363. 


Fig.  862  is  a  perspective  view  of  the  armature  of  the  machine, 
€ind  figures  863  and  864  represent  a  sectional  elevation  and  end 
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view  of  the  armature,  showing  its  interior  construction.  In  the 
sectional  elevation,  i  represents  the  spider,  which  is  made  of  gun 
metal,  and  to  which  the  iron  ring,/,  on  which  the  coils  of  copper 
wire  are  wound,  is  fastened ;  the  whole  being  firmly  keyed  to 
the  shaft,  h  This  ring,  which  is  composed  of  annealed  iron  wire, 
and  insulated  in  the  process  of  manufacture,  is  in  direct  contact 
with  the  gun-metal  spider,  the  object  of  this  being  to  absorb  any 
heat  that  may  be  produced  in  the  ring,  i  The  spider  is  so  con- 
structed as  to  produce  a  fan-like  motion,  causing  a  strong  current 
of  air  to  circulate  through  it,  and  thus  dispersing  the  heat  as 
rapidly  as  it  is  produced. 


Fig.  364. 

The  small  caps,  I  ?,  held  by  the  screws,  m  m,  hold  the  iron  ring 
of  the  annature  in  position.  The  wooden  strip,  r?,  with  the  space 
0,  of  which  there  is  one  in  each  arm,  prevents  the  generation  of 
currents  in  the  caps,  I Z,  and  also  serves  as  a  means  of  balancing 
the  armature.  The  advantage  of  this  is  that  the  balancing  is 
done  exactly  at  the  periphery.  The  commutator,  p,  is  composed 
of  sections  of  copper  insulated  from  one  another,  and  so  con- 
structed that  any  section  can  be  removed  without  materially  in- 
terfering with  the  remaining  sections.  This  commutator  is  con- 
nected with  the  armature  by  a  peculiar  form  of  screw  clamp,  r  r, 
and  is  not  soldered. 
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An  important  advantage  which  this  armature  possesses  over 
the  original  form  designed  by  Gramme  is  that  it  has  little  or  no 
tendency  to  become  short-circuited  or  overheated.  In  the  older 
form  of  the  Gramme  armature,  the  centre  was  composed  of  a 
wooden  block,  which  was  driven  into  place  under  great  pressure, 
which  not  only  tended  to  disarrange  the  wires  and  injure  the  in- 
sulation, but  entirely  prevented  any  circulation  of  air  through 
them.  In  the  older  form,  also,  the  coils  after  a  time  became 
very  tightly  packed,  the  hub  sometimes  became  loose,  and  the 
proper  balance  was  destroyed ;  a  condition  which  it  is  impossi- 
ble to  entirely  correct,  but  which  cannot  occur  in  the  new  form, 
as  there  is  no  strain  whatever  on  the  conducting  wires. 

Another  peculiar  feature  in  the  construction  of  this  armature, 
and  an  improvement  over  that  of  older  forms,  is  in  the  fact  that, 
where  the  connecting  wires  are  attached  to  the  comtnutator,  they 
are  enlarged  to  four  times  their  sectional  area,  which  enlarge- 
ment continues  as  far  back  as  the  band,  s  s  s,  ao  that  the  wires 
are  held  rigidly  in  position,  thereby  preventing  any  tendency 
either  to  vibrate  or  break.  In  machines  constructed  heretofore 
for  high  tension  currents,  in  which  small  wires  are  necessarily 
used  in  the  armature  coils,  the  constant  vibrations  of  the  wires 
at  the  point  of  attachment  to  the  commutator  rendered  them 
hard  and  brittle,  so  that  in  a  short  time  they  would  break,  and 
in  some  instances  machines  were  seriously  damaged  in  conse- 
quenca  The  plan  above  described  ejBEectually  prevents  such  a 
result 

The  improved  Gramme  generator  is  made  in  sizes  ranging 
from  those  of  800  pounds  weight, — ^generating  a  current  of  thirty 
amperes  and  sixty  volts  at  a  speed  of  1,260  revolutions  per 
minute,  and  producing  a  light  of  6,000  nominal  candle-power, — 
to  those  of  3,500  pounds  weight, — ^generating  a  current  of  ten 
amperes  and  2,500  volts,  and  producing  fifty-five  standard  lights 
of  2,000  nominal  candle-power  each,  at  a  speed  of  850  revolu- 
tions per  minute, — ^being  one  of  the  largest  machines  in  lighting 
capacity,  although  not  in  weight,  of  any  in  use. 

It  is  sometimes  important  to  arrange  a  machine  so  as  to  be 
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able  to  stop  its  running  by  shifting  the  belt,  without  stopping 
the  power,  where  it  is  impracticable  to  use  a  loose  pulley  on  the 
shafting.  To  serve  this  purpose,  a  standard  is  made  to  which  a 
loose  pulley  is  attached,  as  shown  in  fig.  865.     It  is  designed  to 
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be  bolted  back  of  the  machine,  so  as  to  hold  the  loose  pulley 
concentric  with  the  driving  pulley  of  the  machine.  It  is  fitted 
with  a  stationary  oil-cup,  so  arranged  as  to  allow  the  bearing  of 
the  loose  pulley  to  be  oiled  while  in  motion. 

altenbck's  drum  armature  machine. 

The  armature  of  this  machine  is  not  constructed  entirely  ac- 
cording to  Dr.  Pacinotti's  idea,  but  involves  it  This  armature, 
which  is  now  largely  used  in  dynamo-electric  machines,  is  rep- 
resented in  fig.  866.  At  first  sight  it  appears  to  be  merely  a 
modification  of  the  elongated  coil  known  as  the  Siemens  arm- 
ature, described  on  page  546,  and  is  frequently  confounded 
with  it  On  a  wooden  bobbin  are  wound  coils  of  insulated  wire 
in  a  direction  parallel  to  its  longitudinal  axis,  according  to  a 
plan  due  to  F.  Von  Hefner  Alteneck  of  Berlin,  a  member  of 
the  firm  of  Siemens  Brothers.     Each  coil  of  wire  thus  wound  is 
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brought  successively  into  metallic  connection  with  one  of  the 
laminsB,  through  which  the  current  produced  within  the  coil  in 
passing  through  the  magnetic  field  is  conveyed  by  the  com- 
mutator and  its  contact  brushes  into  the  wire  constituting  the 
outer  circuit  and  the  coils  of  the  field  magnet  A  succession  of 
currents  is  thus  set  up,  all  flowing,  in  the  same  direction,  and 
constituting  in  their  aggregate  a  continuous  flow.  The  chief  ad- 
vantage claimed  for  this  arrangement  is  that  the  whole  of  the 
wire  upon  the  armature,  except  where  it  crosses  from  side  to 
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side  at  the  end,  is  effective ;  whereas  in  the  Padnotti  ring  the  | 
copper  returns  on  the  inside  of  the  iron  ring,  so  that  only  one 
half  of  its  length  receives  inductive  effect  in  passing  through 
the  magnetic  field.  Fig.  867  is  a  perspective  view  of  the  ma- 
chine, in  which  the  curved  bars  surrounding  the  armature  are 
of  soft  iron  of  rectangular  section,  and  are  the  prolongations  of 
the  cores  of  the  powerful  electro-magnets,  the  coils  of  which 
are  long,  flat  bobbins  wound  with  insulated  wire.  The  magnet 
cores  are  divided  longitudinally  into  several  bars  having  air 
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spaces  between  them,  the  object  of  which  is  to  prevent  cross 
currents  being  induced  in  the  magnets,  to  maintain  the  lines  of 
magnetic  force  parallel  to  the  length  of  the  bar,  and  to  permit 
of  a  circulation  and  escape  of  air  between  the  revolving  arma- 
ture and  the  magnets,  so  as  to  reduce  the  accumulative  heating 
of  the  machine.  Of  the  curved  portions  of  the  magnetic  cores, 
each  surrounds  two-sixths  of  the  circumference  of  the  armature, 
80  that  two-thirds  of  it  are  embraced  by  the  magnets,  and  the 
coils  of  each  set  of  magnets  are  so  wound  as  to  produce  a  con- 


Fig,  367. 

sequent  point  or  pole  in  the  centre  of  their  length,  a  north  pole 
being  produced  in  the  upper  set  of  magnets  and  a  south  pole 
in  the  lower. 

Thus  a  very  intense  magnetic  field  is  formed  within  the 
cylindrical  space  included  between  the  upper  and  lower  sets  of 
magnet  bars,  and  within  this  space  is  revolved  at  a  high  velocity 
the  induction  cylinder  or  armature. 

The  action  of  the  machine  is  the  same  as  in  that  of  the  Hjorth 
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described  on  page  543.  When  the  armature  is  revolved,  the 
residual  magnetism  in  the  cores  of  the  field  magnets  induces  in 
the  wire  on  the  revolving  armature  a  weak  electrical  current, 
which,  being  led  through  the  commutator  to  the  field  coils,  in- 
creases their  magnetic  intensity,  and  consequently  that  of  the 
magnetic  field  in  which  the  armature  revolves ;  the  effect  of  this 
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action  is  to  induce  in  the  revolving  conductor  a  stronger  current, 
which,  being  again  transmitted  through  the  coils  of  the  magnets, 
further  augments  their  power,  and  these  by  their  reaction  induce 
a  Btill  stronger  current  in  the  conductors.  This  mutual  action 
continues  until  the  magnetic  limit  of  the  soft  iron  of  the  electro- 
magnets is  attained.  The  maximum  inductive  effect  upon  each 
convolution  of  the  rotating  coils  occurs  when  it  passes  through 
the  centre  of  the  two  magnetic  fields;  that  is,  approximately 
when  it  reaches  a  position  perpendicular  to  the  magnet  bars; 
and  the  minimum  effect  occurs  when  the  convolution  is  at  right 
angles  to  that  position ;  or  when  it  lies  parallel  to  the  direction 
of  the  magnet  bars. 
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Fig.  868  shows  the  arrangement  of  the  wires  in  this  machine. 
The  continuous  current  produced  by  the  armature  A  traverses 
the  two  field  magnets  or  inductors  I  and  I',  at  the  same  time  that 
it  traverses  and  feeds  the  arc  which  forms  a  part  of  the  circuit 
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Sir  Charles  Wheatstone,  in  his  notable  communication  to  the 
Royal  Society,  of  February  14,  1867,  also  announced  another 
very  important  discovery,  namely,  that  by  making  a  cross-con- 
nection between  the  circuit  passing  round  the  armature  and  the 
field  a  very  powerful  momentary  effect  is  produced.    This  cross- 
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connection  really  severs  the  current  into  two  parallel  circuits,  as 
shown  in  fig.  869,  one  portion  passing  at  once  out  to  the  electric 
light,  and  the  other  flowing  around  the  bar-magnets  and  back 
again  to  the  machine.  If  this  arrangement  is  applied  to  a  ma- 
chine wound  for  a  continuous  circuit,  it  will  not  produce  any 
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useful  result ;  but  if  it  is  modified,  as  suggested  by  Sir  William 
Siemens,  in  a  communication  to  the  Eoyal  Society  in  1880,  so 
that  the  resistance  of  the  wire  on  the  field  magnets  is  increased 
a  hundredfold,  then  a  machine  is  obtained  capable  of  very 
sustained  action,  and  this  kind  of  shunt  dynamo-electric  machine, 
as  it  is  called,  has  been  since  largely  adopted  in  the  production 
of  electric  light.  The  greatest  uniformity  of  current  is  produced, 
however,  by  combining  the  shunt  with  a  method  of  winding  the 
coils,  whereby  the  field  magnets  are  furnished  with  two  separate 
coils,  the  one  of  low  resistance  forming  part  of  the  outer  circuit, 
and  the  other  of  high  resistance,  consisting  of  thin  wire,  forming 
the  shunt  circuit 

D£   M£BITENS'   ALTERNATE   CURRENT  MACHINE. 
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The  De  Meritens  machine  combines  the  principle  of  action  of 
the  machines  of  Holmes  and  Gramme,  and  is  remarkable  for  its 
eflBciency  in  converting  motive  power  into  electricity  by  induc- 
tion from  a  magnetic  field  produced  by  permanent  magnets. 

The  distinctive  feature  of  the  De  Meritens  machine  lies  in 
the  construction  of  its  rotating  armature,  which,  like  the  Gramme 
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armature,  is  in  the  form  of  a  ring,  and  wound  in  a  similar  way, 
but  it  differs  from  it  in  being  made  up  of  a  number  of  segments, 
each  constituting  a  separate  arc-shaped  electro-magnet  with  ex- 
panded poles,  which  are  joined  end  to  end  with  a  thickness  of 
insulating  material  between  them,  so  as  to  form  a  continuous 
ring.  This  ring  forms  the  periphery  of  a  wheel,  which  is 
mounted  on  a  horizontal  spindle,  and  is  thereby  rotated  in  a 
vertical  plane  within  a  crown  of  compound  horseshoe  perma- 
nent magnets,  and  just  underneath  their  polar  ends,  the  distances 
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of  which  from  one  another  are  equal  to  the  lengths  of  the  arma- 
ture segments,  which  is  the  same  as  the  pitch  of  their  poles 
around  the  ring:  and  the  armature  coils,  although  all  wound  in 
the  same  direction,  are  so  connected,  that  while  the  current  sent 
into  the  external  circuit  of  the  machine  is  alternating  in  direc- 
tion, the  currents  generated  in  the  several  parts  of  the  arma- 
ture are  at  any  one  moment  all  of  the  same  sign,  and  therefore 
in  DO  way  tend  to  neutralize  one  another. 
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The  magnetic  crown  or  battery  consists  of  eight  horseshoe 
compound  permanent  magnets,  arranged  as  shown  in  fig.  370, 
and  of  the  construction  figured  in  detail  at  E,  fig.  87L  These 
magnets  are  rigidly  attached  to  two  circular  frames  of  brass 
firmly  bolted  to  the  base-plate,  and  within  the  crown  so  formed 
the  armature  revolves  on  a  horizontal  spindle,  and  its  electro- 
magnetic inductors  are  so  arranged  that  their  poles  in  their  revo- 
lution pass  in  succession  as  close  as  possible  to  the  magnet  poles 
without  actually  touching  them«  The  cores  of  the  induction  hel- 
ices (see  fig.  871)  are  composed  of  a  large  number  of  thin  lami- 
nae punched  out  of  sheet  iron  -^  of  an  inch  in  thickness,  and 
laid  flat  one  upon  the  other,  until  a  sufficient  thickness  is  ob- 
tained. In  the  larger  machines  there  are  fifty  plates  or  lamin» 
composing  each  segment  of  the  armature  ring.  The  advantages  of 
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this  form  of  construction  are  twofold :  first,  the  laminated  character 
of  the  armature  cores  assists  their  rapid  magnetization  and  demag- 
netization, breaking  up  and  otherwise  preventing  cross  currents  by 
which  their  magnetic  capacity  is  reduced ;  and  second,  the  build- 
ing up  of  the  cores  by  means  of  superposed  plates  of  the  shape  of  its 
longitudinal  section  offers  great  facilities  for  construction. 
While  each  segment  of  the  ring  is  thus  built  up  the  ring  itself 
is  also  compound,  as  shown  in  fig.  871.  The  segments,  after 
having  been  wound  with  insulated  wire,  are  arranged  end  to  end 
around  a  brass  wheel,  with  strips  of  copper  between  them,  so  as 
to  break  up  the  magnetic  continuity  of  the  ring,  making  each 
segment  a  complete  and  separate  magnetic  inductor,  and  they 
are  firmly  held  in  their  places  and  together  by  a  bolt  passing 
through  each  joint,  which  is  tightened  by  a  nut 
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The  action  of  the  apparatus  can  best  be  understood  by  im- 
agining an  extremely  simple  case  of  a  machine  (illustrated  in 
the  diagram,  fig.  872),  having  an  armature  ring  built  up  of 
only  four  segments,  one  of  which  is  shown  in  section  marked  A 
B,  and  revolving  within  the  magnetic  field  of  two  horseshoe 
magnets,  N  S,  N  S,  placed  with  their  poles  at  equal  distances 
around  the  ring,  and  so  disposed  that  any  point  in  the  ring  will, 
during  its  revolution,  pass  them  in  succession,  assuming  thereby 
alternately  north  and  south  polarity. 

The  expansion  of  the  poles,  A  and  B,  so  as  to  become  flush 
with  the  exterior  surface  of  the  fully  wound  coil,  beside  facili- 
tating the  operation  of  winding,  plays  a  still  more  important 
part,  and  it  is  to  this  that  a  great  portion  of  the  efficiency  of 
the  machine  must  be  attributed.  By  this  construction,  the  iron 
of  the  cores  of  the  several  segments  of  the  ring  is  brought  at  its 
polar  extremities  into  very  close  approximation  to  the  inducting 
magnets,  N  S,  in  its  passage  beneath  them,  and  it  is  for  that 
reason  in  the  best  possible  condition  for  being  influenced  in  pass- 
ing through  their  magnetic  field. 

The  action  of  the  machine  illustrates  clearly  the  principle  of 
that  group  of  phenomena  which  is  known  as  Lenz*s  law.  Thus, 
supposing  the  armature  to  be  rotating  in  the  direction  of  the 
hands  of  a  watch,  the  pole  piece.  A,  approaching  the  north  pole, 
N,  of  the  permanent  magnet,  will  cause  an  electric  current  to  be 
induced  in  the  coil,  A  B,  in  a  certain  direction,  while  the  oppo- 
site pole  piece,  B,  will,  in  receding  from  the  same  magnet  pole, 
N,  cause  the  induction  of  a  current  in  the  coil,  A  B,'in  the  same 
direction  as  is  produced  by  the  approach  of  the  pole  piece,  A ; 
the  two  efi!ects  are,  therefore,  added  together,  and  at  the  same 
time  the  current  is  still  further  increased  by  the  convolutions  of 
the  coil  of  the  same  core  passing  from  left  to  right  through  the 
magnetic  field  of  the  magnet,  N.  As  the  coils  of  all  the  seg- 
ments are  wound  in  the  same  direction,  the  next  segment  which 
passes  below  a  south  pole  at  the  same  moment  as  the  segment 
A  B  is  passing  below  a  north  pole  will  have  induced  in  its 
helix  a  current  of  electricity  in  the  reverse  direction  to  that  de- 
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veloped  ia  A  B,  which  would  be  opposed  to  that  current,  and 
would,  therefore,  neutralize  it,  were  it  not  for  the  fact  that  the 
successive  coils  are  connected  together  in  the  manner  shown  ia 
the  diagram,  fig.  873,  that  is  to  say,  the  outside  end  of  one  helix 
is  connected  to  the  outside  end  of  the  coil  which  is  in  front  of  it, 
while  its  inside  end  is  connected  to  theinside  end  of  the  coil  which 
is  behind  it,  from  which  construction  it  follows,  as  will  be  seen  in 
the  diagram,  that  although  the  currents  induced  in  any  two  con- 
tiguous helices  are  opposite  to  one  another  in  direction,  the  several 
helices  are  so  connected  together  that  the  alternating  currents 
transmitted  into  the  external  circuit  by  each  of  the  coils  are  all 
at  any  one  moment  in  the  same  direction,  either  pulling  or  push- 
ing together.  The  two  ends  of  the  entire  circuit  of  all  the  elec- 
tro-magnetic helices  are  connected  respectively  to  two  disk 
wheels  of  copper  attached  to  the  axis  of  the  machine  and  revolv- 
ing with  it,  but  insulated  from  one  another,  and  upon  these 
wheels  stout  copper  collectors  are  maintained  with  a  certain  f no- 
tional pressure,  and  are  connected  to  the  two  terminal  screws  of 
the  machina  By  this  arrangement  all  commutators  are  dis- 
pensed with,  and  the  construction  of  the  apparatus  is  thereby 
much  simplified.  By  variations  in  the  method  of  coupling 
the  helices  of  the  armature  they  may  be  connected  in  series,  or 
more  or  less  in  parallel  circuit,  or  may  be  grouped  in  combina- 
tions of  the  two,  and  by  this  means  the  character  of  the  current 
generated  by  the  machine  may  be  determined  for  the  work  to 
which  it  is  intended  to  be  applied. 

The  inventor  states,  that  by  this  machine  as  many  as  three 
Jablochkofi  candles  can  be  maintained  burning  steadily,  with  an 
expenditure  of  motive  power  of  not  more  than  one  horse  power, 
and  without  appreciably  heating  its  armature  or  its  coils  when 
running  at  a  speed  of  700  revolutions  per  minute. 

altbneck's  alternating  current  machine. 

Fig.  874  represents  an  alternating  current  machine,  invented 
by  F.  Von  Hefner  Alteneck,  and  manufactured  by  Siemens,  in 
which  electro-magnets  are  substituted  for  permanent  magnets, 
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and  mere  coils  of  wire  for  the  armatures,  rotating  through  the 
magnetic  fields  produced  by  electro-magnets,  which  are  excited 
by  means  of  a  separate  continuous  current  machine.  The  prin- 
cipal advantages  obtained  in  suppressing  the  iron  armatures,  are, 
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that  less  weight  has  to  be  put  into  rapid  motion,  and  that  less 
energy  is  converted  into  heat  by  eddies  set  up  within  the  iron. 
This  machine  represents  in  fact  a  return  to  Faraday's  original 
demonstration  of  the  current  set  up  in  a  conductor  passed 
through  a  magnetic  field ;  and  it  is  asserted  by  Sir  William  Sie- 
mens as  a  fact  ascertained  by  careful  tests,  that  the?e  machines 
give  the  highest  yield  of  electrical  energy  for  a  given  expendi- 
ture of  mechanical  power. 

Fig.  875  represents  the  exciting  machine  attached  to  its  en- 
gina  This  machine  differs  mainly  from  the  larger  size,  shown  in 
fig.  867,  by  the  verticarl  position  of  its  field  magnets,  by  which  the 
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induced  coil  is  kept  further  away  from  the  ground,  and  by  hav- 
ing double  collecting  brushes  for  each  pole,  which  enables  one 
metallic  part  of  the  collector  to  be  always  in  contact  with  one  of 
the  brushes  when  the  other  meets  an  insulated  part,  thus  render- 
ing the  current  more  regular. 
The  alternating  machine  contains  thirty-two  electro-magnets, 
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fixed  to  two  cast-iron  rings,  sixteen  on  each  side  of  the  movable 
armature.  The  extremity  of  the  core  of  each  electro-magnet 
carries  a  small  iron  plate,  constituting  an  enlargement  of  the 
pole,  and  thus  facilitating  induction ;  these  poles  are  alternately 
of  inverse  sense.  The  armature  consists  of  sixteen  helices  fixed 
to  a  plate,  and  revolving  very  rapidly  in  the  circular  space  be- 
tween the  two  series  of  inductors.     The  armature  coils  having 
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no  iron  core,  the  current  is  developed  in  them  merely  by  the 
passage  of  the  spiral  coils  through  tiie  magnetic  field  of  the  in- 
ductora 

The  helices  are  grouped  in  the  most  convenient  way  for  ob- 
taining the  desired  results,  and  the  currents  are  collected  by 
means  of  brushes  rubbing  against  the  collectors,  which  are  fixed 
to  the  extremities  of  the  armature  coils. 

lontin's  continuous  current  machine. 

Lontin'i  machine,  fig.  376,  consists  of  an  iron  drum,  on  which 
are  fixed  forty  iron  cores  in  four  rows,  placed  obliquely.  These 
cores  are  furnished  with  magnetizing  coils,  D  D,  wound  for  ten- 
sion in  such  a  manner  that  the  end  of  one  coil  corresponds  with 
the  beginning  of  the  next  This  system,  called  by  its  inventor 
a  magnetic  pinion,  is  mounted  on  an  axle  so  as  to  turn  between 
the  poles  of  a  powerful  electro-magnet,  with  flattened  branches, 
A  A,  constituting  the  inductor,  and  the  coils  connected  with  each 
other,  like  the  coils  of  the  Gramme  machine,  are  joined  by  de- 
rivation wires  with  a  collector  also  like  that  of  the  Gramme  ap- 
paratus. This  is  a  self-exciting  machine,  and  the  Inducer  is  ex- 
cited by  the  entire  current  In  the  most  recently  constructed 
form  of  the  machine  some  improvements  have  been  made.  In 
the  first  place,  the  polar  extremities  of  the  large  inducing  electro- 
magnet have  been  so  arranged  that  the  intensity  of  the  induced 
current  can  be  diminished  at  will  to  any  required  degree.  For 
this  purpose  pieces  of  iron,  movable  in  a  kind  of  groove,  have 
been  adapted  to  the  poles,  which  can  be  fixed  at  a  greater  or  less 
distance  from  the  wires  of  the  magnetic  pinion ;  and  the  collec- 
tor is  placed  apart  from  the  axis  of  rotation,  so  that  the  machine 
may  be  covered  up  and  protected.  In  order  to  accomplish  this, 
it  was  necessary  to  make  the  communications  through  the  axis 
of  rotation,  and  the  contacts  of  the  collector  have  been  so  ar- 
ranged as  to  enclose  it  on  the  two  sides  of  the  axle  under  a  pressure 
produced  by  a  counterpoisa  The  rubbing  parts  themselves  are 
made  of  an  alloy  of  lead  and  zinc,  and  fitted  to  elastic  metaUic 
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supports.  The  continuous  current  which  is  produced  by  this  ma- 
chine is  sent  into  Lontin's  alternating  current  machine,  which 
produces  the  light 

lontin's  alternating  current  machine. 

This  machine  consists  of  a  series  of  electro-magnets,  fixed  in 
the  interior  of  a  vertically  placed  iron  crown,  having  in  its  cen- 
tre a  rotating  electro-magnetic  system  composed  of  as  many  mag- 
netic cores  as  there  are  electro-magnets  on  the  crown,  as  shown 


^.  87t. 

in  fig.  877,  in  which  the  rotating  interior  electro-magnets  repre- 
sent the  inducing,  and  the  fixed  electro-magnets  the  induced 
system. 

The  inducing  system,  which  is  merely  the  magnetic  pinion  of 
Lontin's  generators,  described  on  page  580,  is  composed  of  an 
iron  cylinder,  to  which  are  riveted  a  series  of  iron  plates  some- 
what resembling  the  teeth  of  a  pinion,  and  on  these  the  magnet- 
izing coils,  A  A,  are  wound  for  tension.  In  order  that  the  spires 
of  the  coils  may  not  shift  under  the  influence  of  the  centrifugal 
force,  and  of  the  elongation  caused  by  the  rather  large  amount 
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of  heat  developed,  the  plates  of  iron  forming  the  cores  are 
thicker  at  their  free  extremities  than  at  their  points  of  connec- 
tion with  the  iron  cylinder,  and  this  greater  thickness  plays  the 
part  of  retaining  disks  for  the  spires,  which  are  further  main- 
tained in  their  position  by  abutting  against  horizontal  iron 
pieces  mounted  on  two  bronze  wheels.  Finally,  the  coils  are  so 
wound  that  the  polarity  of  the  cores  are  reversed  from  one  plate 
to  the  other,  so  that  the  motion  of  the  drum  brings  magnets  of 
alternately  opposite  poles  before  the  iron  cores  of  the  induced 
system,  which  thus  receive  alternately  reversed  polarizations. 
The  inducing  system  is  magnetized  continuously  by  the  dynamo- 
electric  generator,  fig.  876,  which  may  be  mounted  on  the  same 
axla  The  induced  system  is  composed  of  a  large  stationary 
iron  ring,  fitted  inside  with  a  series  of  iron  plates  fixed  trans- 
versely, like  the  teeth  of  a  wheel  projecting  internally,  and  sur- 
rounded with  magnetizing  coils,  B  B  B.  These  coils  are  con- 
nected to  each  other  in  couples,  so  as  to  form  a  complete  electro- 
magnetic system,  and  their  free  extremities  end  severally  in  the 
commutator  M,  which  enables  all  the  currents  they  supply  to  be 
drawn  off  separately  or  collectively  by  means  of  the  rubbers,  a  «. 
Inside  of  this  ring  revolves  the  inducer,  which  is  so  arranged 
that  the  magnetic  cores  of  the  two  systems  pass  each  other  with- 
out touching.  Thus  each  of  the  induced  systems  is  magnetized 
in  opposite  directions  alternately ;  for  if  one  of  the  cores  of  the 
inducing  system,  acting  on  one  of  the  cores  of  the  induced  sys- 
tem, is  polarized  north,  the  adjoining  core  of  the  induced  system 
will  be  subjected  to  the  action  of  a  south  polarity,  and  a  current 
will  always  be  produced  in  the  induced  system  connected  with 
the  commutator.  When  the  inducer  has  advanced,  the  polari- 
ties will  have  different  signs,  and  a  current  in  the  reverse  direc- 
tion will  be  obtained. 

As  the  action  will  be  simultaneously  repeated  in  all  the  elec- 
tro-magnetic systems  of  the  induced  bobbins,  each  of  these  is 
able  to  supply  its  own  action  and  is  independent  of  the  rest^  an 
arrangement  which  allows  of  the  division  of  the  electric  effect 
Supposing  that  each  of  the  induced  magnetic  systems  formed  of 
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two  bobbins  is  capable  of  supplying  a  current  powerful  enough 
to  maintain  an  electric  ligbt,  the  machine  represented  in  fig.  877 
would  give  12  lights,  and  if  different  intensities  were  desired, 
it  would  only  be  necessary  to  take  away  the  currents  from  some 
of  the  lights  and  put  them  in  communication  with  others.  As 
the  induced  system  is  fixed,  nothing  is  easier  than  to  combine 
the  lights  in  any  required  manner,  and  as  there  are  neither  rub- 
bers nor  revolving  contracts,  no  loss  of  electricity  can  occur. 

The  commutator,  M,  is  so  arranged  as  to  act  on  as  many  con- 
tact plates  as  the  machine  supplies  currents  available  for  the 
production  of  light  The  number  of  these  currents  depends  on 
the  construction  of  the  machine,  the  one  represented  in  fig.  877, 
as  we  have  seen,  furnishing  twelve  currents.  There  are  there- 
fore twelve  contact  plates,  and  to  each  of  these  correspond  two 
binding  screws,  one  of  which  is  connected  with  the  contact  itself, 
while  the  other  communicates  with  a  hand  circuit-breaker.  The 
former  receives  the  wire  of  the  corresponding  magnetic  system, 
the  latter  the  wire  which  leads  to  the  electric  lamp.  Moreover, 
the  various  contacts  are  themselves  provided  with  handles, 
which  connect  them  two  by  two  and  enable  an  instantaneous 
union  or  separation  of  the  partial  currents  to  be  made. 

gramme's  alternating  current  machink 

In  this  machine  the  induced  apparatus  consists  of  a  long  iron 
cylinder  fixed  horizontally,  as  shown  in  fig.  878,  and  otherwise 
arranged  like  the  ring  in  the  same  inventor's  machines.  All  the 
small  coils,  however,  abed,  which  surround  this  cylinder,  in- 
stead of  being  attached  to  a  collector,  are  distributed  in  four 
separate  series,  each  connected  with  a  particular  circuit,  so  that 
they  successively  supply  the  current  to  four  different  circuits. 
The  inducing  system  is  a  kind  of  magnetic  pinion  formed  of 
eight  straight  electro-magnets,  K  K,  which  move  inside  of  the 
cylinder,  as  in  the  foregoing  apparatus,  and  which,  being  of  con- 
trary polarities,  successively  supply  in  each  section  of  the  in- 
duced coil  currents  alternately  reversed.  This  inducing  system 
is  excited  by  a  Gramme  generator  like  that  described  on  page 
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667.  As  in  Lontin's  alternating  machine,  there  is  no  commuta- 
tor ;  two  movable  rubbers,  in  the  shape  of  brushes,  press  against 
two  distinct  circles,  and  conduct  the  current  from  the  exciting 


Fig,  378. 


machine  to  the  movable  pinion.  Fig.  879  shows  the  general 
appearance  of  the  machine  and  the  fij  wheel  and  strap  for  set- 
ting it  in  motioa  The  machine  is  enclosed  between  two 
lateral  cast-iron  mountings,  and  encased  in  mahogany,  which 
effectively  protect  the  exterior  ring  from  injury. 
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In  the  Alteneck,  Lontin  and  G  ramme  alteraating  current  sys- 
tems there  is  one  point  of  resemblance,  viz.  :  the  charging  of  the 
field  magnets  of  one  or  more  generators  by  a  current  from  a  spe- 
cial constant  current  machina     Fig.  380  represents  this  arrange- 


ment, the  exciting  machine,  E,  being  connected  with  the  field 
magnets  of  the  four  machines,  I*,  I',  I',  and  I*,  each  of  which 
supplies  one  or  more  arc  lamps. 
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niaudet's  continuous  current  machine. 
Fig.  381  represents  the  Niaudet  machine.  It  has  a  polar 
armature, — the  rotating  coils  being  wound  upon  radial  bars  of 
iron,  as  upon  the  arms  of  electro-magnets — and  a  Gramme  col- 
lector. The  armature  consists  of  twelve  helices,  wound  with  in- 
sulated copper  wire,  and  attached  by  screws  to  a  disk,  so  as  to 
be  parallel  with  the  shaft  This  armature  revolves  between  the 
poles  of  two  permanent  horseshoe  magnets.  Of  the  two  upper 
poles,  one  is  N  and  the  other  S,  the  corresponding  lower  poles 


Fig.  381. 


being  consequently  S  and  N  respectively.  If  the  two  upper 
poles  were  both  N,  and  the  lower  both  S,  the  induction  in  each 
half  of  every  core  would  neutralize  the  other  half,  and  no  cur- 
rent could  be  obtained,  while  by  arranging  them  in  this  manner 
the  inductive  effect  of  each  horseshoe  magnet  is  added  to  that  of 
the  other.  The  coils  are  connected  all  around  in  a  continuous 
series,  and  at  each  junction  there  is  a  connection  to  the  commu- 
tator, as  in  the  Gramme  armature.  The  commutator  is  made  of 
strips  fastened  radially  to  the  outer  face  of  the  disk,  holding  the 
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cores  together,  and  the  collectors  are  pressed  on  these  at  oppo- 
site points^  the  commutation  taking  place,  normally,  as  each  coil 
prepares  to  leave  one  set  of  poles,  as  in  the  Lontin  machine.  The 
continuity  of  the  current  is  due  to  the  fact  that  the  collecting 
springs,  before  leaving  one  of  the  radial  pieces,  already  touch 
the  next  This  machine,  though  it  was  at  least  as  good,  theo- 
retically, as  the  Lontin,  was  never  developed  industrially, 
probably  because  M.  Niaudet  conceded  its  inferiority  to  the 
Gramme  machine. 

brush's  CONSTANT    CURRENT  MACHINE. 

Fig.  382  is  a  general  view  of  the  Brush  machine.  The  arma- 
ture consists  of  a  cast-iron  ring,  the  cross  section  of  which 
is  generally  rectangular,  but  in  the  direction  of  its  circum- 


ference it  is  alternately  wide  and  narrow,  as  shown  in  fig.  888, 
which  represents  a  portion  of  the  iron  ring.  The  ring  is 
divided  into  sectors  by  rectangular  grooves ;  in  these  the  coils 
of  insulated  copper  wire  are  wound  until  the  groove  is  filled, 
and  the  flat  converging  recesses  become  flush  with  the  face  of 
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the  intermediate  thicker  portions  or  pole-pieces  by  which  they 
are  separated  from  one  another.  Fig.  384  is  a  cross  section  of 
one  side  of  the  ring  taken  through  one  of  these  portions.  The 
intermediate  thicker  portions  of  the  ring  are  grooved  by  a  series 
of  deep  concentric  channels,  partly  to  reduce  the  mass  and  lessen 
the  weight  of  the  revolving  armature,  and  partly  for  ventilating 
the  ring  and  carrying  away  a  portion  of  the  heat  generated,  but 
chiefly  for  the  localization  and  isolation  of  local  currents  gene- 
rated by  induction  in  the  iron.  For  a  similar  reason  the  periph- 
ery of  the  ring  is  deeply  grooved ;  by  this  means  all  cross  cur- 
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Fig,  384. 


rents  are  effectually  cut  off  and  induction  currents  are  com- 
pelled to  flow  in  directions  which  are  not  detrimental  to  the 
efficiency  of  the  machine.  This  again  increases  the  area  of 
radiating  or  cooling  surface,  and  consequently  helps  to  prevent 
the  armature  becoming  overheated. 

In  the  sixteen-light  machine,  the  armature  ring  is  20  inches 
in  diameter,  and  is  wound  with  eight  radial  coils  of  cotton-cov- 
ered copper  wire  of  No.  14  B.  W.  G.,  whoso  middle  planes 
radiate  from  the  axis  of  rotation,  being  distributed  round  the 
ring  at  equal  angular  distances  apart  Each  coil  contains  about 
900  feet  of  wire,  weighing  about  twenty  pounds.  Fig.  885  is  a 
sketch  of  the  armature  ring  with  all  its  coils  wound.     The  two 
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sides  of  each  groove  are  parallel  to  the  centre  line  of  the  coiL 
All  the  coils  are  wound  in  the  same  direction  as  in  the  Gramme 
machine. 


Itg.  386. 


Fig.  386  is  a  diagram  showing  the  distribution  of  the  coils 
around  the  ring.  The  inner  end  of  each  of  the  coils  is  connect 
by  a  wire  to  the  inner  end  of  the  corresponding  coil,  at  ^^ 
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opposite  end  of  the  same  diameter  of  the  ring,  and  the  outer 
ends  of  all  the  coils  are  brought  through  the  shaft  of  the  ma- 
chine, and  are  connected  to  corresponding  portions  of  the  com- 
mutator, where  the  currents  are  collected  by  copper  brushes. 


Fig,  386. 

The  inner  end,  A^,  of  the  coil,  is  connected  to  A',  which  is  the 
inner  end  of  the  coil  5 ;  A*  is  connected  to  A*,  A'  to  A',  and  so 
on  round  the  ring,  and  the  outer  ends,  B^,  etc.,  are  all  connected 
to  the  commutator  by  insulated  conducting  wires.  The  two 
free  ends  of  each  pair  of  diametrically  opposed  coils  are,  after 
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passing  through  the  shaft  of  the  machine,  attached  respectively 
to  two  diametrically  opposite  segments  of  the  same  commuta- 
tor, which  segments  are  insulated  from  one  another  and  from 
any  other  pairs  of  coils.  The  commutator,  which  is  attached  to 
the  driving  shaft  of  the  machine,  consists  of  a  set  of  flat  cylinders, 
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of  which  there  are  as  many  on  the  shaft  as  there  are  pairs  of 
coils  on  the  armature,  each  of  which  consists  of  two  segments 
insulated  from  one  another  on  one  side  of  the  shaft  by  an  air 
space  about  one-eighth  of  an  inch  wide,  and  on  the  other  by  a 
piece  of  copper  separated  from  the  segments  by  two  smaller  air 
spaces.  The  arrangement  is  shown  in  fig.  887,  in  which  A  and 
B  are  the  two  segments  connected  to  corresponding  coils  on  op- 
^)Osite  sides  of  the  armature,  and  attached  by  an  insulating  ma- 
terial to  the  shaft  S ;  C  is  the  copper  insulating  piece,  the  object 
of  which  is  to  separate  either  of  the  brushes,  which  press  upon 
the  periphery  of  the  commutator,  from  either  of  the  segments, 
during  the  interval  occupied  by  one  pair  of  coils  passing  through 
the  neutral  portion  of  the  magnetic  field ;  this  occurs  twice  in 
each  revolution  of  the  armature.  When  any  pair  of  bobbins  is 
in  this  way  cut  out  of  the  general  circuit,  their  own  circuit  is 
open,  so  that  no  current  can  be  induced  in  them.  By  this  ar- 
rangement each  pair  of  coils  has  in  each  revolution  a  period  of 
rest  equal  to  one-quarter  of  a  revolution,  to  which,  in  a  measure, 
is  due  the  small  development  of  heat  in  the  working  of  the  ma- 
chine ;  and  it  presents  also  another  important  element  of  effi- 
ciency in  that  each  pair  of  bobbins  as  it  passes  the  neutral  por- 
tion of  the  magnetic  field,  and  is  therefore  incapable  of  contri- 
buting electromotive  force  to  the  general  current,  is  itself  cut 
out  of  the  circuit,  thereby  reducing  the  resistance  by  an  amount 
equal  to  the  resistance  of  two  of  the  bobbins.  The  method  of 
exciting  the  field  magnets  employed  in  the  Brush  generator  is 
that  discovered  by  Hjorth,  the  whole  current  from  the  armature 
being  transmitted  through  the  field  magnet  coils,  they  forming 
with  respect  to  the  armature,  a  portion  of  the  external  circuit 

Fig.  388  is  a  diagram  illustrating  the  connection  between  the 
armature  coils  and  the  field  magnet  coils  in  one  position  of  the 
armature  revolution.  Bef erring  to  this  diagram,  M  M  and  M  M  ^ 
are  the  two  magnets  having  their  similar  poles  presented  toward 
one  another  on  opposite  sides  of  the  armature  coils,  A  A*.  Thus 
the  coil  A  is  under  the  influence  of  a  magnetic  field  produced  by 
the  two  north  poles,  N  N  *,  while  at  the  same  time  its  correspond- 
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ing  coil  A*  is  under  the  influence  of  the  two  south  poles  S  S^. 
A  current  is  therefore  induced  in  the  pair  of  bobbins  A  A^,  which 
is  transmitted  by  wires  passing  through  the  shaft  S  to  the  com- 
mutator C*,  whence  it  is  collected  by  the  brushes  B^  and  B*,  at 
the  same  time  that  the  other  portions  of  the  commutators  (which 
are  in  connection  with  the  other  working  armature  coils)  are  in 
contact  with  the  brushes  B^  and  B*.  At  X  and  Y  are  the  termi- 
nals of  the  external  circuit,  and  to  the  brushes  B  ^  and  B*  are  con- 
nected the  two  ends  of  the  field  wire.  The  field  magnets  are 
•onnected  together  as  shown  in  the  figure. 
The  commutators  form  a  most  beautiful  piece  of  apparatus, 


Ilg.  388. 

and  the  arrangement  by  which  the  position  of  the  collecting 
brushes  can  be  adjusted  so  as  to  place  them  in  contact  with  the 
commutators  in  any  desired  angular  position  with  respect  to  the 
position  in  the  magnetic  field  occupied  by  the  coils  to  which  the 
commutators  are  connected,  is  exceedingly  simple  and  ingenious 
By  the  simplest  mechanical  means  the  commutating  apparatus 
collects  and  distributes  the  currents  from  the  active  armature 
coils,  sending  them  into  the  magnet  helices  and  into  the  line,  and 
cutting  out  of  circuit  the  armature  coils  one  by  one  as  they  pass 
through  the  neutral  regions  between  the  poles.  The  whole  com- 
mutating apparatus  is  fairly  represented  on  the  extreme  right  of 
the  general  view  of  the  machine  (fig.  882),  and  consists  of  two 
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pairs  of  rings  of  the  form  shown  in  fig.  387,  attached  to  and 
revolving  with  the  main  shaft  To  the  cylindrical  circumfer- 
ences of  these  rings  are  pressed  two  pairs  of  copper  collecting 
brashes,  which  rub  tangendallj  against  the  commutator  rings, 
one  pair  pressing  above  and  the  other  pair  pressing  below — a 
line  forming  the  points  of  contact  being  a  diameter  of  the  ring. 
The  copper  brushes  are  flat  strips  of  elastic  copper  about  two 
inches  wide,  cut  at  the  ends,  which  press  against  the  rings  into 
eight  tongues,  so  as  somewhat  to  resemble  a  grainer's  oomb,  and 
each  comb  or  brush  is  wide  enough  to  be  in  contact  with  two 
armature  rings,  and  in  this  way,  although  two  of  the  coils  are 
insulated  twice  in  each  revolution,  the  main  circuit  is  never 
interrupted 

For  the  purpose  of  adjusting  the  brushes  so  as  to  make  con- 
tact with  the  commutators  at  the  most  effective  angular  position 
with  respect  to  the  magnetic  field,  they  are  mounted  on  the 
opposite  ends  of  two  rocking  levers,  which  are  capable  of  oscil- 
lating on  the  driving  shaft,  and  can  be  fixed  in  any  desired  posi- 
tion by  means  of  a  set  screw,  which  clamps  a  stout  wire  rising 
from  the  base  of  the  machine.  The  currents  are  conveyed  from 
the  brushes  by  wide  strips  of  thin  sheet  copper,  shown  in  fig. 
282,  and  in  order  to  allow  for  the  variable  distance  of  the  free 
ends  of  the  brushes  from  the  base  of  the  machine,  they  are  made 
undulating  or  wavy,  doubling  up  as  the  distance  is  shortened 
and  stretching  out  when  it  is  increased. 

The  average  resistance  of  the  sixteen-light  machines  is  about 
eleven  ohms,  to  which  the  eight  coils  of  the  armature  contribute 
about  five  ohms,  that  is,  .625  ohm  each,  and  the  magnet  coils 
about  six  ohms,  or  1.5  ohms  for  each  helix — the  resistance  of 
the  connections,  conductors  and  contacts  within  the  machine 
being  inconsiderable. 

schxjckebt's  constant  current  machiks. 

Fig.  889  is  a  general  view  of  the  Schuckert  generator,  which 
is  extensively  used  in  Europe  for  electric  lighting  purposes. 
The  machine  consists  of  two  vertical  frames,  between  which  the 
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cores  of  the  field  magnets  are  fixed  These  cores  are  cylindrical 
except  at  the  centre,  where  they  are  widened,  the  lower  core  on 
the  upper  side  and  the  upper  core  on  the  lower  side,  and  a  chan- 
nel is  cut  partially  through  them  for  the  armature  to  revolve  in. 
The  armature  consists  of  a  ring  constructed  of  thin  iron  disks, 
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insulated  from  each  other  and  surrounded  with  copper  wira 
This  ring  is  nearly  enclosed  by  the  semicircular  pole  pieces  of 
the  field  magnets,  which  approach  each  other  within  a  short  dis- 
tance, near  the  horizontal  axis  of  the  ring,  the  object  of  this 
arrangement  being  to  bring  as  large  a  number  of  the  turns  of 
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the  armature  wire  as  possible  within  the  influence  of  the  mag- 
netic field*  The  commutator  consists  of  a  number  of  metal 
s^ments,  insulated  from  each  other,  and  connected  respectively 
to  the  sections  of  the  armature  coil.  The  number  of  these 
sections  varies  from  ten  to  one  hundred,  according  to  whether 
the  machine  is  intended  for  low  or  high  tension,  and  the  end  of 
each  section  is  connected  to  its  corresponding  segment  by  a 
screw,  so  as  to  be  easily  removed  for  repair  or  renewal 


The  principal  feature  of  this  machine  is  the  introduction  of 
field  magnets  within  the  armature  for  the  purpose  of  utilizing 
the  inner  portion  of  the  coils  on  the  ring.  The  ring  consists  uf 
a  number  of  thin  sections  placed  side  by  side,  and  insulated  from 
each  other  to  prevent  the  creation  of  induction  currents,  by 
which  arrangement  very  wide  rings  can  be  made,  the  sections 
being  held  together  by  bolts  passing  through  them  at  small  in- 
tervala  Around  the  ring  thus  formed  the  wire  is  coiled  to 
complete  the  armature. 

ABAGO  RADIAL  DISK  GENEBATOIL 

This  machine,  originally  designed  by  Prol  Charles  A.  Seeley, 
and  since  improved  by  the  White  House  Mills,  of  Hoosac,  N.  Y., 
is  represented  in  fig.  890.  •  Two  forms  are  constructed — an  elec- 
trotyping  machine,  with  a  double  armature,  and  a  continuous 
current  arc  light  machine,  with  a  single  armature.  The  special 
features  of  the  machines  consist  of  the  disk  form  of  armature, 
with  its  radial  winding  and  the  absence  of  iron  within  the  coils. 
The  magnetic  field  is  composed  of  a  circular  range  of  ten  pairs 
of  electro-magnets,  the  cores  of  which,  on  either  side  of  the 
armature,  are  cast  in  one  piece,  and  the  connections  of  the  coils 
are  so  arranged  that  the  outer  ends,  as  well  as  the  facing  poles^ 
are  of  alternately  opposite  polarity.  The  field  magnets,  which  are 
placed  horizontally  and  are  attached  to  the  frame  of  the  machine, 
are  provided  with  sector  shaped  pole  pieces,  which  collectivdy 
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form  a  disk,  and  are  so  placed  as  to  leave  a  narrow  parallel 
space  between  them.  By  this  arrangement  the  magnetic  field  is 
confined  to  the  space  between  the  faces  of  the  poles  in  which  the 
armature  rotates,  and  consequently  there  is  no  loss  from  the 
forming  of  external  magnetic  fields.  The  armature  in  the  arc 
light  machine,  fig.  890,  is  composed  of  a  series  of  twelve  tri- 
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angular  coils  of  wire  clamped  together  by  hubs  and  rings  of 
copper.  These  coils  are  so  wound  as  to  form,  when  placed  in 
the  armature,  radial  spokes,  the  adjacent  sides  of  each  pair  being 
parallel  to  each  other  and  close  together.  The  currents  de- 
veloped in  the  armature  are  collected  by  a  commutator  consist- 
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ing  of  sixty  segmenta.  The  coils  of  the  armature  are  connected 
in  closed  circuit,  and  branches  lead  from  the  connections  be- 
tween the  coils  to  five  equidistant  bars  of  the  commutator,  con- 
stituting an  arrangement  of  connections  for  rendering  the 
current  continuous,  similar  to  that  employed  in  the  Ton  Ilefncr 
Alteneck  machina  The  connection  from  the  armature  to  the 
commutator  is  necessary,  because  in  this  arrangement  of  the  coils 
there  are  twelve  terminal  wires  to  the  armature,  each  of  which 
is  positive  and  negative  alternately  five  times  in  each  revolution, 
thus  changing  the  polarity  of  each  armature  terminal  ten  times, 
making  a  total  of  one  hundred  and  twenty  changes  per  revolu- 
tion. Although  the  positive  and  negative  points  change  rapidly 
in  the  armature,  their  position  with  reference  to  the  field  is  con- 
stant, as  is  shown  by  the  fact  that  the  polarity  of  the  commuta- 
tor where  the  brush  rests  is  constant,  while  the  polarity  of  any 
one  commutator  block  is  constantly  changing. 

The  electrotyping  machine  is  similar  in  construction  to  the 
arc  light  machine,  differing  only  in  the  arrangement  of  the 
armature  and  in  having  two  commutators  and  brush  holders 
instead  of  one.  The  armature  coils  are  composed  of  two  layers, 
one  layer  being  of  only  half  the  thickness  of  the  other.  Both 
layers  are  made  of  copper  ribbon  instead  of  wire.  In  the  thin- 
ner layer,  which  is  used  to  excite  the  magnets,  the  arrangement 
of  the  armature  and  commutator  connections  is  the  same  as  in 
the  arc  light  machine,  while  the  thicker  layer  is  connected  to 
the  working  circuit  in  the  usual  manner,  and  has  no  electrical 
connection  with  the  thinner  layer.  Both  layers  are  clamped  to- 
gether by  one  set  of  hubs  and  rings,  so  that  to  all  appearance 
only  one  layer  is  used.  As  the  current  from  the  two  sections  of 
the  armature  can  be  controlled  independently,  it  is  obvious  that, 
by  a  small  movement  of  the  brushes  on  the  commutator  con- 
nected with  the  exciting  circuit,  the  power  of  the  field  magnets 
may  be  increased  or  decreased  without  the  use  of  resistance  coils, 
and  thereby  the  current  developed  in  the  working  coils  of  the 
armature  regulated  as  required  to  suit  the  work  to  be  done.  It 
is  claimed  that  this  form  of  construction  possesses  important 
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advantages  for  electro-plating  and  charging  storage  batteries,  be- 
cause there  is  no  liability  of  reversing  the  polarity  of  the  current ; 
while  for  the  government  of  a  system  of  incandescent  lighting  it 
is  a  great  improvement  over  the  use  of  resistance  coils.  The 
largest  electro-plating  machine  constructed  on  this  plan  is  now 
satisfactorily  operating  eleven  tanks  in  series,  with  a  consump- 
tion of  less  than  fifteen  horse  power. 

ball's  unipolar  machine. 
Fig.   391  presents  a  general  view  of  Ball's  machine,  which 
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consists  of  a  long  rectangular  frame  of  soft  iron,  coiled  so  as  to 
form  the  field  magnets,  and  longitudinally  supports  the  axes 
carrying  two  ring  armatures  of  the  Pacinotti  type.  The  main 
peculiarity  of  the  machine  is  that  each  armature  is  rotated  in 
the  presence  of  only  one  magnetic  pole,  the  opposite  side  of 
the  armature  facing  a  neutral  point  of  the  field.  The  effect 
of  this  arrangement,  in  so  far  as  the  field  is  concerned,  ap- 
pears to  be  that  the  rectangular  soft  iron  frame  is  converted  into 
two  long  electro-magnets  with  two  poles,  only  one  being  pre- 
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ented  to  each  of  the  rotating  armatures  instead  of  four  shorter 
and  proportionally  weaker  electro-magnets  having  four  poles,  as 
in  the  ordinary  way,  by  which  two  opposite  poles  woxdd  be  pre- 
sented to  each  of  the  armatures. 

Fig.  892  is  a  diagram  showing  the  peculiar  way  in  which  the 
winding  is  connected  through  the  commutators  and  across  the 
machine.  Following  the  negative  wire  C,  the  circuit  is  through 
the  right  hand  commutator  round  coil  B,  thence  to  central  coil, 
thence  back  to  coil  D,  then  along  cross  bar  below  the  armatures 
to  coil  A,  across  to  central  coil  next  the  south  pole,  and  from 
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this  to  coil  C,  through  left-hand  commutator,  and  on  to  the 
positive  terminal  carrying  the  lead  C. 

burgin's  ring  armature  machine. 

Biirgin,  struck  with  the  loss  of  action  in  the  Gramme  ring, 
resulting  from  the  withdrawal  of  the  iron  core  from  the  poles  of 
the  field  magnets,  has  sought  to  bring  the  mass  of  the  iron  ring 
closer  to  the  inductor  by  making  it  pass  out  of  the  coils  at  lon- 
ger or  shorter  intervals.  In  order  to  accomplish  this  he  formed 
the  ring  B,  fig.  393,  of  eight  separate  rings  mounted  alongside 
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of  each  other  on  the  same  shaft,  S,  each  having  for  a  magnetic 
core  a  hexagonal  frame,  composed  of  iron  wires,  on  the  sides  of 
which  are  wound  the  induced  coils.  These  coils  are  wound  in 
the  shape  of  an  ellipsoidal  spindle, with  a  curvature  so  calculated 
that  the  six  angular  parts  of  the  cores  are  nearly  on  a  level  with 
the  external  spires  of  the  several  coils,  and  therefore  able  to 
pass  the  inducing  poles  at  a  very  small  distance.  The  frames 
are  also  so  arranged  that  the  angular  and  uncovered  parts  of  the 
cores  retire  from  each  other,  so  as  to  present  themselves  conform- 
ably to  a  spire  of  a  coiL  As  a  result,  the  magnetizing  actions 
are  produced  successively,  and  the  currents  due  to  these  actions, 
as  well  as  to  that  between  the  wires  of  the  coils,  are  always  of 
the  same  strength  in  the  different  phases  of  each  revolution  of 
the  ring.  The  induced  coils  are,  moreover,  wound  in  alternately 
reversed  directions,  in  order  to  obtain  currents  in  the  same  direc- 
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tion  in  each  half  of  the  ring,  and  are  joined  to  the  collector  C 
in  precisely  the  same  way  as  in  the  Gramme,  Edison  and  other 
continuous  current  machines.  The  general  appearance  of  the 
collector  is  shown  in  fig.  893.  The  field  magnets  are  also 
arranged  in  the  same  manner  as  those  of  other  self -exciting  ma- 
chines, and  the  induced  current  traverses  them  in  its  entirety  as 
in  those  of  the  other  machines  made  in  accordance  with  Hjorth^s 
regenerating  principle.  Fig.  854  shows  the  arrangement  of  the 
circuit  These  machines  have  for  a  given  velocity  the  same 
luminous  power  as  the  ordinary  form  of  the  Gramme  machine, 
but  they  have  the  advantage  of  becoming  very  much  leas  heated. 

jablochkoff's  spherical  machink 

Fig.  394  is  a  general  view  of  JablochkoflPs  machine,  which  is 
composed  of  two  bobbins,  one  fixed  upon  a  horizontal  axis  in 
an  inclined  position,  and  turning  with  it ;  this  bobbin  is  coiled 
upon  a  framework  of  iron,  the  cheeks  of  which  form  two  circu- 
lar poles  (north  or  south),  which,  by  the  arrangement  of  the  com- 
mutator, change  their  polarity  twice  in  a  revolution  ;  the  second 
bobbin  is  fixed  in  a  vertical  plane  more  or  less  inclined  in  rela- 
tion to  the  horizontal  axis  of  the  revolving  bobbin ;  it  is  coiled 
upon  a  non-magnetic  frame,  and  the  current  which  traverses  it 
is  continuous  in  direction.  The  relatively  inclined  position  of 
the  two  bobbins  has  given  the  apparatus  the  name  of  ecliptic, 
by  reason  of  the  analogy  which  this  inclination  presents  to  that 
of  the  ecliptic  upon  the  equator. 

The  apparatus  has  arrangements  for  varying  the  inclination  of 
the  two  bobbins,  so  as  to  determine  the  best  conditions  for  work- 
ing ;  but  in  the  machines  designed  for  commercial  purposes  the 
position  of  the  bobbins,  once  determined,  will  be  fixed  and  in- 
variable. The  mutual  action  between  the  movable  electro-mag- 
net upon  its  horizontal  axis,  which  is  submitted  to  the  altera- 
tions of  direction  of  the  current,  and  the  fixed  solenoid,  in  which 
a  continuous  current  circulates,  must  result  in  a  continuous  and 
rapid  motion  of  the  axis  of  rotation,  with  the  advantage  result- 
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ing  from  the  suppression  of  any  magnetic  mass  in  the  fixed 
part 

M.  Jablochkoffs  invention  relates  to  the  construction  and  ar- 
rangement both  of  electro-dynamic  and  dynamo-electric  machines 
in  a  simple  form ;  or,  in  other  words,  his  invention  may  be  ap- 
plied either  in. electro-dynamic  machines — converting  electricity 
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into  motive  power— or  in  dynamo-electric  machines— converting 
motive  power  into  electricity ;  and  the  following  sketches  illus- 
trate some  of  the  various  arrangements  proposed  by  the  inven- 
tor :  Fig.  895  is  a  diagram  showing  a  simple  form  of  machine  ; 
A  bobbin,  A,  having  cheeks  or  flanges,  A  B,  of  soft  iron,  and 
wound  with  a  coil  of  insulated  wire,  is  fixed  obliquely  on  an 
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axis,  O,  and  revolves  between  the  poles  of  two  electro-magnets, 
N  S.  The  obliquity  of  the  bobbin  is  such  that,  in  each  revolu- 
tion, it  presents  the  edges  of  A  and  B  alternately  to  the  poles  of 
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N  and  S,  and  alternating  electric  currents  are  set  up  in  the  coil 
of  A.  Fig.  396  shows  a  construction  in  which  the  bobbin  B, 
fixed  obliquely  on  the  axis  O,  revolves  within  an  oblique  bob- 
bin, 0,  which  has  an  iron  sheath,  F,  presenting  interior  polar 
edges  toward  the  edges  of  B.  The  electric  currents  generated 
in  the  coil  of  B  are  collected  and  converted  into  currents  of  the 
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same  direction  by  means  of  a  commutator,  D.  In  the  construc- 
tion shown  in  lig.  397,  the  exterior  bobbin  is  of  soft  iron.  The 
commutator  D  may  be  applied  to  alternate  the  currents  m  the 
coil  C,  those  in  the  coil  B  being  in  the  same  direction,  collected 
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in  the  usual  way  by  rubbers  bearing  on  rings,  E.  In  this  case 
the  internal  bobbin  B  need  not  be  of  soft  iron.  When  the  ma- 
chine is  of  large  diameter,  the  interior  bobbin  A  may  be,  as 
shown  in  fig.  898,  merely  a  ring  of  iron  fixed  on  a  wheel  of  non- 
magnetic material. 
The  advantages  attached  to  these  machines  are  several,  and^ 


Fig.  398. 

among  the  more  important,  simplicity  of  construction  takes  tiie 
first  place.  The  coiling  of  the  wire  is  perhaps  more  easily  per- 
formed than  in  any  other  machine,  as  it  is  all  winding  of  the 
most  direct  character ;  and  the  absence  also  of  any  nice  adjust- 
ment constitutes  a  very  important  feature.  M.  JablochkoflE 
claims  as  his  invention  a  dynamo-electric  or  electro-dynamic 
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machine,  wherein  a  magnetic  coiled  bobbin  revolves  between 
or  within  polar  fields,  the  bobbin  being  fixed  obliquely  on  its 
axis,  so  as  to  present  its  opposite  edges  to  opposite  fields  altera 
nately  in  each  revolution. 

gitlcher's  continuous  cubbent  machine. 

Pig.  899  represents  the  Golcher  machine,  in  which  the  mag- 
netic field  is  produced  by  eight  electro-magnets  of  oval  form, 
arranged  in  two  sets  of  force,  with  their  free  ends  directed 
toward  one  another,  and  at  their  opposite  ends  attached  to  two 
vertical  circular  frames,  carrying  at  their  centres  the  bearings  in 
which  the  main  shaft  of  the  machine  runs ;  the  opposite  ends  of 
each  pair  of  magnets  are  connected  together  by  a  U-shaped 
pole  piece,  the  open  jaw  of  which  is  directed  toward  the  centre 
of  the  armature  ring.  Between  the  two  sets  of  magnets  and 
within  the  pole  pieces,  is  rotated  a  flat  ring  armature,  the  coils 
of  which  are  wound  after  the  Pacinotti  type.  Pacinotti's  early 
machine  had  the  coils  wound  between  projecting  teeth  upon 
an  iron  ring.  Gramme  rejected  these  cogs,  preferring  that  the 
coils  should  be  wound  round  the  entire  surface  of  the  endless 
core.  To  prevent  wasteful  currents  in  the  cores,  Gramme  em- 
ployed for  that  portion  a  coil  of  varnished  iron  wire  of  many 
turns.  In  Gulcher's  machine,  the  ring  core  is  made  up  of  thin 
flat  rings  cut  out  of  sheet  iron,  furnished  with  projecting  cogs 
and  laid  upon  one  another.  The  parts  of  the  coils  which  pass 
through  the  interior  of  the  ring*  are  comparatively  idle.  They 
cut  very  few  lines  of  force  as  they  rotate,  and  therefore  offer  a 
wasteful  resistance. 

Inventors  have  essayed  to  reduce  this  source  of  loss  by  either 
fitting  projecting  flanges  to  the  pole  pieces  or  by  using  internal 
magnets,  or  else  by  flattening  the  ring  into  a  disk  form,  so  as  to 
reduce  the  interior  parts  of  the  ring  coils  into  an  insignificant 
amount  This  is  done  in  the  Gulcher  machine.  The  oommu- 
tator  is  of  the  Gnunme  type,  being  cylindrical  and  divided  into 
as  many  sections  as  there  are  coils  on  the  armature.  It  is,  how* 
ever,  of  extraordinary  length ;  consequently  requiring  collecting 
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brushes  of  great  width,  and  by  this  construction  more  perfect 
electrical  contact  is  insured,  and  the  sparking  reduced  The 
magnet  coils  are  wound  with  a  double  strand  of  copper  wire, 
consisting  of  two  thick  wires  twisted  together ;  this  arrangement 
being  adopted  for  convenience  in  winding. 

FERRANTI'S  ALTERNATING  CURRENT  MACHINE, 

Fig.  400  gives  a  general  view  of  the  Ferranti  machine,  which 
is  identical  in  many  respects  with  the  Von  Hefner- Alteneck 
alternate  current  machina  As  in  the  latter  machine,  the  electro- 
magnets form  two  crowns,  with  opposing  poles.  The  point 
of  difference  is  the  armature,  which,  like  the  Von  Ilefner- 
Alteneck,  has  no  iron  cores  in  its  coils ;  but  which,  unlike  the 
latter,  is  not  made  up  of  coils  wound  round  cores,  but  consists 
of  zigzags  of  strip  copper,  folded  upon  one  another. 

There  are  eight  loops  in  the  zigzag  (fig.  401),  which  depicts 
half  only  of  the  arrangement,  and  on  each  side  are  sixteen  mag- 
net poles,  so  that  the  moving  parts  are  twice  the  angular 
breadth  of  the  fixed  parts.  The  advantage  of  the  armature  of 
zigzag  copper  lies  in  its  simplicity  of  construction.  Sir  Wil- 
liam Thomson,  who  is  credited  with  being  the  real  inventor  of 
this  armature,  proposed  originally  that  the  copper  strips  should 
be  wound  between  projecting  teeth  on  a  wooden  wheel.  He 
also  proposed  to  use  as  field  magnets  a  form  of  electro-magnet 
of  the  kind  known  as  Eoberts',  and  also  used  by  Joule,  in 
which  the  wires  that  bring  the  exciting  current  are  passed  up 
and  down,  in  zigzag  form,  between  iron  blocks  projecting  from 
an  iron  frame.  The  Ferranti  machine  is  80  inches  high;  its 
foundation  plate  is  22  by  24  inches,  and  its  total  weight  1,300 
pounds.  The  field  magnets  are  6  inches  long ;  each  core  is  sur- 
rounded by  four  coils  of  wire  of  No.  10  B.  W.  G.  gauge ;  and  the 
coils  are  connected  in  series,  the  resistance  being  2.5  ohms ;  the 
vertical  diameter  of  the  cores  is  about  2  inches ;  their  largest 
horizontal  diameter  8.2  inches.  They  are  excited  by  a  small 
Siemens  machine,  giving  a  current  of  21.5  amperes.  The 
resistance  of  the  armature  is  0.0266  ohm. 
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At  some  recent  experiments  in  London,  the  Ferranti  ma- 
chine supplied  the  current  for  800  Swan  lamps  of  20  candles 
each,  three  in  series  and  each  set  of  three  in  multiple  arc.     The 


Fig.  ^01. 

expended  force  is  stated  to  have  been  26  horse-power,  which 
would  give  twelve  lamps  of  twenty  carcels  each  for  one  horse- 
power. 


HOLCOMB  S  ALTERNATING   CURRENT  MACHINE. 

Pig.  402  gives  a  general  view  of  the  Holcomb  machine,  which 
was  patented  in  1880,  and  bears  a  strong  resemblance  to  the 
machine  recently  brought  out  by  Ferranti  and  Thomson.  Indeed, 
the  arrangement  of  the  armature  conductor,  shown  in  figs.  403 
and  404,  seems  to  be  substantially  the  same  as  that  adopted  by 
the  latter  gentleman. 

It  is  stated  in  the  specification  that  fig.  404  shows  another 
way  of  arranging  the  conductor  rf,  which  consists  of  a  disk,  K, 
provided  with  the  continuous  grooves  K'  K',  one  on  each  side 
of  it,  the  principal  lines  of  the  grooves  being  radial  The  con- 
ductor is  placed  in  the  groove  by  laying  it  all  around  against 
one  side  of  it,  and  so  following  around  the  groove  until  the  dif- 
ferent layers  completely  fill  it,  as  shown  at  fig.  404,  which  is 
a  transverse  section  of  fig.  403.  The  wires  in  the  two  grooves 
are  then  connected  together,  and  the  ends  c?  and  cP  connected 
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to  the   insulated  collars.      By   this   method   of   winding   the 


Fig,  402. 

conductor,  the  greater  part  of  it  is  caused  to  cut  the  lines  of 


magnetic  force  at  right  angles.  Consequently,  for  a  given  useful 
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effect,  less  wire  is  required  and  the  resistance  is  to  snch  extent 
reduced.  In  another  part  of  the  specification  it  is  stated, 
that  the  disk  which  forms  the  carrier  for  the  armature  con- 
ductor is  made  of  a  suitable  diamagnetic  material  Probably 
Messrs.  Ferranti  &  Thomson  have  somewhat  improved  this 
form  of  armature  in  the  details  of  mechanical  construction ;  and 
the  use  of  a  flat  copper  ribbon  instead  of  insulated  wire  doubt- 


-R^.  404, 

less  presents  some  advantages,  although  we  are  inclined  to 
think,  from  the  published  reports  of  experiments  made  with  the 
Gk)rdon  machine,  that  this  may  also  involve  serious  disadvan- 
tages, unless  the  copper  ribbon  is  made  quite  narrow. 

Gerard's  alternating  current  machine. 

The  machine  represented  in  fig.  405  consists  of  a  movable 
inductor,  whose  alternate  poles  pass  in  front  of  an  armature 
composed  of  a  double  number  of  oblong  and  flat  bobbins,  that 
are  affixed  to  a  circle  firmly  connected  with  the  frame.  There 
is  a  siikiilar  circle  on  each  side  of  the  inductor.  The  armature 
is  stationary,  and  the  wires  that  start  from  the  bobbins  are  con- 
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nected  with  terminals  upon  a  wooden  support  that  surmounts 
the  machine. 

This  arrangement  allows  of  every  possible  grouping  of  the 


Fig.  405. 


currents,  according  to  requirements ;  thus,  the  armature  may  be 
divided  into  two  currents,  so  as  to  allow  of  carbons  one  inch 
in  diameter  being  burned,  or  else  so  as  to  have  four,  eight, 
twelve,  twenty-four,  or  even  forty-eight  distinct  circuits  capable 
of  being  used  all  together  or  in  part 
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This  machine  has  been  studied  with  a  view  of  rendering  the 
lamps  independent ;  and  there  may  be  produced  with  it,  for  ex- 
ample, a  voltaic  arc  of  an  intensity  of  from  250  to  600  carcels 
for  the  lighting  of  a  courtyard,  or  it  may  be  used  for  producing 
arcs  of  less  intensity  for  shops,  or  for  supplying  incandescent 
lamps  As  each  of  the  circuits  is  independent,  it  becomes  easy 
to  light  or  extinguish  any  one  of  the  lamps  at  will.  Since  the 
conductors  are  formed  of  ordinary  simple  wires,  the  cost  attend- 
ing the  installation  of  12  or  24  lamps  amounts  to  just  about  the 
same  as  it  would  in  the  case  of  a  single  cable. 

Fig.  406  represents  a  Corliss  steam  engine,  connected  directly 
with  a  Gerard  250  horse-power  direct  connection  alternating 
current  machine.  According  to  the  inventor,  this  machine  is 
capable  of  supplying  1,000  lamps  of  a  special  kind,  called  slide 
lamps,  and  a  larger  number  of  incandescent  ones. 

SIEMENS'    EXTERNAL  ARMATURE   MACHINE. 

In  this  apparatus  Mr.  Siemens  has  made  the  induced  ring  sta- 
tionary and  caused  the  inductor  to  revolve— the  inductor  in  this 
case  being  an  electro  magnet  having  the  form  of  a  double  T 
iron  armature,  the  latter  being  formed  of  groups  of  wire  wound 
around  an  iron  cylinder.  The  wires  of  the  different  groups  end 
in  the  radial  pieces  of  a  hollow  collector,  and  internal  brushes 
put  them  in  connection  with  the  internal  movable  electro-magnet 

Fig.  407  is  a  general  view  of  the  machina  The  field  magnet 
is  shown  partly  in  fig.  408.  On  the  shaft  carrying  the  field 
magnet  there  are  two  collars  insulated  from  each  other,  one  be- 
ing connected  with  each  end  of  the  wire  wound  around  the  field 
magnet  The  current  which  passes  through  the  field  circuit  is 
consequently  never  reversed,  and  the  polarity  of  each  pole  of 
the  field  magnet  rcmains  constantly  the  sama  As  this  field 
magnet  rcvolves  it  acts  upon  the  ring  in  the  same  manner  as  if 
the  ring  itself  rotated  and  the  field  magnet  werc  stationary. 
Consequently,  each  section  of  the  ring  passes  through  a  phase  of 
induction  lasting  through  half  a  revolution,  during  which  th** 
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current  is  in  a  given  direction,  and  then  through  another  phase, 
daring  which  the  current  is  in  the  other  direction.  Each  section 
is  cutting  lines  of  force  of  one  polarity  during  one-half  of  the 
revolution,  and  of  the  opposite  polarity  during  the  other  halt 
The  sections  of  the  armature  are  connected  to  a  commutator  in 
the  same  manner  as  in  the  Gramme  machines;  but  as  the  com- 
mutator cannot  revolve,  the  brush  holders  themselves  revolva 


Fig,  408. 

They  are  attached  to  the  shaft  of  the  field  magnet,  as  shown  at 
B,  in  fig.  407,  and  the  brushes  point  outward  on  the  inside  surface 
of  the  commutator  segment  The  brushes  are  adjusted  to  make 
contact  with  the  commutator  at  points  corresponding  to  the  neu- 
tral portions  of  the  ring.  The  neutral  portions  of  the  armature 
are  constantly  running  around  in  the  direction  of  rotation,  fol- 
lowing the  magnetic  poles  and  keeping  behind  by  merely  a 
quarter  of  a  revolution. 

THOMSON  S    SPHERICAL    MACHINE. 

Fig.  409  gives  a  general  idea  of  the  Thomson  generator,  and 
the  disposition  of  its  parts.  The  revolving  armature  is  a  hollow 
shell  of  soft  iron  secured  to  the  central  portion  of  the  shaft 
between  the  bearings,  and  is  wound  externally  with  a  copper 
conducting  wire,  constituting  three  coils  permanently  joined, 
surrounding  the  armatura  This  wire  is  fully  exposed  to  the 
magnetic  influence  of  the  field  poles,  which  inclose  the  armature 
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almost  completely.  The  field  magnets,  which  surround  the  arma- 
ture, are  cast  iron  shells,  wound  outside  with  many  convolutions 
of  insulated  copper  wire,  and  are  joined  externally  by  iron  bars 
to  convey  the  magnetism.  These  outer  bars  serve  also  as  a  pro- 
tection to  the  wire  and  armature  of  the  machine.     The  coils  of 


Fig,  409. 


wire  upon  the  field  magnets  surround  not  only  the  iron  poles, 
but  likewise  the  revolving  armature.  The  shaft,  which  is 
mounted  in  babbitted  bearings  of  ample  size,  is  of  steel,  finely 
turned  and  perfectiy  trua  The  armature  wire  is  kept  cool  by 
an  active  circulation  of  air  over  its  whole  surface  during  revolu- 
tion.    The  conmiutator,  which  is  mounted  upon  the  end  of  the 
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shaft,  and  has  attached  to  it  the  three  wires,  coming  from 
armature  through  the  tubular  shaft,  consists  of  three  segments  of 
a  copper  ring,  made  so  as  to  be  removable  in  a  moment  for  clean- 
ing or  replacement,  and  are  mounted  upon  a  metal  support,  and 
surrounded  on  all  sides  by  a  free  air  space.  Besides  this,  the 
commutator  is  sustained  by  support  carried  in  flanges  upon  the 
shaft,  which  are  coated  with  hard  rubber.  The  three  commuta- 
tor segments  constitute  a  single  copper  ring,  cut  into  equal 
pieces  by  slots  across  its  face.      Four  slit  copper  springs,  or  col- 


Fig.  410. 


lectors,  bear  lightly  upon  the  commutator,  and  serve  to  take  up 
the  current  and  convey  it  to  the  circuit  These  commutator 
brushes  are  carried  by  movable  supports,  and  their  position  is 
automatically  regulated,  so  as  to  control  the  strength  of  the  de- 
veloped current. 

Fig.  410  shows  the  automatic  current  regulator,  which  con- 
sists of  an  electro-magnet  attached  to  the  frame  of  the  generator, 
the  movable  armature  of  which  has  connections  with  the  sup- 
ports of  the  commutator  brushes  for  controlling  their  position. 
The  regulator  magnet  is  so  formed  as  to  produce  a  uniform  at- 
traction upon  its  armature  in  different  positions.     This  is  accom- 
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plished  by  making  the  pole  of  the  magnet  paraboloidal  in  fonn, 
with  an  opening  in  the  movable  armature  to  encircle  it  The 
armature  is  hung  on  pivots,  so  as  to  be  free  to  move  to  and  from 
the  regulating  magnet  on  changes  in  the  current  traversing  the 
latter,  and  being  connected  to  the  commutator  brushes,  auto- 
matically adjusts  their  position.  By  this  means  the  power  of 
the  generator  is  adapted  to  run  any  number  of  lights  within  its 
limit  of  capacity.  The  manner  of  its  action  is  to  control  the 
generation  of  the  current  at  its  source  in  the  armature,  and  it 
does  this  by  combining  certain  electrical  actions  so  as  to  obtain 


F^f,  411. 

a  differential  effect,  so  that  the  strength  of  the  current  furnished 
shall  always  be  proportional  to  the  amount  required. 

On  the  larger  generators  there  is  combined  with  the  regulator 
magnet  an  exceedingly  sensitive  controller  magnet,  fig.  411,  gov- 
erning the  regulation,  and  by  the  accuracy  of  which  the  smallest 
variations  of  current  are  counteracted.  The  controller  nnagnet 
is  contained  in  a  box  placed  near  the  generator,  and  consists  of 
a  delicate  double  axial  magnet  controlling  the  admission  of  the 
current  to  the  regulator  upon  the  generator.  So  perfect  is  the 
action,  that  in  a  circuit  of  thirty  lights,  one-third  of  them  may  be 
removed  in  rapid  succession  without  appreciably  affecting  those 
that  remain. 
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delafield's  unipolar  continuous  current  machine. 

Fig.  412  is  a  general  view  of  the  Delafield  machine,  whose 
armature  has  neither  wire,  bars  nor  commutator.  The  machine 
consists  of  a  field  magnet  having  hollow  cylindrical  polar  ex- 
tremities, in  each  of  which  a  tubular  armature  revolves,  the  bear- 
ing of  the  armature  being  at  the  ends  of  the  cylindrical  poles  of 
the  field  magnet  An  auxiliary  field  magnet,  composed  of  the 
sidebars  and  cylindrical  pole  extensions,  extending  through  the 
armature  axially,  completes  the  arrangement,  and  acting  together 
with  the  outer  magnet  produces  a  strong  magnetic  field  surround- 
ing the  armature  on  all  sides.  The  current  is  conducted  from 
the  ends  of  the  armature  by  wires  connecting  with  the  armature 
journals,  and  with  springs  bearing  on  the  ends  of  the  armature. 
The  springs  are  applied  to  insure  a  constant  connection. 

In  operating  the  machine  the  current  from  one  armature  may 
be  used  to  excite  the  field  magnets,  or  the  current  from  both 
armatures  may  be  taken  through  the  wire  of  the  field  magnets, 
or  the  field  magnets  may  be  excited  by  a  small  high  tension 
dynamo-electric  machine,  and  the  entire  current  of  the  arma- 
tures may  be  applied  to  outside  work. 

zipernowsky's  machine. 

The  Zipemowsky  generator  consists  of  a  cylindrical  armature, 
wound  lengthwise  with  coils  of  insulated  wire,  which  revolves 
within  an  electro-magnet;  the  latter  consisting  of  an  iron  ring 
also  wound  over  sections  of  its  circumference  with  coils  of  insu-. 
lated  wire,  so  as  to  produce  a  number  of  successive  polar  fields 
of  alternating  polarity.  The  spaces  on  the  ring  between  the  coils 
are  formed  with  inwardly  extended  pole  pieces,  which  embrace 
the  greater  part  of  the  circumference  of  the  armature.  The  coils 
of  the  armature  are  wound  in  the  form  of  rectangles,  with  their 
long  sides  parallel  to  the  axis,  the  width  of  each  coil  being  such 
that  its  two  sides  are  at  the  same  time  approaching  and  leaving 
two  of  the  polar  fielda  The  core  of  the  armature,  for  very 
strong  currents,  is  made  of  wrought-iron  plates,  whose  continu- 
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ity  is  broken ;  and  for  producing  continuous  uniform  currents 
it  is  formed  of  spiral-shaped  rings  of  insulated  iron,  wound  round 
a  cylinder  of  non-magnetic  material  The  currents  are  collected 
by  a  cylindrical  commutator,  which,  in  order  to  diminish  the  wear 
and  tear  of  the  plates,  is  lubricated  by  pure  petroleum,  drawn 
from  a  tank  placed  above  it,  through  a  porous  wick,  which  ex- 
tends from  the  tank  in  such  a  manner  as  to  bear  tangentially 
against  the  commutator.  The  armature  is  made  hollow  and  has 
openings  in  its  ends  and  periphery,  so  that  the  air,  which  is  put 
in  motion  by  internal  oblique  fans,  may  keep  the  machine  cool. 

The  Zipemowsky  generator,  although  constructed  as  a  self* 
exciting  machine,  is  generally  fitted  with  a  separate  exciter.  In 
case  it  is  to  be  used  as  a  self -exciting  machine,  the  generator  is 
fitted  with  a  switch,  by  means  of  which  the  difference  of  poten- 
tial at  the  terminals  of  the  machine  can  be  made  to  remain  con- 
stant and  independent  of  the  number  of  lamps  in  the  circuit; 
when,  however,  a  separate  exciting  machine  is  used,  a  rheostat 
is  employed  to  effect  the  same  result 

Fig.  413  represents  a  vertical  Qwynne  engine  coupled  direct 
on  one  side  of  the  Zipemowsky  generator,  and  on  the  other  side 
to  the  exciting  machine.  The  Zipemowsky  generator  has  been 
successfully  used  for  supplying  currents  for  electric  lights  for 
various  kinds  of  farming  work  during  the  night  The  advan- 
tages of  working  thrashing  machines  at  night,  particularly  dur- 
ing harvest  time,  are  well  known.  It  is  stated,  as  the  result  of 
three  years'  experience,  that  twelve  thrashing  plants  fitted  with 
the  electric  light  will  produce  more  work  than  sixteen  without 
it  The  mode  of  driving  the  generator  direct  from  the  portable 
engine,  and  without  the  use  of  an  additional  loose  pulley,  is  shown 
in  fig.  414,  where  the  large  circle  A  represents  the  driving  pul- 
ley or  fly  wheel  of  the  portable  engine,  B  that  of  the  generator, 
and  0  on  the  right  that  of  the  thrashing  machine.  The  two 
driving  belts  work  one  over  the  other  on  the  engine  fly  wheel, 
and  the  generator  is  fixed  on  a  special  frame  at  a  convenient 
distance  between  the  engine  and  the  thrashing  machina 

The  Zipemowsky  generator  has  also  been  successfully  used 
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in  supplying  currents  for  lighting  the  National  Theatre  in  Buda- 
PestL  Fig.  415  represents  a  small  block  plan  of  this  theatre 
where  A  is  the  stage,  B  the  auditorium,  0  the  engine  and  ma- 
chine house,  and  D  the  chimney.  The  engine  house  is  in  a 
building  adjoining  the  theatre,  where  a  spacious  basement  wns 


available;  this  basement  (figa  416,  417  and  418)  is  divided  by 
a  wall  into  two  parts,  the  smaller  of  which  contains  two  water 
tube  boilers,  dd,  of  Buttner^s  type,  one  only  being  required  for 
regular  work,  the  second  forming  a  standby.  The  steam  sup- 
plies two  vertical  compound  Gwynne  engines,  which  are  placed 
one  at  each  end  of  the  engine  room,  the  main  shafting  being 


Itg.  415. 


turanged  between  them,  with  a  friction  coupling  at  each  extrem- 
ity, by  means  of  which  either  one  or  the  other,  or  both,  engines 
may  be  used  to  drive  the  shafting.  To  the  latter  are  keyed  five 
-carefully  balanced  driving  pulleys,  1 1,  running  at  180  revolu- 
tions per  minute,  and  these  carry  the  belts  for  five  alternating 
current  machines,  specially  designed  for  lighting  theatres  with 
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incandescent  lamps.  Each  machine  is  capable  of  supplying 
current  for  250  twenty-candle  power  incandescent  lamps,  requir- 
ing a  difference  of  potential  of  fifty-six  volts  and  a  current  of 
L4  amperes  eacL     Four  machines  are  kept  at  work,  the  fifth 


^ 


serving  ^  a  reserve,  and  being  for  this  reason  electrically  con- 
nected in  such  a  manner  that  it  can  replace  any  one  of  the 
others.  Each  generator,  ft,  is  fixed  with  its  exciting  machine,  a, 
on  a  framework,  by  means  of  which  the  continuous  driving  belts 
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can  be  stretched  while  at  work,  an  arrangement  which  was  con- 
sidered expedient  for  the  safety  of  the  installation. 

The  generators  have  each  twelve  induction  coils ;  twelve  cir- 
cuits are  taken  off  of  these,  and  are  arranged  parallel  to  supply 
the  different  lampa  The  wires  are  led  to  a  switchboard  fixed 
on  the  stage,  from  whence  a  larger  or  smaller  number  of  coils 
can  be  thrown  into  circuit,  and  the  volume  of  light  thereby 
varied.  The  arrangement  in  the  auditorium,  where  128  lamps 
are  fixed,  admits  of  nine  different  grades  of  light,  while  for  the 
stage,  where  the  lights  are  divided,  there  are  seven  flies  with 
sixty  lamps  each  (figs.  419  and  420),  the  power  of  which  can  be 
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varied  in  twenty-one  different  grades.  In  addition,  each  fly,  as 
B,  whole,  can  be  varied  in  three  d^rees  of  light  power,  and  each 
one  of  the  flies  is  fitted,  as  shown  in  figs.  419  and  420,  with 
three  rows  of  colored  lamps,  sixty  in  each  row,  so  as  to  enable 
the  effects  of  morning  or  evening  or  bright  daylight  to  be  pro- 
duced easily. 

The  generators  used  in  this  installation  are  alternate  current 
machines;  an  extended  experience  having  proved  that  the 
lamps  last  much  longer  when  supplied  by  alternate  current  ma- 
chines than  when  supplied  by  continuous  current  machines. 
Experiments  showed  that  with  a  continuous  current  the  carbon 
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filament  of  incandescent  lamps  showed  signs  of  wear  at  the  point 
where  the  positive  current  enters  after  about  500  hours,  produc- 
ing a  black  spot  on  the  globe  (fig.  421).  On  the  other  hand, 
when  working  with  alternate  current  machines,  the  lamps  bum 
without  deterioration  for  1,200  hours  and  upward,  after  which 
time  they  begin  to  show  signs  of  wear  throughout  the  carbon,  a 
slight  deposit  is  formed  on  the  globes,  the  carbon  becomes  thin- 
ner, the  resistance  greater,  and  the  light  less  intensa 

These  experiences  have  been  partly  gained  at  an  installation 
consisting  of  220  incandescent  lamps  at  the  steam  mills  at  Buda- 
Pesth,  and  also  at  another  smaller  installation  of  sixty-four 
lamps  at  the  flour  mills  in  Erlau.  At  the  first  named  place, 
after  ninety-five  days'  working,  the  220  lamps  had  been  burn- 
ing for  980  hours  each,  in  which  time  fifteen  had  failed,  while 
six  more  had  been  accidentally  broken.  At  the  latter  establish- 
ment the  lamps  have  burned  for  over  1,400  hours,  during  which 
time,  according  to  the  manager's  statement,  not  one  lamp  had 
been  destroyed.  These  results  are  very  strong  evidence  in 
favor  of  alternate  current  machines  for  incandescent  lighting, 
since  the  cost  for  light  is  reduced  almost  to  that  of  coal  and 
lubricants. 

The  Zipemowsky  machine  is  equally  suitable  for  arc  lamps. 
At  the  late  electric  exhibition  of  Trieste,  the  Osarda  was  lighted 
with  eight  arc  lamps  so  successfully  that  the  Exhibition  Com- 
mission gave  an  order  for  lighting  the  whole  of  the  grounds 
with  thirty -two  arc  lamps  of  600-candle  power  each.  The  gener- 
ators supplying  this  installation  were  placed  at  Lloyd's  Arse- 
nal, a  distance  of  over  three  miles  from  the  exhibition  grounds, 
which  distance  did  not,  however,  interfere  with  the  successful 
results  of  the  installation. 

The  most  brilliant  effects  in  coimection  with  this  exhibition 
were,  however,  produced  on  board  the  Lloyd  steamer  Berenice, 
which,  on  the  occasion  of  a  visit  by  the  crowned  heads  of 
Austria,  was  most  magnificently  illuminated  with  sixty-two  in- 
candescent and  four  arc  lamps.  The  ship's  deck  was  trans- 
formed into  a  ball  saloon,  beautifully  decorated  and  artistically 
and  most  successfully  lighted. 
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So  8UC5cessf  ul  were  these  experiments,  that  at  present  several 
installations  are  making  for  Lloyd's  steamers.  Several  other 
successful  installations  may  be  mentioned,  one  on  board  the 
troopship  Oustazza,  with  130  incandescent  lamps,  which  has 
given  great  satisfaction  in  Austrian  marine  circles,  and  one  for 
street  illumination  in  Szegedin.  The  main  street,  nearly  a  mile 
long,  leading  to  the  railway  station,  is  lighted  by  20  candle 
incandescent  lamps,  while  the  place  in  front  of  the  station  is 
lighted  by  four  arc  lamps.  This  is  the  first  installation  for 
street  lighting  in  Austria  in  which  the  two  systems  of  lighting 
have  been  adopted  side  by  side,  and  the  result  is  said  to  be 
highly  satisfactory. 


MULLEB'S  MULTIPLB   CUtOUIT  MACHIXE. 

Miiller's  machine,  which  is  shown  in  perspective  in  fig.  422 
and  in  transverse  section  in  fig  423,  furnishes  four  separate  cir- 

^3 


Fig.  423. 

cuits  with  electric  currents  for  as  many  diflEerent  uses.     By 
duplicating  some  of  the  parts  of  the  machine,  the  number  of 
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different  circuits  supplied  may  be  still  further  eztended,  and 
the  currents  used  interchangeably  for  arc  and  incandescent 
lights,  electric  motors,  storage  of  electricity,  and  for  many  other 
purposes  to  which  electricity  is  applied.  The  production  of  a 
number  of  separate  and  distinct  currents  in  one  machine  is  a 
feature  claimed  by  Mr.  Miiller  as  one  of  great  utility. 

This  result  is  secured  by  employing  a  series  of  armature  coils, 
A  (fig.  428),  in  an  armature  wheel  rotating  between  the  poles  of 
two  powerful  multi-polar  field  magnets,  B,  the  several  bobbins 
being  divided  into  series,  each  of  which  is  connected  with  a 
series  of  commutator  bars  forming  commutator  cylinders,  each 
being  provided  with  a  pair  of  collecting  brushes,  which  dehver 
the  current  to  the  circuit  upon  which  it  is  used.  To  economize 
power,  the  armature  coils  are  arranged  diagonal  to  the  poles  of 
the  field  magnet,  which  allows  the  armature  coUs  to  be  removed 
from  the  vicinity  of  the  poles  of  the  field  magnets  with  less 
force  than  would  be  required  were  the  bobbins  exactly  radial; 
and  the  form  of  the  armature  wheel  creates  a  current  of  air 
throughout  the  machine  which  keeps  all  of  the  parts  cooL  The 
machine  in  ordinary  workiog  makes  about  eight  hundred  revo- 
lutions a  minute. 

FERBARIS'S   UNIPOLAR  MACHINE. 

The  general  appearance  of  the  Ferraris  generator  is  similar  to 
Von  Hefner- Alteneck's,  shown  in  fig.  367.  It  has  two  horse- 
shoe magnets,  connected  by  their  ends  of  like  polarity.  Be- 
tween them  are  two  cylindrical  spaces  destined  to  receive  the 
revolving  armatures.  There  are  thus  two  magnetic  fields  of 
different  polarities,  the  one  above  and  the  other  below  the  polar 
expansions  of  the  magnets,  the  lines  of  force  of  which  are  col- 
lected by  the  two  axles  of  the  armatures,  these  axles  being  con- 
nected together  by  two  friction  pulleys,  and  thus  form  a  horse- 
shoe armature,  magnetized  by  the  electro-magnets.  The  axles 
and  pulleys  are  of  soft  iron.  Around  the  axles,  and  insulated 
from  them,  there  are  two  cylindrical  armatures,  composed  of 
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bars  of  copper.  The  armatures  are  insulated  from  the  revolving 
axleS)  and  are  connected  in  tension  in  order  to  double  the  electro- 
motive force  of  the  current 

To  diminish,  as  far  as  possible,  the  friction  of  the  collars  with- 
out having  recourse  to  oil,  which  would  hinder  the  passage  of 
the  current^  the  interior  surface  is  fitted  with  lubricating  rods 
composed  of  an  alloy  of  thallium. 

The  bars  intersect  normally  the  lines  of  force,  which  are 
strengthened  as  much  as  possible  by  filling  the  space  between 
the  axle  and  the  copper  armature  with  small  disks  of  iron.  The 
small  space  between  the  disks  and  the  bars  produces  a  ventila- 
tion sufficient  to  cool  the  armature. 

The  circuit  of  each  branch  of  the  electro-magnets  is  connected 
with  a  commutator,  as  well  as  with  the  conductors  of  the  shunt 
intended  for  excitement  The  magnets  may  be  grouped  at  will 
in  tension  or  in  quantity,  or  in  two  tension  groups  connected 
with  each  other  in  quantity.  There  is  also  a  means  of  changing 
the  system  of  excitement  either  by  derivation  or  by  the  current 
of  an  auxiliary  machine,  and  of  introducing  into  the  exciting 
circuit  resistances  which  serve  to  graduate  the  magnetic  field 
and  the  electromotive  force.  By  means  of  an  intercalated  com- 
mutator the  potential  of  the  current  produced  may  be  varied 
very  widely.  The  machine  may  be  applied,  without  any  modifi- 
cation, to  many  operations  which  require  currents  of  different 
tensions. 

SCHWERD  AND  SGHARKWEBEB'S  CONSTANT  CURRENT 
GENERATOR. 

In  this  machine  the  poles  of  the  magnetic  field  are  reflected 
and  prolonged  inward  so  as  to  act  on  the  inner  portion  of  the 
armatura  In  the  outward  appearance  of  its  magnetic  field  it 
recalls  the  Von  Hefner- Alteneck  machine,  fig.  867. 

The  field  magnets  of  the  latter,  however,  are  made  of  narrow 
pieces  of  wrought  iron  screwed  side  by  side  to  the  end  pieces, 
and  leaving  slits  between  them  for  the  purpose  of  localizing  and 
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obviating  the  induction  of  Foucault  currents.  In  the  Schwerd 
and  Scharnweber  machine  the  field  cores  are  constructed  of  one 
piece  of  cast  iron,  and  the  prolongations  of  the  poles,  by  which 
the  inside  of  the  ring  also  is  made  to  cut  lines  of  force,  form  an 
inward  extension  from  the  iron  caps  bolted  to  the  polea  The 
inner  surface  of  the  armature  revolves  very  closely  to  the  outer 
surface  of  each  prolongation,  which  forms  a  portion  of  a  circle, 
and  thus  the  wire  inside  the  ring  is  acted  upon  by  whatever 
magnetism  there  may  be  present  thera 

The  armature,  which  is  cylindrical  in  shape  and  wound  in 
the  same  manner  as  the  Gramme  ring,  is  fastened  to  the  axis  at 
its  centre.  The  polar  prolongations  extending  inward  from 
each  side,  leave  a  space  at  the  centre,  in  which  a  metallic  spider 
earned  by  the  shaft  can  mova  The  armature  is  secured  to  the 
spokes  of  this  spider,  which  expand  at  their  outer  extremity, 
and  are  fitted  to  the  armsCture  core  at  its  centre,  a  space  being 
left  between  the  sections  of  wire  for  the  purpose. 

H0CHHAUSBN*S  CONTINUOUS  CURRENT  MACHINE. 

The  Hochhausen  generator,  manufactured  by  the  Excelsior 
Electric  Company,  is  shown  in  perspective  in  fig.  424  The 
framework  consists  of  two  thick  plates  of  iron,  cast  in  one  piece 
with  the  base  and  top,  and  expanded  outward  at  the  middle  to 
make  room  for  the  armature.  To  provide  a  bearing  for  the 
pulley  end  of  the  armature  shaft,  the  two  curved  portions  of 
this  frame  are  joined  by  an  arm  bolted  to  each  curved  plate. 
The  bearing  is  at  the  centre  of  this  arm,  which  serves  to  insure 
greater  solidity  in  the  framework.  The  bearing  at  the  commu- 
tator end  of  the  shaft  consists  of  a  strong  A  shaped  standard, 
separately  bolted  to  the  platform.  To  remove  the  armature,  in 
case  repairs  or  changes  are  to  be  made,  it  is  only  necessary  to 
unscrew  this  standard  and  remove  the  pulley  from  the  shaft  of 
the  armature,  which  may  then  be  pulled  out  whole.  The  field 
magnet  cores  are  slipped  inside  the  framework,  and  are  held  in 
place  by  large  bolts  passing  through  the  top  and  the  base  respect- 
ively.   The  flat  plates  of  the  framework,  Ijring  dose  to  the  wire 
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of  the  field  magnet,  act  as  the  outer  portion  of  a  tabular  mag- 
net, or  as  the  back  piece  or  yoke  which  joins  the  two  arms  of 
an  ordinary  IT  magnet 


Fig,  424. 

The  armature  is  of  the  cylindrical  form,  with  laminated  core  ; 
the  same  as  if  made  of  a  number  of  thin  iron  disks  placed  close 
together,  each  disk  being  made  of  four  piecea     Two  of  these 
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quarter  disks  are  shown  separately  in  fig.  425,  which  represents 
two  of  the  four  sections  of  an  armature  core  united  together,  one 
being  partially  dissected.  The  quarter  disks  are  punched  out  of 
thin  sheet  iron  about  one-sixteenth  of  an  inch  thick.  The 
two  denticulations  at  one  end  are  farther  apart  than  those  at  the 
other.  This  is  because  there  are  two  rows  of  holes  in  the  flat 
transverse  pieces,  into  which  they  fit  and  by  which  they  are  held 
in  place.     In  fitting  them  the  narrow  and  wide  dented  ends  are 
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Fig.  425. 

alternated.  Otherwise  it  would  be  necessary  to  make  all  the 
holes  in  a  row,  thereby  greatly  weakening  the  flat  piece.  To 
give  solidity  to  each  section  there  are  three  quarter  circle  pieces 
of  malleable  iron,  one  in  the  middle  and  one  at  each  end, 
all  three  held  firmly  between  the  two  flat  transverse  pieces 
by  screws.  The  pieces  at  either  end  are  rounded,  so  that 
the  wire  may  touch  evenly.  To  prevent  the  quarter  disks  from 
touching  each  other,  a  hole  is  bored  through  every  alternate  one 
and  a  piece  of  wire  is  passed  through  and  bent     The  lower  one 
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in  the  figure  shows  one  of  these  wires.  Sixteen  sections  are 
employed. 

A  marked  advantage  in  this  manner  of  constructing  the  arma- 
ture is  that  the  sections  of  wire  intended  for  the  armature  can 
he  wound  separately  in  a  mould  bobbin.  Not  only  is  the  wind* 
ing  more  easily  done,  but  the  chances  of  its  being  faulty  are 
much  diminished,  and  the  insulation  can  be  more  easily  at- 
tended ta  Fig.  426  shows  one  of  these  sections  ready  to  be 
slipped  on  the  armature  core.  The  outside  layers  are  protected 
by  cotton,  paper,  or  other  material,  and  the  bends  are  tightly 
wound  with  cotton  cloth  and  painted,  so  that  the  section  may 
retain  the  form  given  it  in  the  mould.  The  ends  of  the  wire  are 
also  looped  and  insulated.  To  place  the  sections  on  the  core  one 
of  the  transverse  strips  is  unscrewed  and  they  are  slipped  into 
plaoa  Each  core  section  receives  four  wire  sections.  Fig.  427 
shows  one-half  of  the  armature  core  with  its  wire  sections  in 
place. 

The  core  sections  are  connected  to  each  other  so  as  to  form  a 
ring  by  means  of  screws  which  join  the  contiguous  flat  trans- 
verse pieces  together.  The  holes  for  these  screws  are  shown 
near  the  ends  of  the  flat  pieces  in  fig.  426. 

And  after  two  sections  are  connected  together,  the  ends  of 
the  two  flat  pieces  are  rounded  and  threaded,  as  shown  in  the 
figure.  There  are  four  of  these  screw  tips  at  each  end  of  the 
cylinder,  and  it  is  by  means  of  them  that  the  armature  is 
mounted  upon  its  shaft  For  this  purpose  brass  spiders  are 
used.  These  tips  pass  through  four  holes  in  the  circumference 
of  the  spider,  but  are  insulated  from  the  spider  by  bushings  and 
washers  of  gelatinized  fibre.  Then,  by  means  of  nuts,  the  spiders 
are  firmly  secured  to  the  armature.  The  circumference  of  the 
spider  at  the  commutator  end  of  the  armature  carries  foursquare 
projections  resembling  the  jaws  of  a  lathe  chuck,  into  which  the 
commutator  disk,  fig.  28,  is  received.  The  commutator  seg- 
ments are  insulated  from  each  other  and  from  the  shaft  only  by 
air  spacea  It  is  therefore  easy,  by  slipping  a  piece  of  cardboard 
between  the  segments,  to  dislodge  any  copper  dust,  oil  or  dirt, 
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and  thus  obviate  those  short  circuits  between  segments  which 
sometimes  lead  to  the  baming  of  an  armature  section. 

Each  segment  has  a  tail  piece  disposed  radially  on  the  disk 
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and  screwed  to  it  firmly.  The  disk,  which  is  of  slate  or  soap- 
stone,  has  a  small  hole  near  the  outer  end  of  the  radial  portion 
of  each  segment,  through  which  the  wire  leading  from  each  con- 
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nectioa  between  two  contiguous  sections  of  the  armature  is 
passed,  for  the  puipose  of  making  connections  to  the  commutator. 
These  connections  are  not  soldered,  but  are  made  by  inserting 
the  end  under  a  small  brass  clip,  which,  by  means  of  two  screws, 
holds  it  firmly  against  the  radial  portion  of  the  commutator  seg- 
ment For  convenience,  the  commutator  segments  are  numbered 
in  rotation.  These  clips  are  shown  on  the  radial  ends  of  seg- 
ments 7,  8,  9,  10,  in  fig.  428. 

This  armature  presents  many  advantages  which  will  suggest 
themselves  to  electricians.  Its  laminated  structure,  with  free 
spaces  between  the  wire  sections,  affords  easy  and  effective  ven- 
tilation, by  which  the  armature  is  kept  quite  cool  even  when  run 
for  a  long  time.  Another  advantage  is,  that  the  sections  are  all 
so  nearly  alike  that  the  armature  is  quite  symmetrical  when 


Fig,  428. 

bound  with  fine  wire,  and  consequently  needs  but  little  balanc- 
ing, and  can  be  i-evolved  closely  to  the  field  magnet  The  depth 
of  wire  on  the  outside  of  the  core  is  about  half  an  inch — rather 
more  in  the  larger  and  rather  less  in  the  smaller  ones. 

For  a  machine  adapted  for  25  arc  lights,  the  depth  of  wire  is 
-^j  inch.  The  No.  16  gauge  wire  in  each  section  occupies  11 
lajers  of  22  convolutions  each.  The  diameter  of  the  armature 
is  IS-}*  inches,  only  one-sixteenth  inch  play  being  allowed  between 
it  and  the  field,  which  has  a  diameter  of  18i  inches.     The  total 
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Fig.  429. 
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internal  resistance  of  this  type  of  machine  is  80  ohms,  measured 
at  rest  between  the  binding  posta  When  supplying  25  arc 
lights  through  an  average  circuit,  it  develops  an  electromotive 
force  of  about  1,250  volts  and  a  current  of  10  amperes. 

The  device  for  holding  the  brushes  and  moving  them  back- 
ward or  forward  as  required,  consists  of  a  large  brass  ring,  B  C, 
fig.  429,  held  in  place  by  four  rollers,  rrrr  (fig.  430),  screwed 
into  the  pole  pieces.  This  ring,  therefore,  moves  concentrically 
with  the  commutator,  and  when  it  is  moved,  the  position  of  the 
brushes,  B  B  (fig.  480),  is  varied.  When  the  position  is  to  be 
regulated  by  hand,  a  suitable  insulated  handle  is  attached  to  this 
ring;  but  when  the  regulation  is  accomplished  automatically,  the 
ring  is  provided  with  fine  gear  for  a  portion  of  its  circumference 
at  the  right  hand  side,  as  shown  in  fig.  424. 

Each  brush  holder  is  double,  so  that  there  are  two  brushes  on 
each  side  of  the  commutator.  These  brushes  do  not  touch  the 
commutator  side  by  side,  but  one  is  placed  a  little  in  advance  of 
the  other,  the  space  between  being  equal  to  about  one  segment 
The  function  of  the  second  brush  thus  electrically  connected  to 
the  regular  brush  is  to  short  circuit,  for  an  instant,  each  section  in 
turn  just  as  it  passes  the  neutral  point  in  the  magnetic  field.  It 
is  well  known  that  each  section  of  wire  in  a  Gramme  arma- 
ture, while  it  is  passing  over  the  neutral  point,  constitutes 
an  idle  resistance  for  a  moment  in  each  revolution,  at  which  time 
it  is  not  contributing  its  share  to  the  current  The  use  of  the 
two  brushes  is  to  short  circuit  this  idle  section  and  thus  reduce 
the  internal  resistance.  A  switch  is  used  to  put  the  current  on 
the  external  circuit  or  take  it  off  without  giving  rise  to  injurious 
sparks,  a  diagram  of  which  is  shown  at  the  left  in  fig.  430.  The 
principle  of  this  switch  is  simply  to  short  circuit  the  armature, 
and  cut  off  the  current  from  the  field  magnets  before  the  external 
circuit  is  broken.  For  this  purpose  the  two  metallic  contacts, 
d  d,  are  brought  near  enough  so  that  the  switch  A  may  touch 
them  both  together  when  at  S.  If  the  switch  were  turned  the 
other  way,  the  external  circuit  would  be  closed.  As  it  stands, 
the  external  circuit  is  opened  and  the  armature  short  circuited. 


642 


THE  ELECTRIC  LIGHT. 


Fig,  430. 


THE  REGULATOB. 
THE     REGULATOR. 


643 


It  is  very  desirable  that  the  supply  of  current  should  remain 
constant  in  an  arc  light  circuit,  and  it  is  also  desirable  that  the 
power  consumed  should  diminish  when  some  lights  are  cut  out 


Fig.  431. 

of  the  circuit,  and  for  this  reason  it  is  necessary  to  have  recourse 
to  regulating  methods.  About  the  easiest  is  to  move  the  brushes 
away  from  the  neutral  point  when  less  current  is  required.  By 
this  operation  some  of  the  sections  are  commutated  on  the  wrong 
side,  and  thus  counteract  the  induction  produced,  so  that  the 
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available  electro-motive  force  is  lowered  and  the  current  in  the 
circuit  decreased     If  the  brushes  are  moved  back  90  degrees 
from  their  normal  position,  no  currents  will  be  collected,  as  half 
of  the  sections  will  be  commutated  wrongly  on  both  sides,  and 
will  exactly  neutralize  the  induction  in  the  others.     Thus  it  is 
possible  to  so  adjust  the  brushes  that  any  desired  current  may 
be  produced     When  the  decrease  required  is  very  small,  say 
one  or  two  lights  in  a  circuit  of  ten,  this  method  is  satisfactory 
enough,  and  the  reduction  in  power  required  to  drive  the  genera- 
tor, though  not  so  low  as  with  other  means  of  regulation,  is  j'-et 
nearly  proportional  to  the  decrease.     But  when  the  variation  is 
greater,  the  regulation  is  not  so  economical.     However,  as  the 
majority  of  cases  only  need  a  small  range  of  regulation,  this 
method  answers  very  well,  and  Mr.  Hochhausen  has  applied  it 
to  his  machine  in  a  very  satisfactory  manner.     The  brush-holder 
ring  is  geared  on  a  portion  of  its  circumference,  and  a  pinion,  /, 
(fig.  429),  turned  by  a   small  electro-magnetic  motor,  engages 
these  gears,  causing  the  ring  to  turn,  and  with  it  the  brushes. 
This  miniature  motor  consists  of  a  ring  armature  revolving  be 
tween  two  field  pieces,  F  F  (fig.  429),  which  are  bolted  to  the 
upper  and  lower  polo  pieces  respectively,  and  derive  their  mag- 
netism from  them.     The  speed  is  reduced  by  a  large  wheel,  c, 
which  moves  a  small  pinion,  geared  with  a  larger  wheel  con- 
trolling pinion  /     The  geared  portion  of  the  ring  B  C  is  re- 
moved in  this  figure. 

The  regulation  is  effected  by  a  device  which,  when  the  cur- 
rent in  the  main  circuit  is  too  strong,  causes  the  motor  to  turn 
so  as  to  displace  the  brushes,  or  causes  it  to  move  the  other  way 
so  as  to  give  them  greater  lead  when  the  current  is  too  weak. 
This  controlling  device  consists  of  the  field  magnet,  which, 
acting  upon  an  armature,  controls  the  connections  of  the  motor 
circuit  As  long  as  the  strength  of  current  remains  constant,  the 
power  of  the  field  magnet  remains  the  same,  but  the  instant  the 
current  varies,  the  power  of  the  field  magnet  changes,  and  an 
armature  placed  in  proximity  to  it  detects  these  changes. 

The  apparatus  controlling  the  motor  and  brush  is  enclosed 
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in  the  box  at  the  top  of  figs.  424  and  429 ;  in  the  latter  case,  with 
the  cover  of  the  box  removed.  The  armature  is  pivoted  hori- 
zontally, and  is  connected  directly  with  the  right  binding  post, 
branch  a'  being  given  off  at  this  connection,  however,  to  a  shunt, 
5",  as  more  clearly  shown  in  fig.  480,  in  which  m  is  the  armature 
here  shown  vertically  for  convenience.  Attached  to  the  arma- 
ture m  is  a  small  vertical  metallic  bar,  b  (fig,  429),  which,  when 
the  normal  amount  of  attraction  is  exerted  upon  the  armature, 
presses  equally  on  two  contacts,  c  c',  from  which  wires  8,  9  (fig. 
480)  lead  to  shunts,  E*  E,  and  from  which  wires,  p  p,  also  lead  to 
the  motor. 

Fig.  430,  which  represents  an  elevation  of  the  commutator 
end  of  the  Hochhausen  generator,  also  shows  the  connections  of 
the  field  magnets  and  armature  as  made  in  the  series- wound  ma- 
chines for  arc  lighting. 

Beginning  at  the  negative  binding  post  N,  and  following  the 
circuit  by  the  wires  2,.  8,  eta,  we  come  to  W,  which  at  u  gives 
off  a  branch  (7)  that  goes  to  the  shunt  and  past  the  motor.  At 
V  this  line  divides  into  two  circuits  through  R'  and  B,  through 
8  and  9,  to  c  c\  to  6,  t©  12,  to  P.  Both  sides  of  the  motor  are  of 
the  same  potential,  and  ccJhsequently  it  does  not  move.  If  the 
current  in  the  main  circuit  falls,  then  the  retracting  spring  con- 
trolling the  armature  m  (the  tension  of  this  spring  being  adjusta- 
ble by  a  screw  shown  in  fig.  429),  will  cause  the  armature  to  fall 
back,  and  thus  6  will  be  tilted  until  it  leaves  contact  with  c'.  In  this 
condition  we  find,  on  following  the  circuit  from  v,  that  the  cur- 
rent is  passing  partly  through  B,  9,  c',  to  c,  through  the  motor 
which  would  be  set  in  motion,  and  partly  through  R',  through  8 
to  c.  If  there  were  no  resistance  in  the  coil  R',  then  the  motor 
would  be  short  circuited.  As  it  is,  the  motor  receives  a  current 
due  to  the  difference  of  potential  between  the  two  ends  of  R^. 
On  the  other  hand,  if  the  current  in  the  main  circuit  were  to 
have  been  too  strong,  the  motion  of  the  armature  m  would  be 
such  as  to  tilt  c  out  of  contact.  On  following  the  circuit  from  v 
now,  it  would  be  partly  to  R',  8,  through  the  motor  to  (/,  to  ft, 
and  partly  through  R,  9,  to  c',  and  the  motor  would  move  in  an 
opposite  direction. 
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It  is  seen  that  one  of  the  branches  from  v  always  shunts  a 
greater  portion  of  the  current  past  the  motor.  But  the  branch 
11  to  t;  itself  does  not  receive  all  the  current,  a  portion  being 
shunted  past  through  the  branch  7,  to  shunt  coil  to  11.  The 
latter  shunt  could  be  dispensed  with,  since  there  is  always 
one  of  the  contacts  c'  c  completing  the  circuit,  but  its  use  insures 
the  continuity  of  the  circuit  in  case  of  derangement  of  the  con- 
tact arm  6,  or  from  any  other  cause.  Moreover,  with  this  shunt, 
the  sparks  produced  when  the  platinum  points  c'  c  leave  contact 
are  prevented.  It  will  also  be  understood  that  by  regulating  the 
resistance  of  this  shunt  the  amount  of  current  diverted  through 
the  motor  branches,  and  consequently  the  speed  of  the  motor 
may  be  regulated. 

Although  this  regulation  is  intended  specially  for  use  on  series- 
wound  machines  for  arc  lighting,  Mr.  Hochhausen  also  applies 
it  with  success  to  machines  of  the  same  construction,  but  shimtr 
wound,  manufactured  for  incandescent  lighting.  In  this  case 
the  control  of  the  motor  cannot  be  effected  by  an  armature  sub- 
jected to  the  attractive  influence  of  the  field  magnet,  whose 
strength  increases  inversely  with  the  current  in  the  external  cir- 
cuit instead  of  directly.  A  separate  magnet  is  therefore  used. 
Besides  this,  the  regulation  of  the  current  in  shunt- wound  ma- 
chines is  also  provided  for  by  means  of  a  hand  regulator  (fig. 
431),  by  means  of  which  the  amount  of  resistance  introduced  in 
the  field  magnet  circuit  is  varied. 

The  resistance  coils  are  looped  between  the  contact  segments, 
which  are  arranged  in  a  circle,  and  form  one  continuous  circuit 
Connections  are  made  from  one  binding  post  to  the  first  s^- 1 
ment  on  one  side  and  from  the  other  binding  post  to  the  switch 
lever.  Thus,  supposing  the  right-hand  binding  post  to  connect 
with  the  first  segment  at  the  right,  and  the  left-hand  one  to  con- 
nect with  the  switch  lever,  then,  as  the  switch  stands,  there  are 
three  of  the  resistance  coils  included  in  the  field  magnet  circuit 
In  one  of  tlie  shunt- wound  machines,  the  switch  lever  of  the 
field  resistance  regulator  was  attached  by  way  of  experiment  to 
the  brush-holding  ring,  and  thus  the  same  movement  sufficed  to 
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adjust  the  brashes  and  regulate  the  resistance  in  the  field  mag- 
net 

Mr.  Hochhausen  has  devised  a  very  simple  form  of  ampere 
metre  for  use  with  the  arc  light  machine,  in  order  to  enable  the 


ng.  483. 
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attendant  to  determine  readily  the  amount  of  current  in  circuit 
and  see  how  perfectly  the  regulation  of  the  supply  of  current  is 
effected.  The  current  is  made  to  pass  up  or  down  through  a 
flat  strip  of  copper  placed  between  two  magnetic  needles  swing- 
ing on  the  same  pivot,  and  weighted  so  as  to  maintain  a  vertical 
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position  when  no  current  is  passing.  The  two  needles  are  mag- 
netized to  the  same  power,  but  their  poles  are  relatively  opposed, 
so  as  to  make  an  astatic  combination.  This  eliminates  the 
action  of  the  earth's  magnetism,  and  also  any  other  disturbing 
magnetic  influence.  The  scale  is  graduated  in  ampdres  by  actual 
comparison  with  a  standard. 

The  Hochhausen  machines  are  made  in  six  types.  Na  1 
series  wound  produces  one  light  of  2,000  candlea  Na  6  series 
wound  supplies  26  arc  lights  of  2,000  candles  (nominal),  and 
shunt  wound  250  incandescent  lamps.  The  speed  of  the  latter 
machine  is  760  revolutions  per  minute. 


WOODS  AUTOMATIC  CUEtRENT  REGULATOR. 

This  apparatus,  which  is  manufactured  by  the  Fuller  Elec- 
trical Company,  of  New  York,  is  intended  to  regulate  the  current 
of  dynamo-electric  machines  constructed  for  arc  lighting.  The 
object  is  to  provide  a  means  of  automatically  reducing  the  cur- 
rent in  circuit  when  one  or  more  lights  are  extinguished,  and 
automatically  increasing  it  when  the  lamps  are  again  interposed. 
Fig.  482  represents  a  front  elevation,  and  fig.  433  a  side  view, 
with  a  portion  of  the  frame  e  broken  away.  The  operation  of 
this  apparatus  is  as  follows:  The  electro-magnet  V  t,  seen  on  the 
side  e  of  the  generator,  which  is  interposed  in  the  main  circuit, 
attracts  an  armature,  u,  this  attraction  being  opposed  by  a 
spring,  the  movement  of  which  is  retarded  by  a  dash-pot  In 
case  one  or  more  lights  are  turned  off,  and  the  resistance  of 
the  circuit  thereby  decreased,  the  electromagnet  t  i  becomes 
more  strongly  enei^zed,  attracting  its  armature  u,  which, 
through  the  agency  of  the  lever  v,  presses  the  inside  rim  of 
the  friction  wheel  w  against  the  roller  x,  that  is  on  the  end  of 
the  armature  shaft  A^  which,  by  means  of  gearing,  causes  the 
brushes  to  be  moved  toward  the  minimum  pointy  until  there 
has  been  a  sufficient  reduction  in  the  strength  of  the  cuirent, 
and  consequently  in  the  attractive  force  of  the  electro-magnet 
<  t,  to  allow  the  spring  to  again  pull  the  lever  to  its  intermediate 
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position.  In  case  one  or  more  lamps  are  turned  on,  the  resist- 
ance of  the  circuit  will  be  increased,  the  strength  of  the  electro- 
magnet i  t  will  be  proportionately  diminished,  and  the  spring, 
acting  in  opposition  to  it,  will  press  the  outside  rim  of  the  fric- 
tion wheel  w  against  the.  roller  x,  causing  the  brushes  to  move 
toward  the  maximum  point,  until  the  current  and  also  the  elec- 
tro-magnet t  t  again  assume  their  normal  strength.  When  all 
the  lights  are  turned  on  and  the  machine  is  running  at  its  proper 
speed,  the  brushes  will  assume  their  maximum  position.  In 
case  the  speed  of  the  machine  should  be  diminished  while  the 
full  number  of  lights  are  burning,  thus  reducing  the  current, 
the  regulator  would  automatically  tend  to  move  the  brushes  to 
a  position  beyond  the  maximum  point  in  its  endeavor  to  main- 
tain the  current  required  to  operate  the  full  number  of  lamps. 
As  the  brushes  cannot  be  moved  further  than  to  the  maximum 
point,  the  electro-magnet  t  t  would  diminish  in  strength,  in- 
creasing the  friction  and  tending  to  wear  the  wheel  w  at  the 
point  of  contact  with  the  roller  x.  To  prevent  this,  the  wheel 
y,  that  gears  directly  with  the  sector  of  the  yoke  holding  the 
brushes,  is  so  proportioned  that  it  only  makes  -J  of  a  revolution 
in  moving  the  brushes  from  the  maximum  to  the  minimum 
point  It  has  a  pin,  «,  on  its  side,  which  engages  with  a  projec- 
tion, ;?',  on  the  lever  v,  raising  it  so  as  to  automatically  relieve 
the  pressure  from  the  friction  wheels  w  a;,  thus  obviating  the 
tendency  to  wear.  Another  advantage  that  the  regulator  has 
over  others  is  that  the  wheel  y  is  graduated  around  its  periph- 
ery so  as  to  represent  the  number  of  lights  the  machine  is  in- 
tended to  operate.  As  this  wheel  assumes  a  position  depending 
entirely  on  the  niimber  of  lights  in  circuit,  the  figures  on  the 
rim  act  as  an  index  to  inform  the  engineer  of  the  number  of 
lights  his  machine  is  operating.  In  case  several  lights  are  ex- 
tinguished at  once,  the  electro-magnets  are  energized  to  a  con- 
siderable extent  beyond  their  maximum  power,  increasing  the 
pressure  proportionately  on  the  friction  wheels  and  causing 
them  to  move  very  much  faster  than  would  be  the  case  if  but 
one  or  two  lamps  were  extinguished.  *  It  will  also  be  seen  that 
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the  inside  rim  of  the  friction  wheel  w  is  only  about  one-half 
the  diameter  of  the  outside  rim.  The  advantage  of  this  con- 
struction is  twofold ;  Jirsi^  the  inner  rim,  which  is  the  smallest, 
moves  the  brushes  toward  the  minimum  point  in  a  direction  in 
which  the  commutator  is  revolving,  requiring  the  least  power,  as 
the  friction  of  the  brushes  on  the  commutator  assists  it,  while 
the  outer  rim,  which  has  the  greatest  leverage,  moves  the  brashes 
in  a  direction  opposite  to  that  in  which  the  commutator  is  re- 
volving, requiring  the  most  power,  and  moves  more  slowly  to 
the  maximum  point ;  and  second^  as  it  is  essential  that  the  extra 
current  be  turned  off  as  rapidly  as  possible  when  lights  are  ex- 
tinguished, and  when  lamps  are  put  in  circuit  that  the  current 
be  turned  on  more  slowly  so  as  to  prevent  sparking.  This  ob- 
ject is  exactly  attained  by  the  apparatus  described.  The  r^u- 
lator  is  so  instantly  effective  in  its  operation  that  from  one  to 
the  full  number  of  lights  on  a  fifty-light  dynamo  may  be 
turned  off  at  once  without  endangering  the  safety  of  the 
machine. 

Mr.  Wood  has  also  designed  an  electro-magnetic  apparatus 
for  use  in  connection  with  the  automatic  current  regulator, 
which  is  placed  in  the  main  circuit,  and  connected  with  the  cur- 
rent regulator  in  such  a  manner  as  to  automatically  shunt  more 
or  less  of  the  current  from  the  electro-magnet  t  L  The  object 
of  this  apparatus  is  to  increase  the  sensitiveness  of  the  regulator, 
so  that  the  slightest  change  in  the  strength  of  the  current  will 
cause  a  far  greater  change  in  the  strength  of  the  regulator  mag- 
net t  (,  making  its  operation  in  one  direction  or  the  other  more 
rapid. 

colburn's  machine. 

Fig.  484  represents  the  Colbum  dynamo-electno  machine  for 
electric  lighting.  The  frame  of  the  machine  consists  of  a 
strong  iron  case  with  the  cores  of  the  field-magnets  inclined 
toward  the  centre,  all  cast  in  one  pieca  The  arrangement  of 
the  field-magnets  is  sucIl  that  the  armature  is  constantly  in  a 
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Strong  magnetic  field     Fig.  436  represents  a  form  of  electro- 
plating machine  in  whicli  the  cores  of  the  field-magnets  are 


Fig.  436. 

made  of  wrought  iron,  and  fig.  486  represents  another  form  in 


Jf^,  48t. 
which  they  are  made  of  malleable  cast-iron.     Fig.  437  repre- 
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senta  a  machine  designed  for  experimental  purposes,  and  for  use 
in  schools  and  colleges.     Fig.  488  shows  a  form  of  generator 
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designed  for  telephone  exchange  use;  for  ringing  bells  and  drop- 
ping annunciators ;  and  is  said  to  be  capable  of  satisfactorily 
working  the  longest  trunk  linea 


THE  CABELLA  ARMATURE. 

The  axle  of  the  Cabella  armature  is  covered  with  an  insulat- 
ing coating,  in  which  are  fixed,  in  suitable  grooves,  numerous 
little  plates  of  copper  cut  from  a  sheet  of  -J^  of  an  inch  in  thick- 
ness, in  the  form  of  a  rectangular  merimeter  wanting  one  of  its 
greater  sides.  In  one  of  these  armatures  there  are  800  plates  of 
the  form  indicated,  having  a  uniform  breadth  of  IJ  inchea 
These  are  held  in  their  place  by  wedges  of  vulcanite  compressed 
between  the  successive  plates.  The  system  of  spirals  of  copper 
around  the  iron  core  forms  a  continuous  spiral  precisely  as  in 
Pacinotti's  ring,  and  the  entire  resistance  is  very  small.  The 
advantages  oflEered  by  the  Cabella  armature  are,  besides  the 
smallness  of  its  resistance,  its  solid  and  compact  structure,  which 
renders  its  disarrangement  by  centrifugal  force  difficult,  and 
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permits  the  convex  surface  to  be  approximated  to  within  ^  of 
an  inch  of  the  internal  sides  of  the  cavity.  One  of  these  arma- 
tures, of  the  diameter  of  two  inches,  has  been  recentlj  substituted 
for  the  Edison  armature  in  the  cavity  of  its  inductor  in  an 
Edison  Z  machine,  used  to  feed  60  Edison  A  lamps,  that  is  to 
say,  of  16  candle  power  each.  On  giving  a  speed  of  1,050  rev- 
olutions per  minute,  there  was  obtained  a  current  sufficiently 
intense  to  keep  burning  with  a  beautiful  clearness  150  of  such 
lamps,  arranged  in  16  derivations,  with  ten  lamps  in  parallel 
series  in  each.  This  result  has  been  repeatedly  obtained  in 
trials,  at  which  competent  judges  have  been  present  by  invita- 
tion, and  who  are  of  opinion  that  the  armature  constitutes  a 
very  notable  progress  in  the  construction  of  induction  machines, 
and,  consequently,  in  the  production  of  the  electric  light 

lumlet's  machine. 
The  armature  of  the  Lumley  machine  is  built  up  of  a  number 
of  disks  punched  from  thin  plates  of  the  best  charcoal  iron.  The 
interval  spokes  or  teeth  of  these  plates  are  let  into  a  gun-metal 
frame  attached  to  the  steel  spindle,  and  each  plate  is  separated 
from  its  neighbors  by  a  brass  ring.  The  armature  is  then 
firmly  attached  to  the  axle,  by  collars  and  nuts.  It  is  then 
coiled  with  wire,  wound  in  such  a  manner  as  to  bring  both 
ends  of  the  coil  upon  the  outer  surface  of  the  wire.  The  ends  of 
the  coils,  18  in  number,  are  passed  through  a  metal  collar  or 
sleeve  which  acts  as  a  bearing  at  one  end  of  the  machine,  and 
are  then  inserted  into  holes  in  the  commutator  bars,  which  are 
slit  through,  the  ends  being  then  firmly  screwed  down,  thus 
holding  the  wires  tight  This  is  a  convenient  and  simple  way 
of  attaching  the  coils  to  the  commutator.  The  field-magnets 
are  of  an  ordinary  shape,  the  cores  being  of  cast-iron  and  form- 
ing part  of  the  frame.  In  each  pole-piece  is  an  opening  for  the 
purpose  of  ventilatioa  The  special  construction  of  the  arma- 
ture is  also  favorable  for  keeping  it  cool.  The  length  of  the 
armature  is  9  inches ;  outside  diameter  8J  inches ;  number  of 
sections  of  wire,  18;  resistance  of  armature,  shunt  machine, 
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.079  ohma;  series  machine,  about  1  obm.  The  resistance  of 
electro-magnets,  shunt  machine,  7,8  ohms;  series  machine, 
about  1  ohm.  The  electro:  motiye  force  of  the  former  at  the 
terminals,  whendriveb  at  about.,1,680  revolutions  per  minute, 
is  46.25  volts^  and  the  current  74.2  amperes,  the  machine  being 
adapted  for  68  Swan  lamps  of  20  candle  power  each.  The  size 
of  the  irachine  -is  2  feet  9  inches  X  2  feet  5  inches  X  1  foot  2 
inches,  and  the  total  weight;  4i  cwt  The  chief  advantages 
claimed  for  the  Lumley  machine  are  good  ventilation,  absence 
of  Foucault  currents  and  great  strength  of  armature,  enabling  it 
to  be  safely  driven  at  high  speed,  and  cheapness. 

CHEBTEMPS  AND  DANDEU  ALTEBNATING  CURBENl?  ilAOHINE. 

This  machine  consists  of  two  series  of  six  coils  each  arranged 
on  the  end  plates,  constituting  the  inductor  ;  a  series  of  six 
other  coils  arranged  on  a  plate  between  constitute  the  induced 
part,  which  is  stationary;  the  plates  with  the  inducing  coils 
revolva  The  machine  is  self  exciting — the  exciting  current 
being  obtained  from  one  of  its  induced  coils,  the  current  of 
which  is  made  to  flow  in  one  direction.  For  this  purpose  the  cur- 
rent of  one  of  the  coils  is  brought  to  the  brushes  and  passes  into 
the  inducing  coils,  passing  through  a  commutator  which  at  each 
moment  sends  it  in  the  direction  required.  In  order  to  render 
combinations  of  circuits  possible  at  every  moment,  the  circuit  of 
each  induced  coil  is  brought  separately  to  two  terminals  on  the 
upper  plate  of  the  machine,  where  it  can  be  employed  either 
separately  or  in  combination  with  the  othera  A  piece  of  metal 
forming  a  slide  facilitates  these  combinations.  Each  of  these 
circuits  at  starting  passes  into  two  little  coils  furnished  with  an 
armature  which,  when  lowered,  unites  the  two  poles  of  the  cir- 
cuit of  the  coiL  The  result  of  this  arrangement  is,  that  when 
a  coil  is  not  furnished  with  an  outer  circuit  through  which  a 
current  passes,  the  armature  connects  the  two  poles  and  closes 
the  circuit;  as  soon  as  an  outer  circuit  is  formed  the  electro- 
magnet acts  and  raises  its  armature,  so  that  the  outer  circuit 
alone  remains  and  receives  all  the  current    This  is  necessary 
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because  the  alternating  machines  of  this  type,  unlike  the  oon- 
tinuous  ones,  require  less  force  when  the  circuit  oflEers  less 
i*esistance.  In  these  systems  if  the  circuit  is  broken,  the 
machines  immediately  absorb  a  great  deal  of  force  which  they 
transform  into  heat  in  the  iron  cores  of  the  coils ;  it  is  desirable, 
therefore,  that  such  an  occurrence  should  be  impossible,  and 
that  the  circuit  should  be  automatically  closed  upon  itself  if  it 
happened  to  be  opened  externally ;  this  is  the  advantage  of  the 
Ghertemps  and  Dandeu  apparatus.  This  machine,  like  the 
Gramme,  easily  produces.^  the  high  tensions  generally  required 
from  an  apparatus  of  the  kind ;  it  is  coiled  with  wires  of  some- 
what small  diameter  and  ot  rather  high  resistance,  being  con- 
structed to  act  at  long  distances.  Experiment  shows  that  the 
force  absorbed  increases  almost  in  proportion  to  the  electrical 
work  produced,  which  is  advantageous  for  the  full  utilization  of 
the  motors.  The  machine  is  very  compact  and  of  small  dimen- 
sions, and  when  revolving  at  a  speed  of  1,800  revolutions,  10 
Jablochkoff  candles  were  lit  and  maintained  in  steady  action. 

Weston's  dynamo  ELEcriBio  machine. 

Mr.  Edward  Weston  has  for  many  years  been  known  as  an 
ingenious  and  successful  inventor,  designer  and  constructor  of 
dynamo-electric  generators,  botb  for  electro-plating  and  electric 
lighting.  In  fact  the  greater  portion  of  electro-plating  in  aQ 
parts  of  the  world  is  now  done  by  Weston  machines.  Mr. 
Weston's  dynamos  of  both  classes  have  gained  a  wide  reputa- 
tion for  their  compactness,  excellent  mechanical  construction 
and  durability,  as  well  as  for  their  electrical  efficiency.  For 
these  reasons  it  has  been  thought  desirable  to  give  a  somewhat 
extended  account  of  his  work  in  this  line,  and  to  illustrate  some 
of  the  typical  forms  which  have  been  developed  by  him  from 
time  to  time,  for  although  the  Weston  machines  of  different 
classes  present  certain  resemblances  in  detail  to  the  machines  of 
Lontin,  Siemens,  Gramme  and  others,  they  nevertheless  contain 
many  other  features  of  distinct  and  positive  originality. 
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As  early  as  1872,  Mr.  Weston,  who  was  then  engaged  in  the 
general  business  of  electro-plating  in  New  York  City,  finding 
that  the  results  of  the  operation  of  the  dijSercnt  dynamo-electric 
generators  then  available  in  the  market,  as  observed  by  him  in 
daily  use,  were  not  satisfactory,  undertook  to  construct  a  machine 
to  be  used  for  the  ordinary  requirements  of  his  business.  This 
first  machine  was  essentially  of  the  Gramme  type,  but  it  con- 
tained some  modifications  which  served  to  increase  its  efficiency 
in  the  execution  of  the  paiticular  work  to  be  performed  by  it. 
During  the  following  year  he  constructed  another  machine  which 
was  essentially  a  Ladd  generator,  the  field  of  force  being  main- 
tained in  the  main  field  coils  by  the  action  of  an  independent 
armature.  Both  these  machines  did  very  good  service  in  com- 
parison with  others  then  in  use,  although  much  difficulty  was 
experienced  from  the  development  of  heat  in  the  armature, 
which  was  a  common  fault  with  all  machines  of  this  class  at 
that  date.  In  1873  and  1874  Mr.  Weston  tried  still  another 
form,  which,  in  all  essential  respects,  was  a  modified  Siemens  ma- 
chine, the  most  important  change  being  in  the  particular  con- 
struction of  the  armature,  in  which  the  sectional  principle  was 
introduced.  This  was  done  in  order  to  interrupt  and  break  up 
the  so-called  Foucault  currents,  the  circulation  of  which  within 
the  mass  of  the  armature  is  the  principal  cause  of  the  develop- 
ment of  the  excessive  heat  which  had  been  so  troublesome  in 
the  machines  before  in  usa  As  Mr.  Weston  was  not,  at  this 
time,  in  a  position  to  afford  the  expense  of  making  dies  for 
stamping  out  wrought  iron  sections  of  the  proper  form,  he  re- 
.  sorted  to  the  expedient  of  making  the  armature  of  soft  cast  iron, 
in  the  well  known  form  of  the  Siemens  I  armature,  and  then 
forming  deep  transverse  grooves  in  it  at  short  distances  apart, 
these  grooves  being,  of  course,  at  right  angles  to  the  direction  of 
the  wire  wound  upon  the  armature,  and  to  the  direction  of  the 
Foucault  currenta  Very  satisfactory  results  were  realized  by 
these  machines,  of  which  four  of  medium  size  were  constructed 
during  the  years  1878  and  1874,  one  of  them  being  used  in 
mckel-plating  in  his  own  establishment 


658  THE  ELECTBIC  UQHT. 

About  this  time  Mr.  Weston  concluded  to  dispose  of  his 
plating  business,  and  determined  to  devote  his  attention  exda- 
si  vely  to  the  manufacture  of  dynamo-electric  machines  for  electro- 
plating purposes,  as  it  was  evident  that  there  was  a  great  de- 
mand for  a  better  class  of  machines  for  this  work  than  had  hith- 
erto been  available.  With  this  view  he  associated  himself  with 
the  firm  of  Stevens,  Roberts  &  Havell,  of  Newark,  New  Jersey, 
and  commenced  a  course  of  experiment  and  investigation  with  a 
view  of  developing  a  compact,  efficient  and  low-priced  genera- 
tor especially  adapted  for  the  purpose  in  view.  Among  other 
experimental  machines  constructed  at  this  time,  it  may  be  of 
interest  to  mention  one  which  embodied  the  essential  character- 
istics, and  in  fact  was  a  prototype  of  a  machine  which  has  since 
attracted  a  good  deal  of  attention.  In  this  machine  the  arma- 
ture comprised  a  cylindrical  wooden  drum  fixed  upon  the 
revolving  shaft,  upon  which  a  series  of  iron  rings  were  placed 
side  by  side,  throughout  its  whole  length,  separated  from  each 
other  by  layers  of  paper.  A  copper  disk  was  placed  at  one  end 
of  the  drum  and  the  longitudinal  wires  were  soldered  to  this 
disk.  A  spiral  commutator,  the  sections  of  which  were  so  ar- 
ranged as  to  have  an  obliquity  of  nearly  half  its  circumference, 
was  made  use  of.  This  was  found  to  be  an  excellent  machine 
so  far  as  its  performance  was  concerned,  but  was,  necessarily,  too 
costly  in  its  construction  to  serve  the  purpose  then  in  view. 
The  course  of  experiments  which  has  been  referred  to  finally  re- 
sulted, in  1875,  in  the  production  of  the  well  known  Weston 
electro-plating  machine  As  this  generator  is  not  well  adapted 
for  lighting  purposes,  it  is  not  deemed  necessary  to  give  a  de- 
tailed description  of  it  in  this  place,  but  only  to  refer  to  it  so 
far  as  it  forms  a  link  in  the  chain  of  circumstances  which  led  to 
the  ultimate  development  of  the  more  recent  electric  light  gen- 
erators of  the  same  inventor. 

The  external  appearance  of  the  Weston  plating  machine  is 
well  represented  in  figure  489.  Internally  it  consists  of  a  gitnip 
of  revolving  armatures  projecting  radially,  at  equal  distances,  bom 
a  hub,  the  poles  of  which  armature  rotate  in  front  of  the  pdesof 


Weston's  dynamo  electric  machine.  659 

an  equal  number  of  stationary  electro-magnets,  also  radially  ar- 
ranged. The  last  named  electro-magnets  are  affixed  to  and  pro- 
ject convergently  from  the  interior  of  the  cylindrical  iron  shell, 
G  (figure  439),  being  secured  thereto  by  bolts  as  shown.  The 
shaft,  E,  which  passes  through  the  centre  of  the  cylindrical  por- 
tion of  the  machine,  carries  at  one  end  a  pulley  which  is  driven 
by  a  belt,  D,  and  upon  the  other  end  a  sectional  commutator,  F, 
with  two  brushes  or  collectors,  I  I.    In  this  machine  both  the 
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armatiure  and  field  magnets  are  in  a  single  circuit,  to  the  termi- 
nals of  which  the  flat  copper  conducting  strips,  A  A,  are  at- 
tached. 

This  has  proved  to  be  in  practice  a  very  cheap,  durable  and 
efficient  machine,  especially  as  its  parts  when  worn  or  injured 
may  be  easily  and  cheaply  replaced  without  special  skill.  The 
manifold  advantages  which  it  presented  over  the  older  forms 
were  so  well  appreciated  by  electro-platers,  that  it  has  had  an 
extensive  sale  not  only  in  the  United  States  and  Europe,  but  in 
almost  every  part  of  the  civilized  world.  It  was,  in  fact,  the  first 
dynanK)-electro  machine  of  any  kind  which  may  have  been  said 
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to  have  been  entirely  successful  in  a  commercial  point  of  view. 
It  received  awards  at  the  Centennial  Exhibition  in  1876,  and  at 
the  Paris  Exhibition  in  1878. 

A  special  feature  which  has  contributed  largely  to  the  success 
of  this  machine  is  the  automatic  centrifugal  governor  or  regu- 
lator, an  ingenious  device  by  which  the  reverse  current  due  to 
the  polaiization  in  the  electro- plating  bath  is  prevented  from  en- 
tering and  reversing  the  polarity  of  the  machine,  in  case  it  is 
stopped  after  having  been  some  time  in  operation.  The  disas- 
trous effects  of  such  a  reversal  to  the  articles  in  course  of:  being 
plated,  had  been  a  very  serious  objection  to  the  use  of  dynamo- 
electric  machines  for  that  purpose,  especially  when  intrusted  to 
the  hands  of  unskilled  or  careless  workmen. 

In  or  about  the  year  1875,  the  subject  of  electric  lighting  by 
means  of  currents  from  dynamo-electric  machines  b^an  to  ex- 
cite interest,  and  a  considerable  degree  of  attention  was  paid  to 
the  subject  by  different  inventors  both  in  Europe  and  in  the 
United  States.  Mr.  Weston  early  foresaw  the  important  re- 
sults that  were  likely  to  flow  from  this  development  of  the 
dynamo-electric  machine,  and  as  the  electro-plating  generator  to 
which  we  have  referred  was  not  suitable  for  such  purposes,  it 
became  necessary  to  enter  upon  a  new  course  of  investigation, 
with  a  view  of  producing  a  machine  especially  adapted  for 
producing  the  arc  light  Among  the  early  experimental  ma- 
chines for  this  purpose  constructed  by  Mr.  Weston  was  one 
having  an  armature  of  the  Facinotti,  better  known  as  the 
Gramme  type,  and  another  which  was  essentially  a  modification 
of  the  Bomilly  machine,  in  which  the  armature  was  made  up  of 
separate  rings,  capable  of  being  independently  wound  and  after- 
wards connected  together.  Several  other  machines  were  made 
in  1876,  essentially  of  the  type  since  brought  out  in  Europe 
as  the  Meritens.  One  of  these  was  used  as  an  electric  motor, 
for  propelling  a  torpedo  boat  which  was  oonstructed  for  the 
United  States  Navy  Department  in  1879,  and  another  similar 
one  was  furnished  to  the  department  in  188Q.  The  efficienqr 
of  these  motors,  which  were  of  about  six  hone  power,  is  shawa 
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by  the  fact  that  a  speed  of  12.4  miles  per  hour  was  actually  at- 
tained in  trials  made  by  the  officers  of  the  government  at 
different  times. 

Another  form  of  generator,  presenting  a  number  of  features 
of  special  interest,  was  devised  and  constructed  by  Mr.  Weston 
in  1877,  in  which  the  armature  coil  was  wound  upon  a  hollow 
drum  or  carrier  of  non-magnetic  material  {papier  mache  being 
the  material  preferred  in  practice),  and  this  armature  coil  was 
made  to  rotate  in  a  magnetic  field  between  the  poles  of  two 
stationary  field  magnets,  and  also  around  a  stationary  electro- 
magnet situated  within  the  hollow  carrier.  This  carrier  was  in 
the  form  of  a  cylinder,  and  was  provided  with  perforations  at  its 
ends  and  in  its  periphery,  thus  making  use  of  the  centrifugal 
force  due  to  the  rapid  rotation  of  the  coil  to  establish  currents 
of  air,  the  air  being  drawn  into  the  carrier  through  the  perfora- 
tions at  the  ends  and  expelled  tangentially  from  the  perforations 
in  the  periphery,  thus  dissipating  the  greater  part  of  the  heat 
generated  in  the  machine  when  in  operation.  This  will  be 
recognized  as  the  operative  principle  of  the  well  known 
centrifugal  fan  or  blower.  Its  application  to  the  rotating  arma- 
ture, whereby  the  latter  is  itself  made  to  form  a  fan  or  blower, 
for  preventing  the  working  parts  of  the  machine  from  becoming 
overheated,  is  certainly  a  very  novel  and  ingenious  one.  In 
this  machine  the  pole  pieces  were  also  divided  into  sections  by 
deep  grooves  cut  entirely  through  them,  in  a  direction  at  right 
angled  to  the  axis  of  the  revolving  armature.  The  external  or 
field  magnets,  the  rotating  armature  coils  and  the  stationary  mag- 
net within  the  armature  coils  were  all  connected  together  in  a  sin- 
gle circuit  By  a  modification  of  the  circuit  connections  of  this 
machine,  two  wholly  distinct  external  circuits  may  be  formed. 

In  this  connection  it  should  be  mentioned  that  an  independ- 
ent fan  blower  had  already  been  used  by  Mr.  Weston  for  the 
same  purpose,  having  been  applied  by  him  to  a  large  plating 
machine  as  early  as  1876. 

The  generator  which  has  been  described  was  found  to  be  a 
most  efficient  and  excellent  machine,  so  far  as  its  performance  was 
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concerned,  but  the  expense  of  its  construction  was  so  great  in 
proportion  to  its  capacity  that  eflEorts  were  continued  in  the 
hope  that  an  equally  efficient  machine  of  less  costly  construction 
might  be  devised.  Experiments  with  this  generator,  in  which 
the  wire  of  the  armature  moved  while  the  core  remained  sta- 
tionary, showed  that  it  was  as  necessary  to  divide  the  iron 
armature  into  sections  as  when  the  whole  mass  was  rotated. 

In  1877  Mr.  Weston  also  brought  out  his  sectional  disk 
armature,  which  has  since  formed,  perhaps,  the  principal  distin- 
guishing characteristic  of  the  machine  built  by  him  for  lighting 
purposes.  Fig.  440  is  a  perspective  view,  showing  the  appearance 
of  the  body  of  this  armature  after  the  several  separate  disks 
have  been  assembled  together  and  mounted  upon  the  axis,  in 
readiness  to  receive  the  conducting  wira      It  will  be  seen  that 


Fig,  440. 


each  disk  is  provided  with  a  number  of  projections  upon  its 
periphery,  giving  it  the  general  outline  of  a  cog  wheel  These 
projections  serve  to  separate  the  groups  of  coils  from  each 
other,  and  also,  when  assembled,  form  the  exterior  poles  of  the 
armature.  Each  disk  is  perforated  with  holes  for  admitting  air 
from  the  ends  of  the  armature  into  narrow  openings  or  spaces 
which  are  left  between  the  disks.  By  this  means  the  mass  of 
iron  which  forms  the  armature  is  subdivided  into  so  many  sepa- 
rate masses  that  the  establishment  of  induction  currents  within 
it  is  effectually  prevented.  Each  one  of  these  disks  is  slit 
radially  at  one  point  in  its  periphery,  in  order  to  prevent  the 
formation  of  a  rotary  induction  current  within  the  disk  itselt 
The  particular  construction  of  this  armature,  as  now  made,  will 
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be  more  fully  described  hereafter  in  coDnection  with  some  of 
the  more  recent  forms  of  the  Weston  machine.  The  method 
of  winding  employed  in  this  armature  was  quite  similar  to  that 
of  the  well  known  Siemens  or  Alteneck  armature ;  that  is  to 
say,  the  wire  passes  longitudinally  along  one  of  the  grooves 
parallel  to  the  axis  and  across  one  end,  returning  by  the  corre- 
sponding and  diametrically  opposite  groove  on  the  other  side. 

The  peculiar  form  of  commutator  used  upon  the  Weston 
machine  at  this  time  is  well  shown  in  figs.  440  and  441.  Gener- 
ally speaking  it  is  similar  to  the  commutators  of  the  Siemens 
and  Gramme  machines,  but  it  differs  materially  from  these  in 
construction  by  virtue  of  the  fact  that  the  separate  insulated 
segments  of  which  it  is  composed  are  arranged  helically  on  the 
shaft,  and  are  separated  merely  by  air-spaces,  and  no);  by  solid 
insulating  materials.  By  reason  of  this  peculiar  disposition  of 
the  commutator  segments,  the  rubbing  edges  of  the  collectors  or 
brushes  are  always  in  contact  with  two  segments  of  the  commu- 
tator, whatever  may  be  the  angular  position  of  the  armature. 
By  this  means  greater  uniformity  in  the  strength  of  the  cur- 
rent is  secured. 

At  an  early  period  Mr.  Weston  adopted  a  peculiar  form  of 
collectors  or  brushes,  which  he  has  since  continued  to  use. 
These  are  made  up  of  ten  or  twelve  thin  curved  sheets  or  plates 
of  rolled  copper,  slit  at  the  ends  so  as  to  form  three  parallel  fin- 
gers, and  held  against  the  commutator  at  such  an  angle  that  the 
edges  of  each  individual  sheet  of  the  whole  bundle  pressed 
against  the  surface  of  the  rotating  commutator.  The  collectors 
are  mounted  upon  a  movable  support  in  such  a  manner  that  the 
strength  of  the  current  and  of  the  magnetic  field  may  be 
adjusted  within  certain  limits  to  the  work  to  be  done,  by  varjring 
the  angular  position  of  the  collectors,  so  as  to  place  them  by 
trial  in  the  position  of  maximum  efiiciency. 

During  the  year  1877  Mr.  Weston  adopted  a  special  tjrpe  of 
generator  for  lighting  purposes.  This  machine  included  most 
of  the  improvements  which  have  already  been  described,  and 
Its  general  construction  will  be  understood  without  difficulty 
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from  the  perspective  view  given  in  figure  441.  In  this  will  be 
seen  many  of  the  essential  characteristics  which  have  been 
referred  to,  such  as  the  sectional  armature  and  sectional  pole- 
pieces,  the  spiral  commutator,  and  the  adjustable'  brushes.  In 
this  machine  a  change  was  also  made  in  the  electrical  connec- 
tions of  the  generator.  This  modification  was  in  accordance 
with  a  suggestion  originally  made  by  Professor  Wheatstone, 
who,  in  a  communication  to  the  Boyal  Society,  in  February, 
1867,  proposed  that  instead  of  the  entire  current  only  a  portion 
should  be  made  to  traverse  the  main  electro  magnet  of  the 
dynamo  machine  for  the  purpose  of  maintaining  the  field  of 
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force.  The  advantage  of  this  construction  is,  that  the  machine 
is  rendered  much  less  sensitive  to  changes  in  external  resistance 
of  the  circuit  with  which  it  is  connected,  than  when  the  arma- 
ture and  field  are  connected  in  series.  When  the  shunt-wound 
machine  is  in  action,  and  a  variation  in  resistance  occurs  in  the 
external  circuit,  the  machine  in  a  great  measure  adjusts  itself  to 
the  changed  conditions.  If,  for  example,  the  resistance  increases, 
the  resistance  of  the  field  coils  necessarily  becomes  a  smaller 
fraction  of  the  total  resistance  in  circuit,  and  hence  a  greater 
portion  of  the  current  is  diverted  through  them.   This  of  course 
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intensifies  the  field  and  the  electro-motive  force  of  the  current 
generated  by  the  revolution  of  the  armature  is  correspondingly 
increased,  so  as  to  overcome  the  resistance  in  the  external  circuit. 
On  the  other  hand  a  diminution  of  the  external  resistance  causes 
more  current  to  flow  through  it  and  less  through  the  coils  of  the 
field  magnet  Hence  the  electro-motive  force  of  the  machine  is 
in  this  case  reduced,  and  the  current  falls  off  in  a  corresponding 
ratio.  An  incidental  advantage  of  this  method  of  winding  is 
that  dynamos  of  the  same  dimensions  may  readily  be  wound 
with  wires  of  different  thicknesses,  and  it  therefore  presents 
advantages  to  the  manufacturer,  as  it  enables  him  to  produce 


machines  capable  of  generating  currents  differing  widely  in  elec- 
tro-motive force  and  volume  without  changing  in  any  way  the 
essential  construction  or  dimensions  of  a  given  type  of  machine. 
Figure  442  is  a  front,  and  fig.  443  a  rear  view  in  perspective 
of  the  earlier  machines  of  the  construction  which  Mr.  Weston 
has  finally  adopted  as  a  standard.  Although  the  general  form 
of  the  preceding  machine  has  been  retained,  it  will  be  noticed  that 
there  are  some  marked  changes  in  the  details  of  construction. 
The  pole  pieces  are  made  heavier  and  are  brought  somewhat 
nearer  together  than  before,  thus  inclosing  a  greater  portion  of 
ike  circumference  of  the  armature.    Instead  of  a  commutator 
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having  a  small  number  of  sections  arranged  helically,  as  in  the 
machine  last  described,  a  great  number  of  sections  are  employed 
corresponding  to  an  equal  number  of  coils  upon  the  armature, 
and  the  commutator  segments  are  made  parallel  to  the  axis  of 
the  armature  in  the  ordinary  manner.  This  machine  was  some- 
what changed  and  improved  in  its  mechanical  construction, 
although  not  essentially  altered  in  its  working  parts,  in  the 
early  part  of  1881,  at  which  time  the  present  standard  Weston 
machine  was  first  put  upon  the  market 

This  machine,  which  is  shown  in  Figs.  444  and  445,  has  been 
very  carefully  studied,  not  merely  in  its  general  electrical  and 


Fig.  443. 


mechanical  design,  but  in  all  its  details.  The  general  construc- 
tion and  arrangement  of  the  Weston  machine  of  1879  are  re- 
tained, but  nun^erous  minor  modifications  and  improvements 
have  been  made,  which  add  materially  to  its  efficiency.  The 
mechanical  design  has  been  much  improved  in  one  important 
respect,  by  casting  the  supports  for  the  armature  bearings  in- 
tegral with  the  pole  pieces,  thus  securing  the  greatest  possible 
strength  and  rigidity  for  the  frame.  At  its  commutator  end  the 
armature  bearing  is  supported  only  from  the  lower  pole  piece, 
as  the  strain  upon  the  bearing  at  that  end  is  comparatively 
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small,  and  this  construction  enables  tlie  commutator  to  be  left 
open,  so  as  to  be  readily  accessible.  The  bearing  adjacent  to 
the  driving  pulley  is,  however,  supported  by  projections  from 
both  the  upper  and  lower  pole  pieces,  arranged  in  the  form  of 
an  arch,  as  shown  in  Fig.  445.  As  a  closed  magnetic  circuit 
would  be  formed  between  the  pole  pieces  if  the  projecting  sup- 
ports were  brought  directly  together  at  the  shaft,  thus  diverting 
the  lines  of  magnetic  force  from  the  armature,  a  heavy  brass 
bushing  surrounding  the  shaft  is  interposed  between  the  sup- 
ports and  firmly  secured  to  them  by  bolta  The  general  arrange- 
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ment  of  the  machine,  as  will  be  seen  from  the  illustrations,  is 
at  once  symmetrical  and  elegant,  and  in  fact  the  design  leaves 
little  to  be  desired,  either  from  a  mechanical  or  electrical  point 
of  view. 

The  most  important  of  the  distinctive  features  of  the  Weston 
machine  is  the  sectional  armature,  which  has  already  been  re- 
ferred to,  and  which  is  retained  in  the  present  machina  The 
grooves  for  holding  the  wire  are  made  of  less  depth  than  in  the 
earlier  machine,  in  order  to  bring  the  wire  of  the  armature  nearer 
to  the  pole-pieces  of  the  field  magnets,  which  has  been  found  to 
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increase  the  efficiency,  and  the  shape  of  the  end  pieces  has  been 
improved.  The  armature  core  is  built  up  of  iron  disks,  as 
shown  in  Fig.  446,  each  disk  being  of  the  form  shown  in  the 
upper  part  of  the  same  figure,  at  the  left  These  are  secured 
together  side  by  side  upon  the  armature  shaft,  but  separated 
from  each  other  so  as  to  leave  narrow  spaces  between  them. 
These  spaces  serve  not  only  to  break  up  the  continuity  of  the 
core  and  thus  prevent  the  formation  of  induced  currents,  but 
also  form  the  ventilating  spaces  for  the  escape  of  air  from  the 
interior  of  the  armature.     The  armature  is  made  to  act  as  a  ceu* 


Fig,  445. 

trifugal  blower,  in  the  manner  already  explained,  in  order  to 
maintain  a  circulation  of  air  through  the  core  and  about  the 
coils,  which  dissipates  whatever  heat  may  be  generated  in  them. 
The  armature  wires  are  spread  apart,  where  they  pass  across  the 
heads  of  the  armature  by  means  of  flanged  plates  (shown  some- 
what removed  from  the  head  of  the  armature  in  Fig.  446),  so  as 
to  leave  an  opening  around  the  shaft  for  the  admission  of  air, 
which  passes  into  the  interior  of  the  armature  and  is  expelled 
through  the  spaces  between  the  coils  by  centrifugal  force.  With 
a  sectional  armature  and  this  system  of  ventilation,  no  trouble 
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whatever  is  experienced  from  heating  of  the  core  or  coils,  al- 
though the  development  of  heat  in  machines  of  this  type,  having 
solid  armature  cores,  was  formerly  so  great  as  to  be  an  almost 
insuperable  obstacle  to  their  use.  The  armature  when  complete, 
with  its  ooils  connected  to  the  commutator,  is  shown  in  Fig.  447. 


Fig.  446. 

The  great  increase  in  the  number  of  sections  in  the  commutator 
reduces  the  sparking  at  the  brush  contacts  and  prevents  the  cur- 
rent from  discharging  across  from  one  brush  to  the  other.  The 
number  of  sections  formerly  used  was  eight ;  in  the  present  ma- 
chines, from  forty-eight  to  one  hundred  and  forty  are  used. 


Fig,  447. 

As  the  intensely  of  the  spark  at  the  commutator,  as  well  as  the 
smoothness  of  the  current,  depends  largely  upon  the  method  in 
which  the  armature  ooils  are  wound  and  connected  to  it,  Mr. 
Weston  has  bestowed  much  attention  upon  different  systems  of 
winding  as  applied  to  cylindrical  armaturea  The  continuous 
winding  of  the  coils  in  a  single  closed  circuit,  with  loops  taken 
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out  to  the  suGcessiye  commutator  sectionsi  which  was  introduced 
by  Gramme,  was  undoubtedly  a  very  great  improvement  upon 
any  system  which  had  before  been  used ;  but  it  is  obvious  that 
this  winding  cannot  be  applied  to  a  cylindrical  armature  with- 
out considerable  modificatioUi  since  in  winding  coils  upon  a  cyl- 
inder, each  coil  fills  up  two  diametrically  opposite  spaces,  so  that 
the  entire  surface  of  the  cylinder  is  covered  in  winding  half  way 
round,  while  only  half  as  many  loops  are  taken  off  at  the  junc- 
tions of  the  coils  as  there  should  be  sections  in  the  commutator. 
To  overcome  this  diAculty,  Mr.  Weston  devised  the  system  of 


^"^ 


^.448. 

winding,  of  which  a  diagram  is  given  in  fig.  448.  For  the  sake 
of  simplicity,  only  eight  coils  are  shown  in  the  illustration,  but 
it  is  obvious  that  the  same  principle  may  be  applied  to  any  other 
even  number.  If  it  is  assumed  for  instance,  that  the  winding 
commences  at  a,  the  coils  follow  the  course  indicated  by  the 
full  lines,  and  at  each  place  where  the  wire  passes  from  one  coil 
to  another,  a  loop  is  taken  off  for  connection  with  a  correspond- 
ing segment  of  the  commutator.  After  winding  four  ooils,  it 
will  be  observed  that  all  of  the  spaces  on  the  armature  have  been 
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occupied,  while  there  are  onlj  four  loops  for  attachment  to  the 
commutator,  while  there  should  be  eight  In  order,  therefore, 
to  supply  the  remaining  four  loops,  a  second  set  of  coils  is  wound 
as  shown  by  the  broken  lines,  and  additional  loops  are  taken  off 
in  the  same  way  until  the  entire  surface  of  the  armature  has 
again  been  gone  over,  after  which  the  last  terminal  of  the  second 
set  of  coils  is  connected  to  the  entering  terminal  of  the  first  set 
at  a.  Supposing  now  that  the  brushes  are  in  contact  with  com- 
mutator plates  connected  with  m  m,  the  course  of  the  current 
through  Uie  coils  may  be  traced  by  following  the  direction  indi* 


Ffg,  449. 

eated  by  the  arrows.  If  this  is  done,  it  will  be  seen  that  the 
current  divides  and  passes  through  the  coils  on  each  side  of  the 
dividing  line  from  m  at  the  right,  to  m  on  the  other  side.  If 
any  other  pair  of  diametrically  opposite  loops  be  taken,  the  cur- 
rent will  Le  found  to  follow  a  similar  coursa  By  covering  the 
entire  surface  of  the  armature  with  the  first  set  of  coils,  and  then 
again  with  the  second,  the  second  set  of  coils  are  superposed 
upoiL  the  first,  in  a  manner  which  will  be  understood  by  refer- 
ence to  fig.  449,  which  represents  a  transverse  section  through 
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the  armature.  The  white  circle  indicates  the  wires  of  the  second 
set  of  coils,  and  the  black  ones  those  of  the  first.  This  arrange* 
ment,  however,  was  found  objectionable  in  practice,  as  the  coQs 
of  the  second  set  were  not  only  longer  than  those  of  the  fiist, 
but  were  nearer  to  the  poles  of  the  field  magnet,  and  moved 
faster  on  account  of  being  further  from  the  shaft  Hence,  the 
two  sets  of  coils  were  not  electrically  balanced,  and  an  objection- 
able spark  was  produced  at  the  commutator.  This  difficulty  was 
overcome  by  the  expedient  of  winding  the  coils  of  the  two  seta 


ng.  450. 

side  by  side,  as  shown  m  the  diagram,  fig.  450.  In  this  method 
of  winding,  each  coil  occupies  the  same  relative  position  with 
reference  to  the  armature  core  and  the  field ;  and  a  perfect  elec- 
trical balance  is  obtained,  by  reason  of  which  the  spark  at  the 
commutator  is  reduced  to  a  minimum.  A  modification  of  this 
method  of  winding  which  is  shown  in  diagram  in  fig.  451,  has 
been  found  to  be  more  convenient  to  wind,  and  in  some  respects 
more  efficient  in  its  operation.  In  this,  the  coils  of  the  two  sets 
are  alternately  superposed,  so  that  both  sets,  as  a  whole,  are  sub- 


Weston's  dynamo  eleotbio  machine.  673 

jected  to  precisely  the  same  conditions,  and,  of  course,  are  elec- 
trically balanced.  With  machines  of  the  improved  type  when 
wound  in  this  way,  the  spark  on  the  commutator  is  hardly  per- 
ceptible. In  fig.  462,  an  ingenious  mode  of  connecting  the  coils 
to  the  commutator  is  shown,  which  is  designed  for  use  in 
machines  of  high  electro-motive  force,  such  as  are  used  for  arc- 
lighting  circuits.  In  machines  having  commutators  of  this  gen- 
eral type,  the  coils  are  sometimes  burned  by  the  accidental  short 
circuiting  of  two  adjacent  commutator  sections.  In  the  arma- 
ture represented  in  figure  452,  there  are  two  distinct  sets  of 


Fig.  4dl. 

coils,  distinguished  by  the  white  and  black  lines  respectively, 
which  alternate  throughout  the  circumference.  These  are  con- 
nected to  alternate  plates  of  the  commutator  in  the  manner 
shown.  It  is  obviously  impossible  to  short  circuit  any  coil  by 
connecting  adjacent  sections  of  the  commutator,  while  the  chance 
of  an  accidental  connection  being  formed  between  three  consecu- 
tive sections  is  very  small. 

The  unusual  rigidity  of  the  frame,  and  the  great  accuracy 
¥rith  which  the  mechanical  work  on  these  machines  is  done,  ren- 
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ders  it  pcMSsible  to  run  the  armatare  with  an  extremely  small 
clearance  between  its  surface  and  the  pole-pieces  of  the  field. 
The  cores  and  pole-pieces  of  the  field  magnets  are  made  very 
heavy,  so  as  to  maintain  an  intense  field,  with  comparatively 
little  expenditure  of  current  energy ;  and  the  pole  projections 
on  the  armature  bring  a  part  of  the  magnetic  material  of  the 
core  almost  directly  into  contact  ¥rith  the  pole-pieces,  so  as  to 
concentrate  all  the  lines  of  force  traversing  the  field  directly 
upon  the  armature.  All  of  these  features  of  construction  con- 
tribute to  the  ability  of  this  machine  to  produce  the  requisite 
electro-motive  force  with  very  small  internal  resistance,  and  at 
a  comparatively  low  speed* 


The  ratio  between  the  resistance  of  the  armature  and  the 
normal  resistance  of  the  exterior  or  working  circuit,  in  these 
machines,  is  about  one  to  forty,  indicating  the  remarkably  small 
waste  of  only  2|  per  cent  of  the  total  current  energy  in  the 
armatura  The  plan  of  placing  the  field  coils  in  derived  circuit, 
instead  of  in  the  main  circuit,  has  already  been  referred  to. 
This  arrangement  of  the  field,  as  we  have  seen,  was  suggested  at 
an  early  period  in  the  history  of  the  dynamo  machine,  but  its 
advantages  have  not  until  quite  recently  been  properly  appie- 
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dated.  The  field  ooils  are  made  of  comparatively  high  resist- 
ance,  so  as  to  divert  into  the  field  circuit  only  a  very  small 
fraction  of  the  total  current  (varying  from  2^  to  6  per  cent  in  the 
different  machines).  From  the  construction  of  the  machine  there 
can  be  but  little  mechnical  resistance  offered  by  the  air,  and  the 
friction  at  the  journals  is  also  quite  small  The  twenty-light  arc 
machine  runs  at  900  turns  per  minute,  and  gives  a  current  of 
about  18  to  20  amperes  with  twenty  lamps  in  circuit,  having  an 
average  resistance  of  1^  ohms  each,  or  in  all,  SO  ohms.  The 
mechanical  energy  required  to  effect  this  work  is  about  14 
horse  power.  This  indicates  an  extremely  high  efficiency, 
probably  higher  than  has  been  attained  in  any  similar  ma- 
cbinei 

The  Weston  machine  for  supplying  incandescent  electric 
lamps  is  of  the  same  general  type,  and  is  equally  efficient  in 
its  performance.  It  has  been  very  carefully  designed  in  all  its 
details  and  is,  in  one  respect  at  least,  entirely  unique. 

Incandescent  lamps  are  arranged  in  multiple  ai*c  or  parallel,  in- 
stead of  in  series,  and  hence  it  is  important  that  the  electro-mo- 
tive force  at  the  machine  should  be  kept  constant,  while  the 
quantity  or  volume  of  current  should  vary  directly  as  the  num- 
ber of  lamps  which  are  being  supplied  from  the  machine. 

It  is  obvious,  that  with  a  generator  of  constant  electro-motive 

force,  a  system  of  incandescent  lights  would  be  entirely  self -re- 

E 
gulating;  for  since  C».~,  if  E  be  constant,  C  will  vary  in- 

versely  as  R ;  but  in  the  multiple  arc  system  of  distribution,  the 
resistance  varies  inversely  as  the  number  of  lamps  in  circuit ; 
and  accordingly  with  E  constant,  C  varies  directly  as  the  number 
of  lamps,  assuming  of  course  that  all  the  lamps  are  alike  in  their 
resistance. 

In  any  dynamo-electric  machine,  a  variation  in  the  ex- 
ternal resistance  reacts  upon  the  quantity  or  volume  of  the 
current  generated,  and  in  addition  to  this,  the  electro-motive 
force  of  the  current  is  affected  by  variations  in  the  quantity,  so 
that  any  considerable  increase  or  decrease  in  the  number  of 
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lights  in  circuit)  materially  varies  the  strength  of  the  cnrrent 
passing  through  the  remaining  lamps  and  makes  a  readjustment 
of  the  machine  necessary.  Begulators  of  various  kinds  have 
been  used  to  overcome  this  difficulty,  which  operate  to  vary  the 
strength  of  the  field  to  compensate  for  changes  in  the  number  of 
lamps  in  circuit  Such  devices,  whether  manual  or  automatic, 
are  obviously  objectionable,  as  they  not  only  oomplicate  the  ap- 
paratus, but  they  cannot  be  relied  upon  in  all  cases  to  act  quick- 
ly enough  to  protect  the  lamps  in  case  of  a  sudden  increase  in 
the  current 

Mr.  Weston  has  succeeded  in  constructing  a  machine  of  which 
the  electro-motive  force  is  constant  under  all  variations  in  the 
resistance  of  the  external  circuit,  and  is,  therefore,  practically 
independent  of  the  quantity  of  the  current  The  most  sudden 
and  extreme  fluctuations  in  quantity  seem  to  exert  no  apprecia- 
ble influence  upon  the  electro-motive  force.  It  has  been  found 
that  with  the  100  machine,  99  of  the  lamps  may  be  switched  out 
at  once  without  endangering  the  remaining  lamp  or  perceptibly 
affecting  its  brilliancy.  This  is  a  most  remarkable  result,  and 
its  practical  importance  in  connection  with  the  incandescent  sys- 
tem of  lighting  can  hardly  be  overestimated. 

In  order  to  accomplish  this  end  a  number  of  changes  were 
made  in  the  form  and  in  the  proportion  of  the  different  parts  of 
the  machina  It  was  found  to  be  essential  to  construct  it  in 
such  a  manner  that  the  inductive  influence  of  the  field  magnets, 
by  which  the  polarity  of  the  armature  core  is  largely  deter- 
mined, shall  so  far  preponderate  over  the  inductive  influence  of 
the  currents  traversing  the  coils  of  the  armature,  as  to  practi- 
cally neutralize  the  effect  of  the  latter,  or  at  least  to  cause  the 
polar  line  of  the  field  and  that  of  the  armature  to  be  practically 
coincident  at  all  times  during  the  normal  operation  of  the  ma- 
chine within  the  limits  of  the  strength  of  current  which  it  is  de- 
signed to  maintain.  The  attainment  of  this  result  is  materially 
aided  by  reducing  the  internal  resistance  of  the  armature  coils 
to  the  lowest  possible  point,  and  eliminating  as  far  as  possible 
all  local  action  therefrom.     In  fact  if  it  were  possible  to  con- 
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struct  an  armature  having  coils  without  appreciable  resistance, 
no  other  modification  of  the  ordinary  machine  would  be  neces- 
sary. In  order  to  secure  the  necessary  coincidence  between  the 
polar  lines  of  the  field  magnet  and  the  armature  in  the  most 
economical  and  efficient  manner,  Mr.  Weston  makes  use  of  mas- 
sive and  powerfully  excited  field  magnets,  provided  with  the 
improved  pole  pieces  of  contrary  magnetic  polarity  enclosing 
between  them  a  cylindrical  armature  of  the  general  construction, 
which  has  already  been  described.  The  diameter  of  this  arma- 
ture is  such  as  to  nearly  fill  the  cylindrical  space  between  the 
poleS;  which  latter  are  brought  considerably  nearer  together 
than  in  the  ordinary  form  of  machina  By  reason  of  this  pe- 
culiar construction  the  magnetic  circuit  between  the  pole  pieces 
is  practically  closed,  and  the  lines  of  magnetic  force  are  but 
slightly  deflected  as  they  pass  through  the  armature  from  one 
pole  of  the  field  magnet  to  the  other.  The  sectional  construc- 
tion of  the  armature  core,  which  is  composed  of  a  series  of  de- 
tached disks  as  already  explained,  prevents  the  circulation  with- 
in it  of  Foucault  currents,  which  would  otherwise  tend  to  disturb 
the  proper  position  of  the  polar  line.  The  armature  is  wound 
with  conductors  of  unusually  large  cross  section,  and  these  are 
disposed  about  it  in  the  smallest  possible  number  of  convolutions, 
this  being  important,  not  only  to  reduce  to  a  minimum  the  mag- 
netizing influence  of  the  armature  coils  upon  the  core  in  propor- 
tion to  the  exterior  inductive  influence  of  the  field  magnet, 
but  to  reduce  the  resistance  of  the  armature  conductor  itself  to 
the  lowest  possible  point.  The  principle  of  this  machine  will, 
perhaps,  be  more  readily  understood  by  a  consideration  of  the 
magnetic  condition  of  the  core  of  an  ordinary  cylindrical  or  an- 
nular armature,  having  its  coils  wound  in  a  direction  parallel  to 
its  axis  of  rotation.  In  this  case  the  position  of  the  polar  line, 
that  is  to  say,  of  a  straight  line  passing  through  the  axis  of  the 
armature  and  through  the  opposite  points  of  maximum  mag- 
netic attraction  in  the  armature  core  during  the  normal  opera- 
tion of  the  machine,  is  determined  by  two  forces ;  first,  the  cur- 
rents traversing  the  coils  of  the  armature  and  the  corresponding 
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currents  circulating  within  the  body  of  the  armature  itself,  both 
of  which  conspire  to  establish  the  polar  line  at  right  angles  to 
the  polar  line  of  the  field,  and  second,  the  polarity  due  to  the 
inductive  magnetic  influence  of  the  field,  which  tends  to  estab* 
lish  a  polar  line  in  the  armature  coincident  with  its  own.  These 
forces  acting  in  a  direction  perpendicular  to  each  other  tend  to 
fix  the  resultant  polar  line  of  the  armature  in  a  direction  be- 
tween the  two  normal  directions  indicated,  the  actual  angular 
position  depending  upon  the  relative  strength  of  the  two  forces. 
That  this  is  true  will  be  obvious  upon  consideration  of  the  fact 
that  in  all  prior  dynamo  machines  the  diametrical  line  upon 
which  the  collectors  touch  the  commutator,  when  adjusted  to  re- 
ceive the  maximum  strength  of  current,  is  always  more  or  less 
in  advance  of  the  line  joining  the  theoretical  maximum  points, 
which  is  a  line  at  right  angles  to  the  polar  line  of  the  field.  It 
will  be  found  that  in  all  cases  they  are  more  or  less  advanced  in 
proportion  to  the  strength  of  current  induced  in  the  armature, 
as  compared  with  the  consequent  magnetizing  influence  exerted 
thereby  in  a  direction  at  right  angles  to  the  action  of  the  field 
magnet  No  doubt  the  irregular  rise  and  fall  of  the  electro- 
motive force,  observable  in  many  dynamo  machines,  arises 
largely  from  this  angular  displacement  of  the  polarity  of  the  ar- 
mature, the  effect  of  which  is  to  reduce  the  number  of  lines  of 
force  cut  by  the  coils  in  the  same  manner  as  by  the  removal  of  the 
field  magnets  to  a  greater  distance  from  the  armature.  Mr. 
Weston  discovered  that  by  properly  observing  the  conditions 
above  indicated  in  the  construction  of  his  machine  it  was  pos- 
sible to  bring  the  polar  line  of  the  armature  into  close  coinci- 
dence with  the  polar  line  of  the  field,  and  thus  to  make  the 
actual  points  of  maximum  potential  upon  the  commutator  cor- 
respond with  the  theoretical  points,  rendering  it  possible  to  vary 
the  external  resistance  to  any  extent  within  the  working  limits 
of  the  machine,  without  perceptibly  changing  the  electro-motive 
force  or  potential,  as  measured  at  the  terminal  of  the  armature 
circuit  Such  a 'machine  may  be  run  in  either  direction  without 
altering  the  position  of  the  brushes,  and  so  long  as  the  speed 
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of  the  rotation  of  the  armature  is  kept  constant  there  will  be  no 
perceptible  variation  in  potential. 

The  armature  of  this  machine  is  wound  in  a  peculiar  manner, 
so  as  to  bring  an  even  number  of  convolutions  into  each  single 
layer,  each  convolution  being  connected  with  a  separate  commu- 
tator section.  This  is  done  by  winding  side  by  side  a  portion 
of  the  convolutions  in  pairs  and  another  portion  singly,  begin- 
ning alternately  from  opposite  sides  of  the  same  end  of  the 
cylinder  and  afterwards  uniting  the  convolutions  in  such  a  man- 
ner as  to  form  a  single  circuit 

DE    romilly's  ICAOHINE. 

The  De  Romilly  generator,  which  has  been  mentioned  in  con- 
nection with  Mr.  Weston's  early  investigations,  was  patented  in' 
France,  in  1866.  This  invention,  which  embodies  some  of  the 
most  valuable  discoveries  in  the  science  of  dynamo-electricity, 
is  described  in  the  patents  as  follows : 

When  we  cause  a  metallic  plate  to  pass  before  the  pole  of  a 
magnet,  perpendicularly  to  the  axis  of  this  magnet,  whether  the 
movement  is  reciprocal,  or  whether,  having  the  form  of 
a  disk,  it  revolves  without  interruption  before  the  poles, 
there  are  set  up  in  this  place  induced  currents  perpendicular  to 
the  direction  of  movement,  and  of  the  same  sign,  before  and 
after  the  passage  in  front  of  the  pola  This  phenomenon,  which 
was  discovered  by  Arago,  has  received  the  name  of  magnetism 
of  rotation,  or  magnetism  of  movement  It  is  the  collection  and 
utilization  of  induced  currents,  which  are  produced  when  a 
metal  plate  passes  before  the  pole  of  a  magnet,  perpendicular  to 
its  axis — currents  which  are  setup  perpendicular  to  the  direction 
of  the  passage  of  the  current — that  is  to  say,  the  collection  and 
utilization  of  those  currents  due  to  what  is  named  magnetism  by 
movement,  or  magnetism  of  rotation,  which  I  propose  to  reserve 
by  the  present  patent  Induced  currents,  which  up  to  the  present 
time  have  been  utilized  by  employing  artificial  or  natural  mag- 
nets, have  always  been  produced  by  the  successive  reciprocations 
of  a  bar  of  soft  iron  carrying  one  or  several  wires  coiled  in  a 
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direction  perpendicular  to  its  axis,  and  passed  in  front  of  the 
inductor  magnet  in  such  a  way  as  to  be  magnetized  or  demag- 
netized rapidly  (as  in  the  Clarke  and  Alliance  machines),  or  they 
have  been  produced  by  the  passage,  and  the  successiye  and  rapid 
interruptions  of  a  current  from  a  voltaic  battery,  in  an  inductor 
wire,  coiled  round  a  bar  of  soft  iron,  and  itself  covered  with  a 
coil,  in  which  is  set  up  the  induced  current  (as  in  induction 
coils  or  Bumkhorff  machines).  Here  it  is  necessary  to  pass 
before  the  pole  of  a  magnet,  or  between  the  two  poles  of  a  mag- 
net, a  piece  of  metal  of  high  conductivity — a  plate  or  a  copper 
wire,  for  example — and  to  collect  the  current  thus  obtained 
Experiments  made  up  to  the  present  time  have  been  conducted 
with  revolving  disks,  or  with  plates  passing  and  repassing  be- 
fore the  poles.  The  currents  thus  produced  are  very  weak, 
which  has  rendered  it  im{)ossible  to  collect  them  so  as  to  employ 
them  as  ordinary  induced  currents.  What  renders  the  current 
so  feeble  is,  in  the  first  place,  the  continuity  of  the  plate  or  disk, 
which  allows  it  to  be  dispersed  with  extreme  facility,  so  that  only 
a  small  part  can  be  taken  off  to  demonstrate  its  existence. 

To  obviate  this  inconvenience,  it  would  suffice  to  pass  before 
the  pole  a  succession  of  wires,  separated  from  each  other,  and 
each  extremity  of  which  would  communicate  with  a  fixed  conduc- 
tor that  would  come  in  contact  successively  at  the  moment  of  their 
passage  before  the  pola  The  current  would  thus  be  produced 
successively  on  the  passage  of  each  separate  wire  before  the 
inductor  pole,  without  any  part  being  lost,  as  is  the  case  with  a 
continuous  plate.  This  current,  very  feeble  when  the  wire 
passes  before  a  single  pole,  is  greatly  increased  when  it  passes 
between  two  opposite  poles. 

I  now  assume  that  it  is  possible  to  connect  each  of  these 
separate  wires  to  the  adjacent  wire,  in  such  a  way  that  the  car- 
rent  obtained  in  one  may  be  in  the  same  direction,  and,  as  it 
were,  a  continuation  of  that  which  is  obtained  in  the  other ;  in 
this  manner  a  kind  of  battery  would  be  obtained,  each  wire  of 
which  would  represent  an  element.  To  arrive  at  this,  we  cause 
to  revolve  between  two  poles  of  the  same  name— both  north  or 
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both  south — a  plate  of  soft  iron  covered  with  well  insulated 
wirOi  and  coiled  in  such  a  manner  that  the  flattened  spirals  in 
this  iron  core  are  presented  perpendicularly  to  an  imaginary  line 
joining  the  two  poles,  and  perpendicular  also  to  the  line  indi- 
cating the  direction  of  movement  of  the  plata  The  soft  iron 
will  thus  assume  a  polarity  contrary  to  that  of  two  similar  poles. 
The  passage  of  the  plate  covered  with  wire  will  give  rise,  on  the 
one  side,  to  a  current  procured  by  the  wire  travelling  before  a 
north  pole,  for  example,  and  a  south  pole  is  produced  in  the 
plate  itself  by  the  influence  of  the  fixed  pole,  while  on  the  oppo- 
site side  of  the  plate  there  is  set  up  in  the  coil  of  wire  a  contraiy 
current  produced  by  the  passage  in  the  same  direction  before  a 
south  pole,  resulting  from  the  influence  on  the  soft  iron  plate, 
and  the  other  fixed  north  pole.  The  semi-spirals  on  one  face  of 
the  plate  partake  of  the  same  movement  as  the  semi^irals  of 
the  other  face,  in  a  contrary  position,  referred  to  a  fixed  pole, 
and  the  pole  produced  by  induction. 

This  is  precisely  what  is  required  in  order  that  the  currents 
which  have  to  flow  around  the  core  may  form  at  each  semi-coil, 
at  each  coil,  and  throughout  the  series  of  coils,  a  continuation  of 
each  other.  If,  then,  we  suppose  a  long  plate  of  soft  iron  thus 
surrounded,  and  passing  between  two  similar  poles  on  the  two 
extremities  of  the  coil,  being  connected  by  a  conductor  to  a  gal- 
vanometer, this  latter  will  indicate  the  presence  of  a  continuous 
current  as  long  as  the  plate  moves  in  the  same  direction,  but 
which  will  be  interrupted  when  the  movement  is  arrested,  and 
which  will  take  the  contrary  sign  when  the  plate  travels  in  the 
opposite  direction.  The  sign  of  the  current  can  also  be  changed 
by  the  introversion  of  the  poles,  by  the  direction  of  the  move- 
ment, and  also  by  the  direction  of  winding  the  coils  to  the  right 
or  left  Further,  this  wire  coiled  singly,  can  be  covered  by  a 
second  wire  wound  parallel  to  it,  aild  brought  back  over  itself, 
so  as  to  surround  the  soft  iron  core  several  timea  Each  thick- 
ness of  the  coil  superposed  will  add  its  current  to  that  of  the 
preceding  coil.  In  this  manner,  instead  of  a  feeble  current,  we 
shall  have  one,  the  energy  of  which  will  depend  on  the  power 
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of  the  magnets,  on  their  proximity,  on  the  purity  of  the  soft 
iron  core,  on  the  number  of  superposed  coils,  and  upon  the  velo- 
city of  movement 

Now  to  consider  an  arrangement  which  will  make  this  process 
practical,  and  by  which  one  can  collect  the  induction  currents  of 
which  we  have  been  speaking.  Instead  of  a  soft  iron  plate,  we  will 
take  a  plate  curved  in  such  a  way  as  to  form  a  cylinder,  of 
which  the  diameter  is  much  greater  than  the  height  We  will 
connect  this  cylinder  by  radial  arms  converging  from  one  side  to 
a  rigid  shaft  passing  through  the  centre  of  the  cylinder ;  this 
shaft  will  rest  in  bearings  in  which  it  may  revolve  rapidly.  The 
cylinder,  entirely  open  within,  has  thus  only  one  of  its  sides 
partially  occupied  by  the  radial  arms,  that  serve  to  fix  it  to  the 
central  shaft  This  arrangement  allows  of  winding  longitudi- 
nally nn  the  cylinder,  a  copper  wire  covered  with  an  insulating 
material.  We  will  first  assume  only  half  the  circumference  of 
the  cylinder  to  be  thus  covered,  then  we  will  place  in  close 
proximity  to  one  side  of  the  cylinder,  two  magnets,  each  formed 
of  a  bar  of  steel  magnetized ;  the  similar  poles  of  these  two 
magnets — ^the  north,  for  example— are  opposite  to  one  another, 
and  allow  the  iron  cylinder,  one  half  of  which  is  surrounded 
with  insulated  wire,  to  pass  between  them ;  in  this  way  the  wire 
receives  an  opposite  polarity.  We  will  now  do  the  same  thing 
with  the  side  of  the  cylinder  diametrically  opposite,  in  such  a 
way  that  on  this,  as  on  the  other,  a  magnet  passes  within  the 
cylinder  (and  parallel  to  it),  having  its  south  pole  in  close  prox- 
imity, while  a  second  similarly  magnetized  bar  is  placed  outside, 
in  such  a  way  that  the  cylinder  passes  between  two  south  poles. 
Now  we  will  connect  each  end  of  the  wire  coiled  on  the  half 
circumference  to  two  terminals  placed  near  the  shaft,  and  in- 
sulated from  each  other ;  and  we  will  connect,  by  a  conductor, 
these  two  terminals  with  a  galvanometer.  Then,  by  means  of  a 
pulley,  fast  on  the  shaft  of  the  apparatus,  we  will  impart  a  move- 
ment of  rotation  to  the  cylinder.  The  coil  successively  revolves 
perpendicularly  between  the  two  poles,  north  on  one  side,  and 
south  on  the  other.  The  soft  iron  core  will  assume  a  polarity  con- 
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trary  to  that  of  the  magnets,  in  the' portion  comprised  between  the 
poles,  and  subjected  to  their  influence.  From  this  there  results, 
as  in  the  plate  to  which  reference  has  been  made,  similar  cur- 
rents, as  long  as  the  half-circumference  on  which  the  wire  is 
coiled  passes  between  two  poles  of  the  same  name ;  but  so  soon 
as  it  passes  between  magnets  of  the  opposite  polarity,  the  cur- 
rent will  change  its  sign.  Thus  one  half  turn  will  give  a  current 
of  one  sign  and  the  complementary  half  turn  will  give  a  current 
of  the  opposite  sign*  If  we  continue  the  coiling  around  the 
cylinder  in  the  same  direction— to  the  right,  for  example— in 
such  a  way  as  to  surround  the  whole  cylinder,  we  shall  not  per- 
ceive any  current,  since,  whilst  half  the  circumference  passed 
before  one  pole,  the  other  half  circumference  would  pass  before 
the  opposite  pole,  giving  a  current  the  inverse  of  the  former. 
To  avoid  this,  it  is  necessary  to  utilize  the  effect  of  the  two  poles, 
which  is  easily  done  by  coiling  the  wire  of  one  half  circumfer- 
ence in  a  direction  contrary  to  that  of  the  other  half.  Thus,  if 
the  former  be  coiled  to  the  right,  the  latter  must  be  coiled  to  the 
left ;  in  this  manner  the  effects  of  the  pole  being  reversed  with 
each  half  revolution,  at  the  moment  when  the  half  circumference 
to  the  right  passes  between  the  north  poles,  the  other  half,  coiled 
to  the  left,  passes  between  the  south  poles,  and  they  will  give 
simultaneously  a  current  of  the  same  sign,  the  opposite  direc- 
tions of  winding  serving  to  destroy  the  opposition  of  the  poles. 
The  first  half  circumference  having  passed  before  the  north 
poles,  will  present  itself  before  the  south  poles,  passing  between 
them,  while  the  second  half  circumference  passes  before  the 
north  poles.  The  current  in  the  first  half  circumference  will 
change  its  sign  in  passing  before  the  south  poles,  at  the  same 
time  that  a  similar  change  will  be  effected  for  the  second  half 
circumference  before  the  north  poles.  At  each  half  revolution, 
the  current  in  the  two  semi-circumferences  with  the  wire  coiled 
in  opposite  directions  will  change  its  signs  simultaneously. 
Thus  for  each  revolution  there  will  be  two  opposite  currents 
which  will  follow  one  after  the  other  through  the  whole  of  the 
wire  coiled  around  the  soft  iron  core.     If,  instead  of  simple 
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insulated  terminals  we  place  a  commatator  on  the  shaft  of  the 
cylinder,  we  shall  perceive  currents  always  in  the  same  direc- 
tion, and  which  will  produce  the  effect  of  continuous  currents. 

In  place  of  a  single  coil  of  wires,  several  thicknesses  of  wire 
may  be  superposed,  and  instead  of  a  pair  of  magnets  on  each 
side  we  may  place  several  ])airs  in  such  a  way  as  to  surround  a 
half  circumference  inside  and  outside  with  similar  poles,  and  the 
whole  of  the  other  half  circumference  within  and  without  poles 


Fig,  453. 

of  an  opposite  sign,  as  shown  in  figs.  458  and  464.  A,  driving 
pulley ;  D,  copper  ring,  connecting  circles  of  magnets,  Pn,  Pa 
Collectively  these  series  of  magnets  form  two  concentric  cylinders 
between  one  end  of  which  the  soft  iron  ring  covered  with  its  coils 
revolves.  The  electro  motive  force  of  the  current  increases  with 
the  number  and  length  of  coils,  with  the  speed  of  rotation,  and 
the  number  and  power  of  the  magnets.  Each  complete  turn  or 
half  turn  of  wire  is  attached  by  the  two  ends,  to  a  brass  terminal 
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placed  on  a  wooden  bar,  and  fastened  to  the  radial  arms  of  the 
cylinder.  With  these  terminals  we  connect  the  various  super- 
posed wires,  either  in  such  a  way  as  to  form  only  one  large  cable, 
or  end  to  end,  so  as  to  be  able  to  vary  at  will  the  electro  motive 
force  of  the  apparatus. 

But  it  must  be  clearly  understood  that  such  an  apparatus  is 
only  one  of  a  thousand  possible  arrangements  that  may  be  in* 
definitely  varied,  and  by  which  the  principle  protected  by  this 
patent  may  be  put  in  practice.  For  example,  the  soft  iron  ring 
may  be  given  the  form  of  a  torus  flattened  perpendicularly  to 


Fig.  461 

the  axis  of  rotation,  and  having  its  wire  coiled  radially,  so  as  to 
form  a  sort  of  disk  pierced  with  a  large  central  hole,  in  order  to 
allow  the  radial  coilings  of  the  wire,  the  ring  being  mounted 
rigidly  on  a  shaft  passing  through  its  axis.  Magnets  would  be 
placed  radially  around  the  disk  on  each  side,  with  similar  poles 
opposite  each  other,  as  in  fig.  455.  A,  driving  shaft;  B,  com- 
mutator ;  T,  flattened  ring ;  Pn,  Ps,  north  and  south  poles  of 
magnets.    Or  the  soft   iron   core   may  be  formed  as  a  cyl- 
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inder  with  flat  parallel  ends,  having  a  steel  shaft  running 
through  its  axis,  and  fixed  to  it  by  means  of  radial  arms 
or  by  blocks  of  wood  driven  into  the  cylinder  at  intervala  This 
shaft  rests  in  bearings,  and  a  pulley  is  arranged  to  drive  it  I 
surround  this  cylinder  parallel  to  its  axis  with  an  insulated  cop- 
per wire,  following  always  the  same  direction  and  passing  from 
one  side  to  the  other  by  a  turn  diametrically  across  the  ends  of 
the  cylinder.     On  the  first  coil  thus  made  I  superpose,  always 


Fig.  455. 

winding  in  the  same  direction,  a  second  turn,  and  in  this  way 
several  coils  in  succession,  and  I  join  the  ends  of  the  wire  thus 
wound  to  a  galvanometer.  Diametrically  on  each  side  of  the 
cylinder  I  place  magnets,  each  having  their  opposite  poles  turned 
toward  the  cylinder.  The  magnet  on  one  side  turns  its  north 
pole,  whilst  opposite,  the  magnet  on  the  other  side  turns  its  south 
pole  to  the  cylinder.  These  magnets  may  each  of  them  extend 
over  one  half  the  surface  of  the  cylinder.  If  now  we  cause  this 
cylinder  to  revolve,  we  shall  set  up,  at  each  half  turn,  a  current 
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of  an  opposite  direction,  but  simultaneously  of  the  same  sign  ia 
the  coils.  An  analysis  of  the  manner  in  which  each  element- of 
the  wire  is  presented  to  the  poles  is  too  similar  to  the  preceding 
explanation  to  require  repetition.  A  commutator  placed  on  the 
axis  of  the  apparatus  allows  the  currents  to  be  collected  so  as  to 
be  practically  continuoos.  Each  turn  and  each  half  turn  on  the 
cylinder  can  be  made  by  a  separate  wire,  the  two  ends  of  which, 
each  going  to  a  terminal,  can  be  joined  to  the  other  wires  in  such 
a  way  as  to  give  to  the  current  the  required  electro  motive  force. 
Practically  the  envelopment  of  the  cylinder  cannot  be  affected 
by  wires  placed  one  after  the  other,  and  coming  in  succession 
across  the  diameter  of  the  two  basea  It  is  necessary  that  they 
should  clear  the  shaft,  and  then,  superposed  on  each  other,  they 
would  form  around  the  shaft  a  thickness  equal  to  the  sum  of  the 
collective  thickness  of  wire  in  all  the  coils.  This  thickness 
would  be  doubled  with  the  second  coil  of  wire,  tripled  with  the 
third,  and  so  on.     To  avoid  this  inconvenience,  I  divide  the 
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circular  bases  of  the  cylinder  into  six  or  eight  equal  parts,  and  I 
wind  the  wires  in  such  a  way  as  to  form  in  each  division  a  par- 
allel band  like  a  ribbon,  along  each  side  of  the  cylinder,  and 
passing  diametrically  across  the  ends.  These  bands  would  be 
necessarily  opened  in  the  middle  to  make  room  for  the  shaft, 
and  then  brought  together  again.  Each  band  of  parallel  wires 
is  laid  close  to  the  succeeding  one  upon  the  cylinder,  and  they 
are  superposed  on  each  other  in  passing  across  the  ends,  so  that 
the  entire  surface  of  the  cylinder  will  thus  be  covered,  as  shown 
in  fig.  456.  In  this  way  we  shall  have  at  each  end  a  height  of 
superposed  wires  which  will  only  be  the  sum  of  the  thickness  of 
one  wire  multiplied  by  the  number  of  superposed  bands. 


CHAPTER   VIIL 

THE   ELECTRICAL  TRANSMISSION  OF  POWER. 

Electricity  is  the  youngest  form  of  energy  with  which  we  are  ac- 
quainted — its  evolution  as  a  practical  motive  power  having  been 
consummated  within  the  past  ten  years — but  notwithstanding 
its  recent  development,  it  occupies  at  the  present  time  a  position 
of  no  inconsiderable  importance  as  an  actual  working  force; 

Although  the  only  available  source  of  electric  energy  waa^ 
until  lately,  the  galvanic  battery,  attempts  were  made  from 
the  days  of  Volta,  at  the  beginning  of  the  present  century^ 
to  employ  it  for  obtaining  and  transmitting  power;  and 
thoiigh  the  cost  of  procuring  power  from  the  consumption  of 
zinc  is  so  much  greater  than  from  coal  that  it  must  necessarily 
have  rendered  the  production  of  power  from  this  source  alto- 
gether too  expensive  for  practical  u^,  still  the  efforts  which  were 
made  in  this  direction  were  useful  and  necessary,  and  largely 
contributed  toward  the  accumulation  of  that  fund  of  knowledge 
of  electro  dynamics  which  has  at  last  enabled  us  to  obtain  and 
transmit  energy  in  an  exceedingly  practical  and  economical 
manner.  We  therefore  feel  justified  in  briefly  describing  these 
early  efforts  for  converting  voltaic  electricity  into  motive  power 
by  means  of  electro  dynamic  motors  operated  by  galvanic  bat* 
teries. 

ELECTRO  DYNAMIC  MOTORa 

Electro*dynamic  motors  are  machines  which  do  mechanical 
work  at  the  expense  of  electric  energy.  The  motive  power  iff 
an  electro  magnetic  force — a  force  susceptible  of  being  destroyed 
instantaneously  by  a  physical  and  non>mechanicaI  causa  As 
a  jet  of  cold  water  brings  about  condensation  of  the  steam,  whose 
elastic  force  raises  the  piston  in  the  cylinder  of  a  steam  engine, 
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SO  every  electro  magnetic  machine  loses  its  properties  the  mo- 
ment that  the  electrical  current  ceases  to  circulate  in  it  It  was 
known  at  a  very  early  period  that  a  magnet  would  attract 
the  opposite  pole  of  another  magnet,  and  that  every  magnet 
placed  in  a  magnetic  field  tends  to  turn  around  and  set  itself 
along  the  lines  of  force.  Very  soon  after  the  invention  of  the 
electro  magnet,  which  gave  us  for  the  first  time  a  magnet  whose 
power  was  under  control,  it  was  perceived  that  an  electro 
dynamic  machine  could  be  constructed  in  which  an  electro  mag- 
net, placed  in  a  magnetic  field,  should  be  pulled  round,  and  that 
the  rotation  should  be  kept  up  continuously  by  reversing  the 
current  at  appropriate  intervals. 

barlow's  electro  motor. 

As  early  as  1826  Barlow  caused  a  disk  of  copper  to  rotate 
between  the  poles  of  a  magnet  by  sending  a  current  at  the  same 
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time  perpendicularly  through  the  disk  from  the  axis  to  the  cir- 
cumference, where  it'  passed  into  a  cup  of  mercury  arranged  to 
make  electric  contact  with  as  little  friction  as  possible.  Fig.  457 
represents  the  Barlow  motor. 

DAL  negro's  electro  MOTOR 

In  1830  the  Ahh6  Salvatore  dal  Negro,  Professor  of  Natural 
Philosophy  at  the  University  of  Padua,  invented  an  electro  dy- 
namic motor  in  which  a  permanent  magnet  was  made  to  oscillate 
between  the  two  poles  of  an  electro  magnet  which  changed 
polarity  at  each  oscillation ;  and  this  oscillating  movement  was 
easily  transformed  into  a  continuous  movement  of  rotation.   Fig. 


690 


THE  ELECTRICAL  TRANSUSSION  OF  POWEB. 


458  represents  the  first  type  of  the  Dal  N^ro  motor.  A  is  a 
permanent  magnet,  movable  around  an  axis  situated  at  about 
one  third  of  its  length,  and  the  upper  extremity  of  which  is  cap- 
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able  of  oscillating  between  the  two  branches  of  an  electro  magnet, 
E,  represented  separately  in  the  figure.  A  current,  on  being  sent 
into  the  electro  magnet,  passes  through  an  eight  cupped  mercurial 
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commutator,  C,  controlled  by  the  oscillating  magnet  by  means 
of  a  rod,  i^  and  a  fork,  F.  As  a  result  of  this  arrangement|  when 
the  permanent  magnet  has  been  attracted  toward  one  of  the  poles 
of  the  electro  magnet  this  very  motion  of  attraction,  acting  upon 
the  commutator,  changes  the  direction  of  the  current,  and  the 
permanent  magnet  is  repelled  toward  the  other  branch  of  the 
electro  magnet,  and  so  on.  The  movable  magnet,  when  it 
touched  the  poles  of  the  electro,  abutted,  not  against  the  iron  it- 
self, but  against  the  insulated  wire  that  covered  it  The  author 
thus  avoided  those  inconveniences  connected  with  remanent 
magnetism  which  later  on  were  to  embarrass  other  inventors 
when  polarized  armatures  were  applied  to  electric  telegraphs. 
The  second  type,  which  was  constructed  in  1881,  is  shown  in 
fig.  459. 

In  this  arrangement  there  is  the  same  play  of  the  commutator 
as  in  the  former,  but  it  is  this  time  controlled  by  a  horizontal 
lever,  L,  which,  instead  of  itself  constituting  the  armature,  sup- 
ports the  latter  above  the  electro  magnet,  K  The  lever,  L,  ter- 
minates in  a  sort  of  hammer,  M,  which  is  prolonged  beneath  by  a 
stiff  rod  that  controls  a  click.  This  latter  acts  upon  a  ratchet 
wheel,  and  thus  sets  in  motion  a  sort  of  wheel,  B,  composed  of 
rods  terminating  in  balls.  In  this  case  the  motor,  instead  of 
keeping  up  its  motion,  produced  a  small  amount  of  work. 

Following  Dal  Negro,  a  great  many  electro  motors  were  de- 
vised, either  operating  in  a  similar  manner  or  by  the  seesaw 
motion  of  soft  iron  armatures,  attracted  by  electro  magnets,  and 
then  falling  back  by  their  own  weight  But  Jacobi,  as  early  as 
1834,  showed  by  experiment  that  every  arrangement  by  which 
the  attractive  or  repulsive  power  of  the  electro  magnet  produces 
an  oscillating  movement  is  contrary  to  the  mode  of  action  of 
electro  magnetism,  and  that  every  useful  electro  motor  in  which 
the  utilized  force  is  derived  from  an  electro  magnet  must  have  a 
continuous  circular  primitive  movement 

JACOBl'S  ELECrrRO  MOTOR. 

Fig.  460  represents  Jacobi's  machine-     Four  horseshoe  electro 


JACOBI  S  ELECTBO  MOTOR. 


693 


magnets  are  arranged  horizontally  against  a  vertical  disk,  S, 
movable  around  an  axis,  A  A,  opposite  to  four  others,  placed 
upon  a  fixed  frame,  T,  in  such  a  manner  that  the  poles  of  th« 
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Fig,  460. 

former  may  come  exactly  opposite  to  and  at  the  smallest  possible 
distance  from  the  poles  of  the  fixed  electro  magnets.  The  same 
current  passes  simultaneously  in  all  the  coils,  and  always  main- 
tains the  same  direction  in  the  system  of  fixed  electro  magnets,  but 
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is  able  to  change  in  direction  in  the  system  of  movable  electio 
magnets. 

The  current  from  a  powerful  battery  was  passed  through  com- 
mutator C,  by  which  it  was  sent  through  all  the  coils  of  the 
electro  magnets.  This  tended  to  make  them  magnetic,  and  as 
they  attracted  each  other  the  disk  rotated  By  means  of  a 
commutator  carried  on  the  shaft,  the  current  was  made  to  re- 
verse eight  times  per  revolution,  just  as  the  poles  of  the  two 
sets  of  magnets  arrived  opposite  each  other.  The  result  was 
that  the  attraction  between  the  poles  ceased  and  repulsion  took 
place,  which  further  assisted  the  motion.  As  the  poles  were 
alternately  of  different  polarity,  the  reversal  also  had  the  effect 
of  causing  attraction  between  each  pole  of  one  set  and  the  next 
of  the  other. 

Jacobi  subsequently  modified  this  motor  so  as  to  increase  its 
power.  In  the  new  form  two  sets  of  electro  magnets  were  fixed 
to  stationary  frames,  one  on  each  side  of  the  rotating  disk,  and 
each  set  was  composed  of  twelve  electro  magnets.  The  electro 
magnets  on  the  rotating  disk  were  made  in  the  form  of  bars 
passing  entirely  through  the  disk.  With  this  motor,  which  was 
constructed  on  a  large  scale,  experiments  were  made,  with  a 
view  to  the  determination  of  its  applicability  to  navigation. 
The  motor  was  used  to  propel  a  boat  on  the  river  Neva.  This 
boat  was  28  feet  long,  7  feet  wide,  and  carried  14  persona  In 
the  first  experiments,  made  in  1838,  the  battery  power  was  fur- 
nished by  820  Daniell  cella  In  later  experiments,  made  in  the 
following  year,  the  battery  power  was  furnished  by  138  Grove 
cells,  and  the  fumes  and  gases  are  said  to  have  been  evolved  so 
abundantly  that  a  stack  had  to  be  provided  for  their  escape  The 
highest  speed  attained  was  less  than  three  miles  per  hour.  These 
experiments  were  made  at  the  desire  of  the  Emperor  Nicholas, 
and  it  cost  him  $12,000  to  find  out  that  this  method  of  employ- 
ing electrical  energy  was  not  economical  or  practical. 

DAVENPORT'S  ELECTRO  MOTOR. 

In  1835  Davenportj  of  New  York,  constructed  an  electro  motor 


FROMENTS  ELECTBO  MOTOR. 


695 


in  which  the  action  of  electro  magnets  upon  permanent  magnet*^ 
was  employed  In  this  machine  two  small  horizontal  electro 
magnets,  placed  across,  and  movable  around  a  vertical  axis, 
revolve  in  the  interior  of  a  circle  also  horizontal,  formed  by  two 
permanent  magnets,  bent  into  semicircles,  and  whose  poles  of 
contrary  names  face  each  other.  The  extremities  of  the  electro 
magnets,  which  change  polarity  by  means  of  a  commutator,  are 
attracted  and  then  repelled  by  the  poles  of  the  permanent 
magnets. 

froment's  electro  motor. 


Fig,  461. 

Froment's  machine,  which  is  represented  in  fig.  461,  is  found- 
ed upon  the  attraction  that  is  exercised  by  an  electro  magnet 
upon  an  armature  of  soft  iron.  It  is  composed  of  four  fixed 
electro  magnets,  supported  by  a  cast  iron  frame,  in  which  the 
same  current  circulates  by  turns.  Eight  soft  iron  armatures  are 
arranged  upon  a  movable  wheel ;  when  an  armature  arrives  near 
to  the  pole  of  an  electro  magnet,  the  latter  is  magnetized ;  then 
this  magnetization  ceases  at  the  moment  when  the  attracted 
piece  of  soft  iron  is  situated  opposite  to  it,  and  the  wheel  thus 
receives  a  series  of  impulses,  which  bring  about  a  rapid 
movement     The   distribution  of  the  current  is  as    follows  : 
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Upon  a  semicircle  of  copper,  around  the  axis  of  the  apparatus, 
are  arranged  three  rolling  commutators,  each  of  which  is  com- 
posed of  two  metal  plates,  between  which  there  is  electric 
communication  only  when  the  lower  plate  is  raised.  If,  there- 
fore, the  upper  plate  communicates  always  with  one  pole  of  the 
battery,  and  the  lower  plate  with  the  wire  of  an  electro-magnet, 
which,  by  its  other  extremity,  is  connected  with  the  other  pole 
of  the  battery,  the  current  will  pass  through  the  helix  as  soon 
as  the  lower  plate  is  raised,  and  will  cease  passing  as  soon  as  it 
falls  back.  The  teeth  of  a  small  wheel,  fixed  upon  the  axis  of 
the  machine,  raise  in  turn  the  wheels  of  the  commutators,  two 
of  which  correspond  to  the  two  extreme  electro-magnets,  while 
the  third  is  in  connection  with  the  two  lower  electro-magnets, 
which  are  always  found  in  the  same  condition.  Magnetization 
takes  place  only  when  the  armature  is  very  near  the  poles,  and 
does  not  last  long,  since  the  free  electro  magnets  are  successively 
magnetized  in  the  interval  of  time  that  elapses  between  the  passing 
of  two  successive  armatures  before  the  same  pola  When  an 
electromotor  is  in  action,  an  extra  current  is  produced  every 
time  the  current  is  interrupted  or  reversed,  and  a  spark  is  pro- 
duced at  the  place  of  interruption  which  oxidizes  tJie  contacts 
of  the  commutators,  and  rapidly  brings  about  irr^ularities  in 
its  action.  Froment  succeeded  in  diminishing  the  spark  due  to 
the  extra  current  by  so  arranging  the  commutators-that  the  cur- 
rent begins  to  pass  into  the  neighboring  conductor  before  it 
ceases  in  the  circuit  in  which  it  is  travelling. 

A  great  number  of  electro  motors  have  been  constructed, 
differing  from  Froment*s  only  by  modifications  of  little  im- 
portance, in  all  of  which  the  armatures  pass  before  the  elec- 
tro magnets  in  a  line  perpendicular  to  their  axes,  and  remain 
consequently  always  at  a  greater  or  less  distance  from  their 
poles ;  but  as  the  attractive  power  of  an  electro  magnet  increases 
rapidly  as  the  distance  diminishes,  all  the  force  which  the 
electro  magnets  are  capable  of  developing  is  not  thus  utilized. 
It  was,  therefore,  desirable  to  devise  an  arrangement  whereby 
the  electro  magnets  and  armature  might  come  into  oontacti 
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while,  at  the  same  time,  the  shock  and  iDconveniences  of  the 
oscUlating  apparatus  were  avoided  With  this  end  in  view, 
Wheatstone,  Froment  and  Marie  devised  electro  motors,  in 
which  a  wheel,  famished  at  its  circumference  with  armatures 
or  with  electro  magnets,  rolls  against  the  interior  surface  of  a 
circle,  tangent  to  the  poles  of  electro  magnets,  fixed  symmet- 
rically all  around.  The  movable  wheel  imparts  a  movement  of 
rotation  to  the  axis  of  the  machine,  which  passes  through  the 
centre  of  the  fixed  circle,  and  advantage  is  thus  taken  of  the 
magnetic  action  up  to  the  point  of  contact  of  the  magnetic 
masse& 
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Fig.  462. 

Larmanjeat  obtained  better  results  by  a  different  arrangement 
Fig.  462  represents  this  apparatua  The  armatures  are  cylinders 
of  soft  iron,  M,  able  to  turn  around  their  axes,  which  are 
fixed,  and  are  placed  parallel  to  each  other,  so  as  to 
form  a  cylinder,  about  a  yard  in  length,  the  transverse 
section  of  which  is  represented  by  the  left  hand  part  of 
fig.  462.  Three  electro  magnets,  arranged  one  after  the 
other,  are  movable  around  their  common  axis  A,  which 
is  also  the  axis  of  the  cylindrical  figure,  formed  by  the 
armatures.  The  right  hand  part  of  the  same  figure  represents 
one  of  these  electro  magnets,  which  is  composed  of  a  bar  of 
soft  iron,  furnished  with  three  disks  perpendicular  to  its  axis, 
and  separated  by  two  helices,  F  F,  which  thus  constitute  a 
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double  circular  electro  magnet ;  these  iron  disks  are  tangent  to 
the  cylinders  of  soft  iron,  which,  by  their  mobility  around  their 
respective  axes,  oppose  no  obstacle  to  their  movement  of  rota- 
tion, even  when  in  contact  with  them,  and  their  circumferences 
present  six  sectors  in  copper,  equally  distributed ;  when  an  iron 
sector  arrives  near  an  armature,  the  current  passes  in  the  helices, 
and  an  attraction  is  produced  which  lasts  till  the  iron  part  of 
the  circumference  of  the  disk  is  situated  symmetrically  on  either 
side  of  the  contact  pointy  when  the  magnetization  ceases,  then 
recommences  for  another  sector  of  iron,  and  so  on.  The  lines 
of  separation  of  the  copper  and  iron  sectors  upon  the  three 
electro  magnets  form  a  helix,  which  causes  each  armature  to  be 
continually  in  action  upon  one  of  its  pointSL  The  commutator 
which  is  shown  in  K  at  the  left  of  the  figure  is  composed  of  a 
movable  part  with  its  axis,  that  is  the  wheel  B,  and  of  a  fixed 
part,  the  circles  0  C  and  C  C.  The  wheel  R  is  composed  of  six 
metallic  parts.  The  circle  C  C,  concentric  with  G  G  which 
carries  the  armatures,  supports  the  rollers  r  r*  r",  which  press 
continually  upon  the  wheel  R  during  its  rotation.  The  rollers 
r  r*  r"  are  each  in  connection  with  one  of  the  circular  electro 
magnets,  and  the  current  is  conducted  to  the  conducting 
plates  of  the  wheel  R  by  a  rubber,  P.  In  order  to  regulate 
the  position  of  the  rollers  rr'  r",  in  accord  with  the  conducting 
parts  of  the  wheel  R,  a  small  lever  has  been  adopted  to  the  cir- 
cle C'  C,  and  this  lever  carries  a  movable  screw  in  a  groove 
made  in  the  circle  C  C,  allowing  the  system  of  the  three  rollers 
to  move  backward  and  forward  to  a  certain  extent,  and  also  of 
displacing  it  sufficiently  to  completely  reverse  the  direction  of 
rotation  of  the  machine. 

ROUX'^  ELECTBO  MOTOB. 

The  Roux  motor  has  only  two  electro  magnets,  but  these  two 
are  of  very  great  size.  Fig.  468  represents  a  portion  of  this  ma- 
chine suspended  by  two  articulating  shafts,  A  B,  C  D,  t\¥o  large 
soft  iron  plates,  E  F,  to  which  are  fixed  two  long  levers  con- 
nected with  a  double  crank,  G  G^,  adapted  to  the  same  vertical 
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axis,  H  L  It  is  upon  this  axis  that  the  commutator  and  fly 
wheel  is  situated.  When  the  motor  is  inactive,  one  of  the  plates 
is  found  lifted  about  an  inch  above  the  corresponding  electro 
magnet^  during  which  the  other  plate  is  completely  thrown 
down.  As  soon  as  the  current  passes  in  the  apparatus,  the 
raised  plate  is  found  attracted ;  but  the  shafts  which  support  it 
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describing  during  this  passage  an  arc  of  a  circle,  this  plate  is 
found,  accomplishing  wholly  its  movement  below,  forced  asida 
Now,  it  is  this  component  of  the  attractive  force  which  is  util- 
ized to  act  upon  the  crank  of  the  motor  arbor.  When  the  me- 
chanical function  of  this  iron  plate  is  terminated,  the  current  is 
found  conducted  into  the  second  electro  magnet,  which  just  be- 
fore has  been  inert,  and  this,  operating  in  the  same  manner  as 
the  first,  continues  the  movement. 

page's  electro  motor. 
Fig.  464  represents  Page's  electro  motor.  It  is  composed  of 
two  solenoids,  a  a\  fixed  horizontally  in  such  a  mannev  that 
their  axes  ase  in  the  prolongation  of  each  other ;  two  cylinders 
of  soft  iron,  b  6,  joined  by  a  copper  rod,  are  connected  to  a  sys- 
tem of  slides,  F  F,  which  allows  them  to  oscillate  parallel  to  the 
axis  of  the  solenoids,  and  which  is  articulated  to  a  crank,  by 
means  of  which  the  backward  and  forward  movement  is  trans- 
formed into  a  circular  movement  The  current  passes  alter- 
nately through  each  coil  by  an  eccentric  disk  on  the  axis,  which 
touches  first  one  and  then  the  other  of  two  springs,  e  e,  connected 
by  wires  with  the  solenoida  A  large  motor  of  this  description 
was  constructed  by  Page  in  1850,  which  developed  over  ten 
horse  power.    Page  sought  to  apply  his  motor  to  locomotives. 
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and  it  is  said  that  he  actually  constructed  an  electric  locomotive 
to  demonstrate  the  practicality  of  his  scheme.  But  he  never 
achieved  much  success,  as  might  have  been  foreseen.  Among 
the  improvements  which  Page  introduced  was  that  of  matdDg 


iHi^.  464. 

each  solenoid  double,  so  that  the  arms  of  a  U  magnet  could  slip 
into  them  instead  of  one  single  bar. 

Du  Moncel  also  devised  an  analogous  apparatus,  in  which  the 
helicas  themselves  were  able  to  oscillate,  as  do  the  cylinders  of 
oscillating  steam  engines,  by  which  the  rod  is  articulated — that 
is,  connected  with  the  soft  iron,  directly  with  the  crank  of  a 
wheel 

bourbouze's  electro  motor. 

Page's  suggestion  was  further  developed  by  Bourbouze,  who 
constructed  the  curious  motor  depicted  in  fig.  465,  which  looks 
uncommonly  like  the  ordinary  walking  beam  steam  engina  We 
have  here  a  beam,  crank,  fly-wheel,  connecting  rod,  and  even  an 
eccentric  valve  gear  and  a  slide  valva  But,  for  cylinders,  we 
have  four  hollow  electro-magnets,  E  E,  E'  E' ;  for  pistons,  we 
have  iron  cores,  that  are  alternately  sucked  in  and  repelled  out  j 
and,  for  slide  valve,  we  have  a  commutator,  which,  by  dragging 
platinum-tipped  springs,  abcy  over  a  flat  surface  made  of  three 
pieces  of  brass,  separated  by  two  insulating  strips  of  ivory,  re- 
verses at  every  stroke  the  direction  of  the  currents  in  the  coils 
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of  the  electro  magnets.     This  machine,  while  very  ingenious,  is^ 
in  point  of  efficiency,  far  behind  many  other  electric  motorsi 
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Fig.  466  represents  in  section  and  i5g,  467  in  perspective  the 
electro  motor  of  Elias,  of  Amsterdam,  constructed  in  1842.  In 
this  machine  there  is  an  exterior  iron  ring,  about  14  inches  in 
diameter  and  1^  inches  wide,  divided  into  six  equal  sections  by 


Fig,  466. 

six  small  blocks  which  project  from  the  inner  face  of  the  ring, 
and  which  act  as  so  many  magnetic  poles.  On  each  of  the  sec- 
tions between  the  blocks  is  rolled  a  coil,  of  one  thickness  only, 
of  copper  wire  of  No.  18  B  W  Q-,  enclosed  in  an  insulating  cas- 
ing of  gutta-percha,  giving  to  the  conductor  thus  protected  a 
total  thickness  of  \  of  an  incL  The  wire  forms  29  turns  in 
each  section,  and  the  direction  of  the  winding  changes  at  each 
passage  in  front  of  a  pole  piece.  The  ends  of  the  wire  coincid- 
ing with  the  horizontal  diameter  of  the  ring  are  stripped  of  the 
gutta-percha,  and  are  connected  to  copper  wires  which  are 
twisted  together  and  around  two  copper  rods,  which  are  placed 
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vertically,  their  lower  ends  entering  two  small  cavities  made  in 
the  base  of  the  apparatus.  The  circuit  is  thus  continuous  with 
two  ends  at  opposite  points  of  the  same  diameter.  The  ring  is 
about  1^  inches  thick,  and  is  fixed  to  two  wooden  columns  by 
two  blocks  of  copper.  If  a  battery  be  connected  by  means  of 
the  copper  rod,  the  current,  by  magnetizing  the  outer  ring,  will 
create  six  consecutive  poles  on  the  various  projecting  blocks. 
The  inner  ring,  E,  is  about  11  inches  in  outside  diameter,  and 


mm 


FiQ.  466. 


Fig,  467. 


is  also  provided  with  a  series  of  six  projecting  pieces,  which,  in 
their  rotation,  pass  in  succession  very  close  to  the  projecting  pole 
pieces  of  the  outer  ring.  In  the  intermediate  spaces  the  distance 
between  the  coils  of  the  inner  and  outer  ring  is  half  an  inch. 
The  inner  ring  is  movable,  and  is  supported  by  three  wooden 
arms,  F,  fixed  to  a  boss,  G,  which  is  traversed  by  a  spindle,  sup- 
ported in  bearings  by  the  columns  A  and  C.  A  coil  is  wound 
around  this  ring  in  exactly  the  same  way  as  that  on  the  outer 
ring,  the  wire  being  of  the  same  size,  and  the  insulation  of  the 
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same  thickness.  The  insulating  material  is  also  stripped  from 
the  ends  of  the  wire  at  points  of  the  diameter  opposite  each 
other,  and  the  six  sections  form  a  continuous  circuit  At  the 
two  points  of  junction  they  are  connected  with  a  hexagonal 
commutator  placed  oa  the  central  spindle  ;  one  end  correspond- 
ing to  the  sides  1,  8  and  5,  and  the  other  to  the  sides  2,  4  and 
6.  Two  copper  rods,  J,  fixed  on  the  base  to  two  plates  of  cop- 
per, furnished  with  binding  screws,  are  widened  and  flattened  at 
their  upper  ends  to  rest  against  opposite  parallel  sides  of  the 
hexagon.  If  the  battery  is  put  in  tiie  circuit  the  current  in  the 
inner  ring  will  produce  six  consecutive  poles,  the  names  of 
which  will  change  as  the  commutator  plates  come  into  contact 
successively  with  the  sides  of  the  hexagon.  Consequently,  if  at 
first  the  pole  pieces  opposite  each  other  are  magnetized  with  the 
same  polarity,  a  repulsion  between  them  will  be  set  up  which 
will  set  the  inner  ring  in  motion,  and  the  effect  will  be  increased 
on  account  of  the  attraction  of  the  next  pole  of  the  outer  ring. 
At  the  moment  when  the  pole  piece  thus  attracted  comes  into 
the  field  of  the  pole  of  opposite  polarity,  the  action  of  the  com- 
mutator will  change  its  magnetization,  whilst  that  of  the  pole 
pieces  on  the  fixed  ring  always  remains  the  same;  the  same 
phenomenon  of  repulsion  will  be  produced,  and  the  inner  ring 
will  continue  its  movement  in  the  same  direction,  and  so  on. 
To  the  attractive  and  repulsive  action  of  the  magnetic  poles  has 
to  be  added  the  reciprocal  action  of  the  coils  around  the  two 
rings,  the  action  of  which  is  similar. 

THE  MODERN  ELECTRO  MOTOR. 

All  the  electro  motors  which  have  thus  far  been  described  de- 
pended for  their  source  of  energy  upon  the  galvanic  battery,  the 
only  available  source  previous  to  the  invention  of  the  dynamo- 
electric  generator.  A  very  little  consideration  will  show  that 
their  economical  working  was  hopelesa  A  voltaic  battery, 
wherein  electric  currents  are  generated  by  dissolving  zinc  in 
sulphuric  acid,  is  a  very  expensive  source  of  power.  To  say 
nothing  of  the  cost  of  the  acid,  the  zinc — the  very  fuel  of  the 
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batteiy — costs  more  than  forty  times  as  much  as  coal,  and  is  a 
far  worse  fuel ;  for  while  an  ounce  of  zinc  will  evolve  heat  to  an 
amount  equivalent  to  118,000  foot  pounds  of  work,  an  ounce  of 
coal  will  furnish  the  equivalent  of  695,000  foot  pounds.  Thus 
zinc  gives  in  burning  only  one  sixth  of  the  effect  in  enei^  that 
coal  does ;  and  taking  the  difference  in  the  cost  of  zinc  and  coal, 
it  will  be  seen  that  the  cost  of  energy,  in  the  case  of  a  galvanic 
battery,  is,  roughly  speaking,  240  times  greater  than  in  a  steam 
boiler.  Thus  handicapped,  it  was  impossible  to  make  electro 
motors  available  for  producing  powerful  effects,  and  therefore  all 
of  the  ingenious  efforts  which  were  made  from  the  days  of  Volta 
to  apply  voltaic  electricity  for  the  production  and  transmis- 
sion of  power  must  necessarily  have  been  futila  The  dis- 
coveries of  Faraday,  Hjorth,  Pacinotti  and  Gramme,  which 
culminated  in  the  evolution  of  the  modem  dynamo  elec- 
tric machine,  have,  however,  supplied  us  with  an  economical 
source  of  electric  energy,  and  happily  solved  the  problem  of  a 
practical  electro  motor ;  for  by  coupling  together  two  Gramme 
dynamo  electric  machines  in  such  a  way  as  to  send  the  currcDt 
developed  by  one  through  the  armature  of  another,  the  latter 
will  rotate,  and  become  an  electro  motor.  Thus  by  expending 
energy  in  the  form  of  dynamical  power  in  driving  the  armature 
of  the  first  machine,  we  obtain  an  equivalent  of  the  work  done 
in  the  form  of  an  electrical  current ;  and  by  sending  this  current 
into  the  second  machine  we  convert  the  electricity  into  energy 
of  motion.  In  the  first  case  work  is  transformed  into  electricity, 
and  in  the  second  electricity  is  transformed  into  work.  This  fact 
is  expressed  by  saying  that  electro  dynamic  machines  are 
reversibla  This  property  of  reversibility  is  among  the  most 
valuable  discoveries  of  contemporary  science,  thus  enabling  us 
to  complete  the  theory  of  electro  motors  and  put  them  to  prac- 
tical use. 

gramme's  electro  motor. 
Fig.  468  represents  the  Gramme  electro  motor,  the  general 
appearance  of  which  is  similar  to  that  of  the  large  size  generator, 
with  the  exception  that  the  motor  has  no  current  regulator,  and 
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that  the  binding  parts  are  on  the  front,  instead  of  on  the  back, 
as  in  the  larger  machine&     This  is  also  used  to  produce  a  single 


F^f.  468. 


light  of  great  illuminating  power,  it  being  especially  designed  for 
currents  of  great  quantity  and  low  electro  motive  force. 

burgin's  sphbrical  motor. 

In  order  to  avoid  remanent  magnetism,  Dering  devised  an 
apparatus  consisting  of  a  nimiber  of  galvanometric  helices,  the 
magnetized  bars  of  which  reacted  upon  the  same  axis,  and  re- 
versals of  the  current  occurred  in  the  inducing  helices  at  every 
half  revolution  of  the  bars.  The  motor  contained  no  iron  capable 
of  intervening  through  its  remanent  magnetism. 

With  the  same  end  in  view,  Deprez  constructed  a  machine  in 
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whicli  the  permanent  magnet  was  replaced  by  a  flat  rectangular 
galvanometric  helix,  so  constructed  as  to  embrace  as  perfectly  as 
possible  the  curve  of  the  armature.  The  changes  of  direction  in 
the  current  took  place  in  the  galvanometric  helix,  and,  the  poles 
of  the  armature  always  remaining  the  same,  there  were  no  ill 
effects  due  to  remanent  magnetisnL 

Mr.  Burgin's  spherical  motor,  represented  in  fig.  469,  is  based 
upon  the  same  idea.  The  field  magnet  consists  of  a  spherical 
shell,  around  which  are  horizontally  coiled  the  copper  wires,  F. 


^.4^. 


In  the  interior  of  the  hollow  sphere  a  spherical  electro  magnet, 
with  an  iron  core,  N,  revolves  around  an  axis,  a.  The  flat 
springs,  L  L',  press  against  the  solid  parts  of  the  commutator  in 
such  a  way  as  to  send  into  the  wire,  f^  a  current  always  of  the 
same  direction ;  but  the  springs,  1 1\  through  which  the  current 
enters  the  wire,  F,  rest  against  the  cleft  middle  part  of  the  com- 
mutator, so  that  at  every  half  revolution  the  current  changes 
direction  in  the  wire,  F,  in  the  same  manner  as  in  other  motors ; 
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but  the  reversal  of  the  current  takes  place  in  a  part  containing 
no  iron,  and  the  effects  due  to  the  magnetic  inertia  of  that  metal 
are  therefore  obviated. 

DEPREZ'  HOTOB. 

This  apparatus  is  composed  of  a  horseshoe  magnet  formed  of 
eight  superposed  plates.  Between  the  poles  of  this  magnet  is  a 
Siemens  cylindrical  armature,  fig.  470,  the  axis  of  which  is  parallel 
to  the  arms  of  the  magnet  The  core  of  the  armature  is  a  cylinder 
of  soft  iron,  having  two  longitudinal  grooves  in  which  is  rolled 
the  wire  that  the  current  is  to  traverse,  and  each  of  the  ends  of 


Fig.  470. 

which  is  connected  with  one  of  the  semieircles  of  brass  which 
form  the  commutator  (seen  to  the  right  in  fig.  470).  The  cur- 
rent reaches  the  commutator  through  brushes  made  of  fine  brass 
wire.  The  province  of  the  commutator  is  to  cause  a  change  in 
the  direction  of  the  current  at  every  half  revolution.  The  cur- 
rent which  traverses  the  wire  of  the  armature,  B,  has  the  effect 
of  forming  in  the  latter  two  poles  of  great  length,  which  change 
character  the  instant  they  pass  before  the  poles  of  the  magnet ' 
As  the  poles  of  the  same  name  repel  each  other  and  those  of 
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different  name  attract,  the  armature  will  assume  a  rotary  motion 
depending  on  the  direction  of  the  current  traversing  it  The 
brushes  are  mounted  on  a  support  capable  of  turning  around 
the  axis  of  the  armature,  this  arrangement  permitting  the  speed 
of  the  motor  to  be  changed  without  altering  its  results. 

In  the  small  model  which  is  shown  in  fig.  470,  one  quarter 
actual  size,  the  magnet,  composed  of  eight  plates,  weighs  SJ 
pounds,  the  armature  13  ounces,  and  the  weight  of  the  motor 
complete,  with  its  base,  gearings  and  brushes,  is  9  pounds.  The 
normal  velocity  of  the  armature  is  three  thousand  revolutions 
per  minute.  If  the  rotation  tends  to  become  too  rapid,  either 
through  an  increase  of  power  or  a  diminution  in  the  amount  of 
work  to  be  performed,  a  small  spring,  fixed  at  one  of  its  extremi- 
ties with  one  of  the  ends  of  the  armature  wire  and  its  other  ex- 
tremity resting  against  one  of  the  sockets  of  the  commutator, 
springs  open  from  the  effect  of  centrifugal  force.  The  circuit  is 
thus  broken,  and  remains  open  until  the  speed  again  becomes 
normal  In  practice,  the  opening  and  closing  of  the  circuit  suc- 
ceed each  other  so  quickly  that  the  variations  of  speed  do  not 
exceed  ^^  of  the  normal  rate. 

griscom's  motor 

This  motor,  which  is  four  inches  long  and  weighs  three 
pounds,  was  especially  designed  for  driving  sewing  machines 
and  other  small  apparatus  It  consists  of  a  Siemens  cylindrical 
armature,  fig.  471,  revolving  between  the  two  poles  of  an  an- 
nular electro  magnet  with  consequent  points  by  which  it  is  en- 
tirely enclosed  and  protected.  The  current  is  carried  to  the 
armature  by  rollers  running  on  the  commutator.  In  consequence 
of  the  annular  form  of  the  electro  magnet,  the  ajznature  passes 
close  to  the  wire  which  surrounds  it,  and  the  induction  cur- 
rents are  developed  in  each  half  by  a  pole  always  of  the  same 
name,  because  the  commutator,  in  consequence  of  the  continu- 
ous rotation  of  the  armature,  always  passes  before  the  helix  in 
the  same  direction.  These  currents  are,  therefore,  in  the  same  di- 
rection as  those  which  magnetize  the  field  magnet,  and  tend  to 
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augment  its  power,  and  the  inductive  action  reaches  its  maxi- 
mum at  the  moment  when  the  axis  of  the  armature  makes  a 
right  angle  with  the  line  which  joins  the  two  poles  of  the  field 
magnet  By  this  means  a  powerful  magnetic  field  is  obtained^ 
because  the  intervals  during  which  the  axis  of  the  armature  is 
at  the  greatest  distance  from  the  poles,  which  are  to  attract  it, 
are  utilized  to  produce  the  reinforcement  of  the  magnetic  field. 
This  motor  may  be  easily  applied  to  any  sewing  machine 


already  in  use,  a  little  straight  support,  and  a  nut  or  thumb-screw 
under  the  motor,  fig.  471,  being  suiBcient  to  fix  it  in  place. 

The  electric  generator  employed  is  a  bichromate  of  potash 
battery  of  six  cells,  contained  in  a  box  which  serves  for  a  seat 
for  the  operator,  and  by  means  of  a  foot  pedal,  conveniently 
placed,  the  battery  plates  may  be  depressed  into  the  liquid  in 
the  cells  or  raised  out  of  it,  and  the  speed  of  the  motor  thereby 
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regulated     The  battery  contains  a  suflScient  quantity  of  liquid 
to  sew  1000  yards  of  seams  at  any  time  within  six  months* 

DEFREZ'  ELECTRIC  POWER  HAMMER. 

The  essential  part  of  this  apparatus,  which  is  shown  in  fig. 
471,  is  a  sectional  solenoid,  which  is  constructed  by  superposing 
a  hundred  flat  bobbins,  half  an  inch  in  thickness,  upon  each  other, 
in  such  a  way  as  to  form  a  single  solenoid  three  feet  in  height ; 
the  incoming  and  outgoing  wires  of  each  of  them  being  con- 
nected with  the  contiguous  bobbins  in  exactly  the  same  way  as 
they  are  in  the  consecutive  sections  of  a  dynamo  electric  machine. 
Each  junction  of  the  wire  of  one  of  the  coils  with  the  wire  of  its 
neighbor  ends  in  a  metallic  plate  set  into  an  insulating  piece 
containing  one  more  plate  than  there  are  coils.   Over  this  species 
of  collector,  which  may  be  rectilinear  or  cylindrical,  pass  two 
brushes  fixed  to  an  insulating  piece  that  may  be  moved  by  hand. 
If  these  two  brushes  are  placed  at  a  distance  so  that  the  number 
of  the  plates  of  the  collector  included  between  them  be,  for  ex- 
ample, equal  to  ten,  and  they  are  then  given  any  degree  of  dis- 
placement whatever,  after  rendering  them  interdependent,  the 
current  which  enters  through  one  of  these  brushes  and  makes  its 
exit  through  the  other  will  always  traverse  ten  coils.    The  efiect 
will  be  the  same  as  if  the  ten  bobbin  solenoids  were  moved  in- 
stead of  the  brushes.    If  now  a  current  is  sent  into  the  apparatus 
and  a  soft  iron  cylinder  be  placed  therein,  the  cylinder  will  re- 
main suspended  in  the  interior  of  the  solenoid,  its  longitudinal 
centre  tending  to  place  itself  at  a  distance  from  that  of  the  sole- 
noid in  proportion  to  the  intensity  of  the  current.  It  would  fall  out 
if  the  intensity  of  the  current  decreased  beyond  a  certain  point 
If  the  current  is  intense  enough  to  keep  the  distance  of  the  two 
centres  much  below  that  which  would  bring  about  a  fall  of  the 
cylinder,  and  an  attempt  is  made  to  remove  the  latter  from 
the  equilibrium  that  it  is  in,  a  pressure  must  be  applied  that 
increases  with  the  amount  of  separation,  exactly   as  if  sus- 
pended from  a  spring.     If  we  displace  the  brushes  a  distance 
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equal  to  the  thickness  of  one  plate  of  the  collector,  the  active 
solenoid  will  undergo  the  same  displacement,  and  its  longitudi- 


Fig,  4t2. 

nal  centre  will  move  away  from  the   iron  cylinder,  and  the 
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attraction  exerted  upon  the  latter  will  increase.  Equilibrium 
cannot  be  re-established  unless  the  cylinder  undergoes  a  dis- 
placement identical  with  that  of  the  solenoid,  and  as  the  latter 
depends  upon  the  motion  communicated  to  the  brushes,  the  cyl- 
inder will  faithfully  reproduce  the  motion  communicated  to  them 
by  the  operator.  Everything  takes  place  as  if  the  iron  cylinder 
were  suspended  in  a  solenoid  four  inches  in  length  that  was 
caused  to  rise  and  fall,  with  the  difference  that  the  weight  of  the 
cylinder  exerts  no  action  on  the  hand  of  the  operator. 

The  elementary  sections  constituting  the  electric  cylinder, 
A  B,  of  the  hammer  are  80  in  number,  and  form  a  total  length 
of  one  meter.  Their  ingoing  and  outcoming  wires  end  in  a 
collector  of  circular  form  shown  at  F  G.  The  brushes  are  re- 
placed by  two  strips,  0  E  and  C  D,  fixed  to  the  double  winch, 
HOI,  which  is  movable  around  the  fixed  centre,  0.  They  can 
make  any  angle  whatever  with  each  other,  so  that  by  trial  the 
most  suitable  length  may  be  given  to  the  active  solenoid.  When 
such  angle  has  been  determined,  the  angle,  B  C  D,  is  rendered  in- 
variable by  means  of  a  set  screw,  and  the  apparatus  is  manoea- 
vred  by  imparting  to  the  double  winch,  H  C  I,  an  alternating 
circular  motion. 

The  iron  cylinder  weighs  50  pounds ;  but  when  the  current 
has  an  intensity  of  43  amperes  and  traverses  16  sections,  the 
stress  developed  may  reach  150  pounds,  or  three  times  the 
weight  of  the  hammer. 

THE  ELECTRICAL  TRANSMISSIOK  OF  ENEBOT  DEBITED    FBOK 
KATUBAL    SOURCE& 

In  1877  Sir  William  Siemens,  in  delivering  an  address  before 
the  Iron  and  Steel  Institute,  said  that  time  would  probably  re- 
veal to  us  effectual  means  of  carrying  power  to  great  distances, 
and  alluded,  as  particularly  worthy  of  consideration,  to  the  use  of 
an  electrical  conductor  to  convey  the  power  of  a  waterfall  em- 
ployed to  give  motion  to  a  dynamo-electrical  machine,  develop- 
ing a  very  powerful  electrical  current,  which  could  be  carried  to 
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a  great  distance  through  a  large  metallic  conductor^  and  then  be 
made  to  impart  motion  to  electro  magnetic  engines,  to  ignite  the 
carbon  points  of  electric  lamps,  or  to  effect  the  separation  of 
metals  from  their  combiuationa  A  copper  rod  three  inches  in 
diameter  he  claimed  would  be  capable  of  transmitting  one 
thousand  horse-power  a  distance  of  three  miles,  an  amount  suf- 
ficient to  supply  one  quarter  of  a  million  candle  power,  which 
would  suffice  to  illuminate  a  moderately  sized  town.  Sir  Wil- 
liam Thomson  at  once  accepted  these  suggestions,  and  with  the 
conceptive  ingenuity  peculiar  to  him,  went  far  beyond  Siemens 
in  showing  before  the  Parliamentary  Electric  Light  Committee 
of  1879  that,  through  a  copper  wire  of  only  half  an  inch  in  diam- 
eter, twenty-one  thousand  horse-power  might  be  conveyed  to  a 
distance  of  three  hundred  miles  with  a  current  of  an  intensity  of 
80,000  volta  The  time  may  come  when  such  a  current,  which 
would  have  a  striking  distance  of  about  fourteen  inches,  may 
be  practically  used,  but  then,  probably,  a  very  practical  law 
enumerated  by  Sir  William  Thomson  would  be  infringed,  viz. : 
that  electricity  is  conveyed  at  the  cheapest  rate  through  a  con- 
ductor, the  cost  of  which  is  such  that  the  annual  interest  upon 
the  money  expended  equals  the  annual  expenditure  for  lost 
effect  in  the  conductor  in  producing  the  power  to  be  conveyed. 
As  Sir  William  Siemens*  suggestion  was  much  criticised  at  the 
time  it  was  made,  when  it  was  still  thought  that  electricity  was 
incapable  of  being  massed  so  as  to  deal  with  many  horse-power 
of  effect,  and  the  size  of  the  conductor  he  proposed  was  also  consid- 
ered wholly  inadequate,  it  will  be  interesting  to  test  his  early  cal- 
culation by  recent  experience.  Mr.  Marcel  Deprez,  as  is  well 
known,  has  succeeded  recently  in  transmitting  three  horse-power 
to  distances  of  twenty-five  miles  through  a  pair  of  ordinary  tele- 
graph wires  of  No.  8  B.  W.  G.  gauge.  Taking  the  relative  con- 
ductivity of  the  iron  wire  employed  by  Deprez,  and  the  three 
inch  copper  rod  proposed  by  Siemens,  the  amount  of  power  that 
oonld  be  transmitted  through  the  latter  would  be  about  four 
thousand  horse-power.  But  Deprez  employed  a  motor  of  2,000 
volts,  and  was  contented  with  a  yield  of  82  per  cent  only  of  the 
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power  imparted  to  the  primary  machinei  whereas,  Siemens 
calculated  upon  an  electro-motive  force  of  200  volts,  and 
upon  a  return  of  at  least  40  per  cent  of  the  energy  imparted 
Sir  William  Armstrong,  in  the  year  1878,  was  probably  the  first 
to  take  practical  advantage  of  Siemens'  suggestions,  in  lighting 
his  house  at  Craigside  at  night,  and  working  his  lathe  and  saw 
bench  during  the  day,  by  power  transmitted  through  a  wire  from 
a  waterfall  nearly  a  mile  distant.  Sir  William  Siemens  also  for 
several  years  pumped  water,  cut  wood,  hay  and  swedes,  lighted 
his  house,  and  carried  on  experiments  in  electro  horticulture  by 
electric  energy  derived  from  a  common  centre  of  steam  power, 
with  the  most  satisfactory  results;  the  whole  management  hav- 
ing been  in  the  hands  of  a  gardener  and  laborers,  who  were 
without  previous  knowledge  of  electricity,  and  the  only  repairs 
that  were  found  necessary  were  one  renewal  of  the  commu- 
tators and  an  occasional  change  of  the  metallic  contact  brushes. 

QUARTERNAET  TRANSMISSION  OF  FORCE. 

In  the  month  of  March,  1883,  Sir  William  Siemens  gave  an 
exhibition  of  electrical  transmission  and  storage  of  power  before 
the  Institution  of  Civil  Engineers  in  London. 

In  a  yard  adjoining  this  institution  a  portable  steam  engine 
had  been  erected  giving  motion  to  a  dynamo  electric  machine 
capable  of  developing  about  8  horse  power  of  electrical  energy, 
or  746  X  8  =  5,968  watts.  This  power  was  conveyed  through 
an  insulated  wire  to  the  coils  of  an  electro-motor,  the  rotating 
axis  of  which  was  practically  in  one  piece  with  that  of  a  centri- 
fugal pump,  by  which  water  could  be  raised  in  considerable 
quantities,  and  when  forced  through  a  nozzle  could  be  lifted 
sixty  feet  high.  The  mechanical  effect  thus  realized  amounted 
to  about  four  horse  power,  and  the  experiment  was  interesting 
as  showing  a  practical  application  of  electric  energy  to  useful 
purposes.  Considering  that  the  weight  of  the  machine  and 
pump  was  less  than  half  a  ton,  and  that  the  power  could  be 
easily  augmented  to  five  or  six  horse  power,  it  is  not  unreason- 
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able  to  look  forward  to  the  time  when  our  fire  engines  will  be 
worked  on  this  principla  Sir  William  Siemens  next  turned 
the  current  from  some  storage  batteries  upon  the  machine  in 
order  to  produce  the  same  results.  In  this  instance  the  effect, 
originally  produced  by  the  steam  engine,  had  given  motion  to  a 
dynamo  electric  machine,  the  electricity  from  which  had  been 
transferred  to  the  secondary  battery,  where  it  had  produced' 
chemical'action.  The  store  of  chemical  effect  thus  produced 
within  the  battery  was  now  made  available  in  forming  a  cur- 
rent, which,  passing  through  the  electro  dynamic  motor  con- 
nected with  the  pump,  imparted  motion  to  the  latter.  The 
current  was  then  connected  with  a  second  electro  dynamic 
motor  to  work  a  saw  bench,  giving  motion  at  the  same  time  to 
a  dynamo  electric  machine,  wound  with  comparatively  thick 
wire.  The  potential  of  the  dyiiamo  electric  machine  outside  of 
the  building  was  equal  to  one  hundred  volts,  but  it  is  some- 
times inconvenient  to  use  a  current  of  such  high  tension,  and 
the  object  in  transferring  the  power  derived  from  the  machine 
of  high  potential  to  the  machine  wound  with  thick  wire  was  to 
obtain  a  current  of  low  potential,  which  in  this  instance  did  not 
exceed  ten  volts.  Such  a  current  could  not  harm  a  child,  but 
is  most  effective  where  quantity  rather  than  high  potential  is  re- 
quired, as,  for  instance,  for  electrolytic  purposes.  The  current 
from  this  machine,  which  Dr.  Siemens  called  the  tertiary,  and 
showed  to  be  more  effective  than  either  the  primary  or  second- 
ary in  heating  an  iron  wire  of  considerable  thickness,  was  then 
connected  to  a  little  toy  railway,  which  was  thus  propelled  by  a 
quarternary  transmission  of  forca  The  steam  engine  transferred 
its  energy  to  a  dynamo  electric  machine ;  this  dynamo  electric 
machine  gave  motion  to  an  electro  dynamic  motor ;  this  electro 
dynamic  motor  transferred  its  power  to  another  dynamo  electric 
machine,  and  this  again  gave  motion  to  the  carriage  upon  the 
rails,  which  latter  performed  the  function  of  conducting  wires. 
The  same  power  had  thus  been  four  times  transmitted,  showing 
the  great  facility  with  which  we  can  reconvert  it  again  and  again 
from  mechanical  into  electrical,  and  from  electrical  into  me- 
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chanical  effect,  and  alter  its  character  from  a  current  of  high 
potential  to  a  current  of  low  potential,  or  vice  versa. 

Dr.  Siemens  next  described  an  application  of  electricity  lately 
made  by  Dr.  John  Hopkinson  to  an  electrical  hoist,  which  was 
to  be  placed  at  the  top  of  a  warehouse,  and  by  putting  on  the 
current  of  the  dynamo-machine  the  weight  could  be  lifted 
readily,  and  stopped  and  lowered  at  will  according  to  the  posi- 
tion of  the  brushes  upon  the  dynamo  commutator. 

Another  application  which  has  been  made  with  great  e£Eect  is 
that  of  raising  the  wire  which  is  used  in  sounding  by  Sir  Wil- 
liam Thomson's  wire-sounder.  The  machine  has  been  em- 
ployed on  board  the  Faraday,  and  the  wire  drawn  up  in  an  ex- 
traordinarily short  space  of  time.  By  these  means  soundings  can 
be  made  in  2,600  fathoms  in  an  hour,  because  the  steamer  can 
go  on  while  the  electric  machine  is  pulling  in  the  wira  The 
only  drawback  which  was  found  in  the  early  trials  was  that  the 
machine  having  been  placed  near  the  compasses,  the  latter  was 
influenced  magnetically  ;  the  caution,  therefore,  to  be  observed, 
is  to  put  it  in  a  part  of  the  ship  away  from  the  compassea 

When  losses  by  unnecessary  wire  resistance,  by  Foucault  cur- 
rents and  by  induced  currents  in  the  rotating  armature,  are 
avoided,  as  much  as  90  per  cent,  or  even  more,  of  the  power 
communicated  to  the  machine  is  realized  in  the  form  of  electric 
energy,  and,  vice  versa,  the  reconversion  of  electric  into  me- 
chanical energy  can  be  accomplished  with  similarly  small  loss. 
Thus,  by  means  of  two  machines  at  a  moderate  distance  apart, 
nearly  80  per  cent  of  the  power  imparted  to  the  one  machine 
can  be  again  yielded  as  mechanical  energy  by  the  second,  if  we 
leave  out  of  consideration  f  notional  losses,  which  latter  need  not 
be  great,  considering  that  a  dynamo  machine  has  only  one  mov- 
ing part  well  balanced,  and  is  acted  upon  along  its  entire  cir- 
cumference by  propelling  force.  Jacobi  proved,  many  years 
ago,  that  the  maximum  efficiency  of  a  magneto  electric  engine 
was  obtained  when 

E"      w      T 


SIEMENS'  ELECTRIC  RAILWATO.  717 

which  law  has  been  construed  by  Yerdet  and  others,  to  mean 
that  one-half  is  the  maximum  theoretical  efficiency  obtainable 
in  electric  transmission  of  power,  and  that  one-half  of  the  cur- 
rent must  be  necessarily  wasted  or  turned  into  heat  Dr.  Sie- 
mens, who  could  not  be  reconciled  to  a  law  necessitating  such 
a  waste  of  energy,  maintained,  without  disputing  the  accuracy 
of  Jacobi's  law,  that  it  has  reference  really  to  the  condition  of 
maximum  work  accomplished  with  a  given  machine,  whereas 
its  efficiency  must  be  governed  by  the  equation 

B        W  ^ 

From  this  it  follows  that  the  maximum  yield  is  obtained  when 
two  dynamo  machines,  of  similar  construction,  rotate  nearly  at 
the  same  speed,  but  under  these  conditions  the  amount  of  force 
transmitted  is  a  minimum.  Practically  the  best  condition  of 
working  consists  in  giving  to  the  primary  machine  such  propor- 
tions as  to  produce  a  current  of  the  same  magnitude,  but  of  60 
per  cent,  greater  electro  motive  force  than  the  secondary ;  by 
adopting  such  an  arrangement,  as  much  as  60  per  cent  of  the 
power  imparted  to  the  primary  could  be  practically  received 
from  the  secondary  machine  at  a  distance  of  several  miles.  Pro- 
fessor Thompson,  in  his  recent  Cantor  Lectures,  has  shown  an 
ingenious  graphical  method  of  proving  these  important  funda- 
mental law& 

SIEMENS'  ELECTRIC  RAILWAYa 

The  idea  of  superseding  the  steam  locomotive  by  an  electric 
engine  is  by  no  means  a  novel  one ;  an  electric  locomotive  having 
been  devised  in  this  country  in  1847  by  Mr.  Lilly  and  Dr.  Colton 
of  Pittsburg.  The  locomotive  was  placed  upon  a  circular  rail- 
way, around  which  it  was  driven  by  electricity.  The  rails  were 
insulated  and  each  connected  to  a  pole  of  the  battery — the  cur- 
rent being  communicated  to  the  engine  through  the  wheels.  The 
engine  was  provided  with  two  magnets,  which,  by  a  process  of 
alternate  attraction  and  repulsion,  drove  the  car  over  the  track. 

In  connection  with  the  history  of  this  subject  it  is  worth  while 
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also  to  mention  that  M.  Bou^,  of  Belfort,  France,  took  out  a 
patent  in  1878  for  the  propulsion  of  carriages  on  a  railway  by 
means  of  electricity ;  and  that  not  only  did  the  patent  describe 
a  means  for  driving  a  single  train  of  cars,  but  also  a  vibratoiy 
apparatus  whereby  the  power  of  the  current  may  be  distributed 
to  several  separate  trains  so  as  to  propel  them  alL  But  while 
historical  mention  is  justly  due  to  the  pioneers  of  a  new  in- 
vention, the  chief  merit  rests  with  him  who  makes  it  a  success, 
and  the  electric  railway  was  never  practically  realized  until  1879, 
when  Dr.  Werner  Siemens  built  and  operated  an  electric  tram- 
way in  the  grounds  of  the  Industrial  Exhibition  at  Berlia  To 
Dr.  Werner  Siemens,  therefore,  belongs  the  honor  of  recog- 
nizing that  the  improved  means  now  at  our  disposal  for  generat- 
ing electricity  and  applying  it  to  the  transmission  of  power  are 
sufficient  to  operate  an  electric  railway  on  a  practicable  scala 

THE  BEBLIN  ELECTBIC  BAILWAT. 

The  Berlin  railway  was  a  narrow  gauge  line,  laid  down  in  a 
circle  900  yards  long.  A  train  of  three  cars  was  placed  upon  it, 
and  on  the  first  car  a  medium-sized  electro  dynamic  machine  was 
fixed  to  the  axle  of  one  pair  of  wheels  in  such  a  manner  as  to 
rotate  the  wheels  when  the  armature  of  the  machine  was  revolved 
by  the  passage  of  a  current  through  its  coils.  Acentral  rail,  sup- 
ported upon  insulating  blocks  of  wood,  ran  between  the  two 
working  rails,  and  it  was  by  this  central  conductor  that  the  cur- 
rent was  led  from  the  generating  machine  placed  at  one  termi- 
nus of  the  line.  The  current  was  drawn  from  this  rail  to  the 
armature  of  the  machine  on  the  locomotive  by  means  of  a  brush 
of  "copper  wires ;  and  after  traversing  the  coils  of  the  armature  it 
was  led  to  the  axle  of  the  driving  wheels,  which  was  insulated 
from  the  body  of  the  car,  and  thence  by  the  driving  wheels  to 
the  outer  rails,  and  by  them  back  to  the  dynamo  electric  machine 
at  the  terminua 

Fig.  478  represents  a  section  through  the  locomotive,  showing 
the  electro  dynamic  machine,  B,  and  the  central  rail,  N,  with 
the  metal  brush  for  picking  up  the  current 
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Between  twenty  and  thirty  persons  could  be  accommodated 
on  the  train  at  a  time,  including  the  conductor,  who  rode  on  the 
first  carriage ;  and  during  the  course  of  the  summer  no  fewer 
than  100,000  were  conveyed  over  the  line,  at  a  speed  of  from 
fiifteen  to  twenty  miles  an  hour.  Crowded  trains  left  the  stations 
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every  five  or  ten  minutes,  and  a  considerable  sum  was  earned  in 
this  way  for  the  benefit  of  charitable  institutions.  The  locomo- 
tive was  capable  of  exerting  five  horse  power,  and  instead  of 
being  fitted  with  a  steam  valve  like  a  locomotive  to  start  or  stop 
it,  it  was  simply  provided  with  a  commutator  for  closing  or 
opening  the  circuit  of  the  current 


THE   LICHTERFELDE   ELECTRIC  RAILWAY. 

The  success  of  this  experiment  soon  led  to  the  laying  of  the 
Lichterf  elde  line,  in  which  both  rails  were  placed  upon  insulating 
sleepers,  so  that  the  one  served  for  the  conveyance  of  the  cur- 
rent from  the  power  station  to  the  moving  car,  fig.  474,  and  the 
other  for  completing  the  return  circuit  This  line  has  a  gauge 
of  3  feet  8  inches,  is  a  mile  and  a  half  long,  and  is  worked  by 
two  dynamo  electric  machines,  developing  an  aggregate  current 
of  9,000  watts,  equal  to  12  horse  power.  It  has  been  in  con- 
stant operation  since  the  16th  of  May,  1881,  and  has  never  failed 
in  accomplishing  its  daily  trafiic. 
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Fig.  474. 
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THE     PABIS     ELBCTBIC     BAILWAY. 

A  line  one-third  of  a  mile  in  length,  but  of  four  feet  eight 
and  a  half  inches  gauge,  was  established  at  Paris  in  connection 
with  the  Electric  Exhibition  of  1881.  In  this  case,  two  sus- 
pended conductors,  in  the  form  of  hollow  tubes  with  a  longitu- 
dinal slit,  were  adopted,  the  contact  being  made  by  metallic 
bolts  drawn  through  these  slit  tubes,  and  connected  with  the 
dynamo  electric  motor  on  the  moving  car  by  copper  ropes  pass- 
ing through  the  roof. 

This  electric  tramway,  which  was  in  successful  operation  dur- 
ing the  entire  summer  of  1881,  experimentally  confirmed  the 
good  results  obtained  at  Berlin  and  Lichterf  eld&  Although  the 
line  was  not  constructed  in  strict  accordance  with  the  require- 
ments of  a  permanent  electric  railway ,  designed  for  practical 
use,  the  experiment  was  none  the  less  satisfactory,  and  the  diffi- 
culties which  had  to  be  overcome  at  the  conmiencement  of  the 
enterprise  proved  the  fecundity  of  resources  which  electricity 
places  at  our  disposal  Mr.  Siemens  had  devised  a  system  for 
use  in  cases  where  the  rails  could  not,  as  in  Lichterfelde,  serve 
as  sole  conductors.  This  arrangement  consisted  in  a  movable 
contact  rolling  upon  an  aerial  conductor,  supported  irom  point 
to  point  upon  poles,  the  rails  serving  as  a  return  wire.  This 
mode  of  communication,  which  was  then  but  partially  developed, 
was  the  one  which  had  been  selected  to  be  put  in  practice  at 
the  International  Electrical  Exposition.  Mr.  Siemens  had  at  first 
intended  to  establish  an  elevated  railway,  supported  upon  col- 
imins,  but  as  the  authority  required  to  do  this  was  accorded  too 
late  for  the  completion  of  the  work  in  time  for  the  exhibition, 
he  was  compelled  to  build  a  surface  line.  He  was  not,  however, 
permitted  to  place  the  rails  in  relief,  as  he  had  done  at  Lichter- 
f elde,  and  was  finally  obliged  to  arrange  for  the  use  of  rails  laid 
even  with  the  earth,  like  those  of  an  ordinary  tramway.  This 
last  circumstance  was  another  serious  obstacle  to  the  accom- 
plishment of  the  enterprise  which  had  to  be  overcome.  In  the 
preliminary  experiments  made  at  the  workshops,  they  employed 
a  brass  tube  which  was  electrically  connected  with  the  car  by  a 
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traverser,  to  bring  the  current  from  the  dynamo  electric  machine 
to  the  electro  dynamic  motor,  and  the  wheels  and  rails  served  as 
a  return  conductor.  This  system,  which  worked  well  in  the 
workshops,  encountered  a  special  difficulty  in  practice.  The 
dirt,  sticking  to  the  i-ails  and  felloes  of  the  wheels,  formed  a  sort 
of  insulating  crust,  which  prevented  a  sufficiently  good  contact 
between  the  car  and  the  rails  to  permit  of  the  latter  serving  as  a 
return  conductor.  Mr.  Siemens  was  compelled,  therefore,  to  es- 
tablish two  aerial  conductors,  instead  of  one,  and  to  provide 
also  two  movable  contacts.  These  unforeseen  modifications  oc- 
casioned some  delay  in  the  construction  of  the  tramway,  but  the 


rig.  476. 

necessary  appliances  were  at  last  successfully  devised  and  exe- 
cuted, and  the  system  of  movable  contacts,  practically  employed 
for  the  first  time  upon  the  Place  de  la  Concorde,  was  entirely 
satisfactory.  We  will  first  describe  this  system,  and  point  out 
afterward  the  particularities  which  accompanied  the  vehicle  in 
its  practical  application. 

The  stationary  aerial  conductors  were  composed  of  brass  tubes, 
C,  represented  in  longitudinal  and  transverse  section  in  fig. 
475.  These  tubes  were  fastened  to  wooden  bars,  supported  on 
poles  by  a  system  of  iron  wires  analogous  to  those  which  are 
employed  in  suspension  bridges.  The  tubes,  C,  were  slit  on  their 
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lower  part  along  their  length  to  a  width  of  about  -^  of  an  inch. 
In  the  interior  of  each  of  these  tubes  slid  a  sort  of  shuttle  made 
of  brass,  five  inches  in  length,  from  which  depended  two  vertical 
shafts.     Upon  these  shafts  slid  a  cross-bar  carrying  a  wheel,  R 
A  second  cross-bar  was  fixed  below  between  two  screw  nuts  at 
the  extremity  of  the  two  shafts,  and  upon  this  cross-bar  rested 
two  spiral  springs,  A  B,  which  tended  to  raise  the  upper  cross- 
bar, G  G,  which  supported  the  wheel  or  roller,  R,  so  that  the 
wheel  pressed  constantly  upon  the  tube  and  thus  maintained  an 
elastic  contact  between  the  wheel  and  the  tuba    Thus  there  was 
a  constant  connection  between  the  wheel  B  and  the  shuttle  in- 
side of  the  tube  C ;  and,  consequently,  between  the  tube  and  the 
movable  system  there  was  an  unbroken  contact  which,  if  not 
perfect,  was  at  least  always  practically  sufficient     Occasionally 
a  few  sparks  were  seen  when  the  shuttle  passed  over  a  coupling 
in  the  tubes,  which  w^re  due  to  small  instantaneous  ruptures  of 
the  current,  but  which  did  not  affect  the  working  of  the  system. 
The  two  tubes  were  connected  at  their  farther  ends  near  the 
Palais  de  I'lndustrie  to  two  conductors  coming  from  the  dyna- 
mo electric  machine,  which  generated  the  current;  and  from  the 
movable  contact  piece,  or  shuttle,  departed  an  insulated  wire, 
F,  which  was  connected  with  the  electro  dynamic  motor,  situated 
under  the  car  between  the  wheels,  to  which  it  transmitted  its 
motion  by  means  of  a  gall  chain.    These  were  not,  however,  the 
two  wires  which,  during  the  progr^s  of  the  car,  affected  the 
traction  of  the  movable  contact  apparatus.     For  this  purpose, 
to  each  contact  two  cords,  D  D^,  were  attached  to  the  vertical 
shafts  above  the  cross  bar,  G  G,  each  of  them  serving  to  draw 
the  movable  contact  according  to  the  direction  of  the  car,  and 
there  were  also  four  cords  for  connecting  the  car  with  the  whole 
of  the  two  movable  contacts.     In  order  to  prevent  their  touching 
and  forming  an  electrical  contact  during  their  movement,  the  ex- 
tremities (»i  the  cross  bar,  G  G,  were  provided  with  pieces  of 
ebonite,  which  effectually  prevented  all  accidents  of  this  nature. 
In  practice,  the  various  pieces  forming  the  movable  contact  suf- 
fer more  or  less  from  wear  and  tear,  but  experience  has  shown 
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that  the  wear  comes  especially  upon  the  shuttle,  or  core,  which 
is  easily  replaced. 

The  maximum  speed  which  the  vehicle  was  able  to  attain  was 
40  miles  an  hour ;  but  its  average  speed,  during  the  whole  time 
that  it  was  in  operation,  was  lOJ-  miles  an  hour.  In  order  to 
regulate  the  speed,  the  conductor  of  the  car  had  conveniently  at 
hand  the  lever  of  a  rheostat,  by  which  he  could  introduce  more 
or  less  resistance  into  the  circuit.  The  lever,  which  was  placed 
horizontally  at  the  end  of  the  car,  moved  over  contact  s^^ents 
arranged  in  a  circle.  These  segments,  which  were  insulated 
from  each  other,  were  connected  by  coils  of  wire  whose  resist- 
ances ranged  from  one  ohm  to  two  hundred  ohms  each.  The 
stoppage  of  the  car  was  produced  by  the  interruption  of  the  cir- 
cuit, but,  in  order  to  prevent  a  too  sudden  rupture  of  the  cur- 
rent, this  interruption  was  preceded  by  the  introdnction  in  the 
circuit  of  a  very  large  resistanca  For  this  purpose,  the  con- 
ductor moved  the  lever  of  his  commutator  in  such  a  manner  as 
to  gradually  increase  the  resistance ;  when  the  lever  had  arrived 
at  the  end  of  its  course,  the  current  was  broken.  In  addition  to 
the  above  mentioned  appliances,  the  car  was  also  provided  with 
an  ordinary  brake,  which  also  contributed  to  its  stoppage^ 

The  number  of  revolutions  of  the  dynamo  electric  generator 
was  650  per  minute,  and  that  of  the  electro  dynamic  motor, 
placed  under  the  can  was  465  per  minute.  The  line  had  a  total 
length,  from  the  Palais  de  Tlndustrie  to  the  little  shed  situated 
at  the  comer  of  the  Champs  Elysees,  of  about  one  third  of  a 
mile.  It  had  a  curve  of  61  yards  radius,  and  from  the  entrance 
of  the  Palais  to  the  point  where  it  passed  the  fountain,  a  second 
curve  of  38  yards  radius,  with  a  counter  curve  nearly  identical 
At  one  point  there  was  a  grade  of  an  inch  per  yard  Upon  the 
straight  part  of  the  line,  the  work  expended  at  the  average 
speed  was  three  and  a  half  horse  power ;  upon  the  curve,  it  was 
seven  and  a  half  horse  power,  and  it  reached  more  than  eight 
and  a  half  horse  power  upon  the  ascending  grada 

The  car  differed  a  little  from  that  of  the  electric  tramway  at 
Lichterfelde,  it  being  an  imperial  car,  modelled  after  that  of  the 
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North  Tramways,  and  it  was  capable  of  containing  60  persons,  in- 
cluding the  controller  and  conductor.  The  car  weighed,  when 
empty,  12,000  pounds ;  and  when  filled,  it  attained  a  weight  of 
20,000  pounds.  It  is  represented  in  fig.  476,  which  also  gives  a 
general  view  of  the  line. 

During  the  continuance  of  the  Electrical  Exposition,  a  period 
of  about  seven  weeks,  95,000  passengers  were  conveyed  on  this 
line,  and  its  good  working  produced  a  new  proof  of  the  prac- 
ticability of  electric  railways.  The  administration  charged  five 
cents  for  the  conveyance  of  each  passenger  from  end  to  end  of 
tjbe  railway,  and  the  amount  received  was  sufficient  to  pay  all 
expenses. 

Concerning  the  mode  of  communication  adopted,  although  it 
worked  satisfactorily  at  the  Exposition,  it  is  evident  that  it  would 
not  be  applicable  to  lines  of  much  greater  length.  For  long  dis- 
tances it  will  be  necessary  to  employ  lines  raised  above  ground, 
like  those  at  Lichterf  elde,  or  elevated  ones  like  those  projected  by 
Mr.  Siemens,  where  its  rails  can  be  utilized  as  conductors.  But, 
on  the  other  hand,  the  movable  contacts,  the  efficiency  of  which 
has  been  fully  recognized  at  the  Champs  Elysees,  will  be  able  to 
render  service  in  other  cases.  In  works  of  exploitation,  for  ex- 
ample, as  in  the  galleries  of  mines,  and  in  short,  for  all  lines  of 
small  extent,  where  it  would  be  difficult  to  insulate  the  rails,  re- 
course might  be  had  to  them, 

THE   PORTRUSH   ELECTRIC  TRAMWAY. 

An  electric  tramway,  6  miles  in  length,  has  been  constructed 
between  Portrush  and  Bush  Mills,  in  the  north  of  Ireland.  In 
this  instance  the  two  rails,  8  feet  apart,  are  not  insulated  from 
the  ground,  but  being  joined  electrically  by  means  of  copper 
staples  they  form  the  return  circuit,  the  current  being  conveyed 
to  the  car  through  a  T  iron  placed  upon  short  standards,  and 
insulated  by  means  of  insulite  caps.  Where  a  gap  necessarily 
occurs,  such  as  at  a  cross  road,  they  simply  stop  the  T  iron  and 
commence  it  again  at  the  other  side  of  the  gap,  connecting  the 
two  ends  by  means  of  an  insulated  conductor  below  ground. 
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In  order  to  span  the  gap  two  brushes  are  attached  to  the  car, 
one  in  front  and  the  other  toward  the  back  of  the  car,  and 
the  gap  being  a  little  less  than  the  distance  between  the  two 
brushes,  the  one  brush  catches  the  opposite  side  before  the 
other  one  leaves.  Thus  by  a  simple  arrangement  they  get  over 
the  difficulty  of  crossing  by-roads.  At  first  the  power  was  pro- 
duced by  a  steam  engine  at  Portrush,  giving  motion  to  a  shunt- 
wound  dynamo  of  15,000  watts  =  20  horse  power,  but  arrange- 
ments were  subsequently  made  to  utilize  a  waterfall  of  ample 
power  near  Bush  Hills,  by  means  of  three  turbines  of  40  horse 
power  eacL  The  working  speed  of  this  line  is  restricted  by 
the  Board  of  Trade  to  10  miles  an  hour,  which  is  readily  ob- 
tained, and  there  is  no  difficulty  in  starting  the  loaded  car  on 
the  worst  part  of  the  route,  which  a  steam  engine  frequently 
fails  to  do.  At  one  point  there  is  a  long  and  rather  steep  in- 
cline— 1  in  88 — ^two  miles  in  length.  There  was  some  doubt  in 
the  mind  of  Sir  "William  Siemens,  the  constructor  of  the  line, 
whether,  with  the  arrangements  adopted,  this  incline  could  be 
worked  satisfactorily ;  but  experience  has  proved  that  it  could 
be,  and  the  car  is  drawn  up  the  incline  without  difficulty  when 
fully  loaded.  It  niay,  therefore,  be  said  that  transmission  or  pro- 
pulsion by  electricity,  even  under  adverse  circumstances,  Is  an 
accomplished  fact  A  further  six  miles  of  extension  to  Dervock 
will  connect  this  railway  with  the  railway  system  of  the  north 
of  Ireland ;  they  will  then  have  a  length  of  twelve  miles  of  line 
of  the  same  gauge,  and  using  the  same  carriages  as  those  gener- 
ally used  there. 

It  is  a  remarkable  circumstance  in  favor  of  the  electric  trans- 
mission of  power,  that  while  the  motion  of  the  electro  dynamic 
or  power  receiving  machine  is  small,  its  potential  of  force  is  at 
its  maximum,  and  it  is  owing  to  this  favorable  circumstance 
that  the  electric  train  starts  with  a  remarkable  degree  of  energy. 
With  the  increase  of  motion  the  accelerating  power  diminishes 
until  it  comes  to  zero,  when  the  velocity  of  the  electro  dynamic 
or  driven  machine  becomes  equal  to  that  of  the  dynamo  electric 
or  current  producing  machine.     Between  the  two  limits  of  rest 
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and  mazimam  velocity  the  driving  power  r^ulates  itself  accord- 
ing to  the  velocity  of  the  train :  thus,  on  an  ascending  gradient 
the  speed  of  the  train  diminishes,  but  the  same  effect  is  auto- 
matically produced  which  results  from  the  turning  on  of  more 
steam  in  case  of  the  locomotive  engine.  When  running  on  the 
level,  the  velocity  of  the  train  should  be  such  that  the  magneto 
electric  machine  should  make  one  half  to  two  thirds  of  the 
number  of  revolutions  per  minute  of  the  dynamo  electric  ma- 
china  When  descending,  the  speed  of  ihe  electro  dynamic 
machine  will  be  increased  in  consequence  of  the  increased  velo- 
city of  the  train,  until  it  exceeds  that  of  the  dynamo  electric 
machine,  from  which  moment  the  functions  of  the  two  machines 
will  be  reversed ;  the  machine  on  the  train  will  become  a  cur- 
rent generator,  and  pay  back,  as  it  were,  its  spare  power  into 
store,  performing  at  the  same  time  the  useful  action  of  a  brake 
in  checking  further  increase  in  the  velocity  of  the  train.  If  two 
trains  be  placed  upon  the  same  pair  of  rails,  the  one  moving 
upon  an  ascending  portion,  the  other  upon  a  descending  portion 
of  the  same,  power  will  be  transmitted  through  the  rails  from 
the  latter  to  the  former,  and  they  may,  therefore,  be  considered 
as  connected  by  means  of  an  invisible  rope. 

With  regard  to  the  relations  of  work  done  to  energy  expended 
on  the  electric  railway,  the  proportion  of  power  actually  trans- 
mitted varies  with  the  speed  of  the  train,  and  reaches  a  maximum 
when  the  angular  velocity  of  the  armature  of  the  machine  on  the 
train  is  about  two-thirds  that  of  the  armature  of  the  current 
generator.  Under  this  condition  it  is  found  in  practice  that 
something  over  fifty  per  cent  of  the  motive  power  of  the  sta- 
tionary engine  driving  the  generator  is  utilized  in  drawing  the 
train« 

It  is  not  to  be  expected  that  the  electric  locomotive  will  com- 
pete with  the  steam  locomotive  on  long  lines  of  railway,  but  it 
may  prove  very  serviceable  under  special  circumstances  and  on 
short  lines.  For  steep  gradients,  tramways  in  mines,  docks, 
large  works,  or  cities,  it  is  particularly  well  adapted,  owing  to 
its  freedom  from  noise  or  noxious  fumea    It  is  also  well 
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adapted    for  the  transmission   of    letters  along  subterranean 
tubes. 

TRAMWAY  WORKED  BY  ELKOTRIO  ACCUMULATOR& 

For  tramways  within  populous  districts  the  insulated  con- 
ductor involves  a  serious  difficulty,  and  it  may,  perhaps,  be 
more  advantageous  under  these  circumstances  to  resort  to 
secondary  batteries,  forming  a  store  of  electrical  energy  carried 
under  the  seats  of  the  car  itself,  and  working  an  electro  dynamic 
motor  connected  with  the  moving  wheels. 

Such  an  experiment  has  recently  been  made  at  Kew  Bridge, 
on  the  Acton  tramway  line,  London.  The  car  used  in  this  ex- 
periment was  fitted  with  an  accumulator  battery  consisting  of 
50  Faure-Sellon-Volckmar  cells,  weighing  about  80  lbs.,  and 
capable  of  working  a  tram  car  with  its  full  load  for  sevenrhours. 
The  accumulators  were  stored  under  the  seats  of  the  car,  and 
the  current  was  conveyed  by  insulated  wire  to  a  Siemens  electro 
motor,  the  armature  of  which  being  revolved,  and  the  power  was 
conveyed  to  a  pulley  fastened  on  the  same  axle  as  the  armature 
and  connected  with  the  axle  of  the  driving  wheel  The  motor 
worked  satisfactorily  with  an  electro  motive  force  of  100  volts, 
producing  a  current  of  60  amperes,  equal  to  6,000  watts,  and  as 
746  watts  constitute  a  horse  power,  the  result  was  a  consump- 
tion of  eight  horse-power. 

By  means  of  a  simple  switch  the  action  of  the  motor  was  re- 
versed at  willy  and  the  power  increased  or  diminished  as  required, 
by  adding  to  or  taking  from  the  number  of  cells  composing  the 
accumulator,  and  by  breaking  the  circuit  the  motive  power  was 
stopped,  and  the  brake  being  then  applied,  the  car  was  almost 
immediately  brought  to  a  standstill 

The  oar  could  carry  a  load  of  forty-six  persons,  the  total 
weight  being  about  five  tons.  The  speed  attained  was  six  miles 
per  hour,  and  the  car  ran  smoothly  along  a  level  road  and  down 
hilL  When  the  attempt  was  made  to  ascend  an  incline,  a  de- 
fect in  a  connecting  band  interfered  with  the  operation  of  the 
motor,  and  the  trial  was  interrupted  at  that  point     There  is  be- 
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lieved  to  be,  however,  no  serious  diflSlculty  involved  in  the  case, 
and  it  was  decided  to  place  electrical  cars  on  the  Acton  road  as 
soon  as  the  necessaiy  license  could  be  obtained. 

The  cost  of  running  cars  in  this  manner  is  estimated  at  $1.50 
per  day  for  each  car,  against  $6.25  for  the  same  service  when 
horses  are  employed,  and  in  places  where  water  or  other  natural 
power  is  available,  and  there  would  be  no  expense  for  fuel,  the 
outlay  would  be  still  more  favorable  to  the  new  system.  It 
should  be  stated  as  another  advantage  of  this  electrical  car  that 
it  was  lighted  by  Swan  incandescent  lamps,  and  supplied  with 
electric  bells,  both  being  worked  by  the  accumulators. 

AN  ELEVATED   ELECTRIC  TRAMWAY. 

Dr.  Werner  Siemens  has  designed  an  elevated  tramway  to 
connect  one  end  of  the  city  of  Berlin  with  the  other.  It  is  pro- 
posed to  have  two  separate  lines,  one  for  the  going  and  the  other 
for  the  return  journey.  The  rails  are  to  be  8  ft  8  in.  apart, 
and  only  two  rails  will  be  required  for  each  line,  the  current 
coming  from  the  terminal  engine  by  one  line,  and  returning  by 
the  other.  Each  train  has  fourteen  narrow  cars,  four  to  convey 
standing  passengers,  and  ten  for  sitting  passengers.  A  60  horse 
power  engine  will  be  stationed  at  one  end  of  each  line,  and  the 
speed  will  be  twenty  miles  per  hour. 

ELECTRIC   RAILWAY   IN  TUNNEIA 

The  freedom  of  the  electro  locomotive  from  smoke  is  of  great 
importance  in  passing  through  a  long  adit  or  tunnel,  and  it  is 
interesting  to  learn  that  the  administration  of  the  St  Gothard 
Tunnel  seriously  contemplate  its  application  to  the  conveyance 
of  their  trains  through  that  gigantic  tunnel  Existing  circum- 
stances are  in  this  case  favorable  to  the  employment  of  electric 
power,  as  at  both  ends  of  the  tunnel  turbines  of  enormous  abro- 
gate power  were  established  to  assist  in  boring,  and  still  stand 
ready  for  use.  All  that  has  to  be  done,  therefore,  is  to  insu- 
late the  rails,  and  connect  dynamo  electric  machines  of  suf- 
ficient power  to  the  turbines  and  the  train.     Instead  of  insula- 
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ting  one  of  the  rails,  it  might  be  advisable  to  convey  the 
current  by  a  conducting  rope  resting  on  wooden  or  glass 
supports  in  such  a  manner  that  it  can  be  picked  up  by  the  train 
as  it  passes,  and  run  over  one  or  more  contact  pulleys  connected 
to  the  armature  of  the  machine  carried  by  the  train,  then  de- 
posited again  on  its  insulating  supports.  In  this  way,  no  doubt, 
the  insulation  of  the  rails  could  be  avoided,  but  it  remains  to 
be  determined  by  the  experiment  whether  the  high  velocity  of 
the  train  would  not  render  such  a  plan  impracticable. 

EDISON'S    ELECTRIC    RAILWAT. 

Kg.  477  presents  a  general  view  of  an  electro  motive  engine 
and  car  devised  by  Mr.  Thomas  A.  Edison,  and  was  employed 
by  him  in  1880,  at  Menlo  Park,  N.  J.  This  electric  railway 
was  built  upon  natural  ground,  with  litde  or  no  grading  or  re- 
gard for  curves,  and  was  about  half  a  mile  in  length.  The 
niotor  was  precisely  like  the  electric  generator  shown  on 
page  188,  and  the  current  was  supplied  by  a  similar  machine 
worked  by  a  stationary  engine.  The  current  was  conveyed  to 
the  track  by  two  copper  wires,  one  being  connected  to  each  rail, 
the  rails  being  insulated  from  each  other.  The  armature  of  the 
locomotive  made  four  revolutions  to  one  revolution  of  the  driv- 
ing wheels. 

field's  electric  railway. 

An  electric  railway,  devised  by  Mr.  Stephen  J.  Field,  was  ex- 
hibited at  the  Chicago  Exposition  in  1883,  on  which  occasion 
two  of  Weston's  No.  6  dynamo  electric  machines  were  employed, 
the  same  type  being  used  as  a  generator  and  motor.  The  track, 
fig.  478,  was  laid  in  the  gallery  of  the  main  building,  extending 
around  its  margin  and  curving  sharply  at  either  end  on  a  radius 
of  56  feet  Its  total  length  was  1,553  feet,  or  nearly  one  third 
of  a  mile.  This  track,  which  was  of  three  feet  gauge,  was  com- 
posed of  three  rails,  as  in  Siemens'  Berlin  line,  the  middle  rail 
being  connected  with  one  pole  of  the  stationary  generator  lo- 
cated below  on  the  main  floor,  at  a  distance  of  about  fifty  feet 
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from  the  track.  The  two  outside  tracks  were  electrically  con- 
nected together  and  with  the  other  pole  of  the  generator.  This 
arrangement  obviated  the  necessity  of  insulating  the  wheels  on 
one  side  from  those  on  the  other,  which  is  necessary  when  only 
two  rails  are  used.  In  order  to  secure  good  connections  and  low 
resistance,  a  precaution  made  necessary  by  the  low  electro  motive 
force  of  the  generator,  wires  were  laid  under  each  rail  The 
locomotive,  which  was  twelve  feet  long  and  five  feet  wide 
and  weighed  about  three  tons,  is  shown  in  Fig.  479  in 
plan  with  its  cab  removed.  This  figure  shows  the  manner 
of  transmitting  the  power  from  the  armature  of  the  motor 
to  the  driving  wheels.  The  motor  is  placed  crosswise  upon 
the  frame-  Its  armature  shaft  is  coupled  to  an  extension 
shaft  which  is  prolonged  forward  and  transmits  motion  by  means 
of  bevel  gearing  to  a  countershaft  carrying  two  pulleys.  From 
these  pulleys  the  power  is  transmitted  by  means  of  belts  to  the 
loose  pulleys  on  the  axle  of  the  drivers.  The  gearing  of  the  ar- 
mature extension  shaft  to  the  counter  shaft  was  made  so  as  to 
reduce  the  speed  three  times.  The  pulleys  on  the  counter  shaft 
were  12  inches  in  diameter,  the  driven  or  loose  pulleys  on  the 
axle  of  the  driving  wheels  were  26  inches  in  diameter,  and  the 
driving  wheels  were  80  inches  in  diameter.  The  maximum 
speed  which  this  gearing  would  produce  was  about  12  miles  per 
hour,  but  the  weakness  of  the  gallery  on  which  the  track  was 
laid  made  it  necessary  to  run  the  locomotive  at  a  lower  speed 
The  average  speed  maintained  was  eight  miles  an  hour,  the  mo- 
tor revolving  at  the  rate  of  about  750  turns. 

The  two  Weston  machines  used  as  generator  and  motor  were 
of  the  shunt  wound  description,  in  which  ^he  current  from  the 
armature  divides  into  two  portions,  one  passing  through  the 
field  magnet  circuit  and  the  other  through  the  external  circuit, 
the  amount  of  current  flowing  through  each  circuit  being  in- 
versely proportional  to  its  resistance.  "When  the  resistance  of 
the  external  circuit  is  great,  a  large  amount  of  current  passes 
through  the  field  magnet,  and  the  magnetic  field  is  stronger.  In 
this  case  the  effect  of  opening  the  external  current  is  precisely 
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the  same  as  if  its  resistance  were  increased  to  infinity ;  that  is 
to  say,  all  of  the  current  passes  through  the  field  magnets  and 
the  magnetic  field  attains  its  highest  degree  of  power.  On 
the  other  band,  when  the  resistance  of  the  external  circuit  is  re- 
duced to  almost  nothing,  the  greater  part  of  the  current  passes 
through  the  external  circuit,  only  a  small  portion  passing 
through  the  field  magnets,  and  the  magnetic  field  is  very  weak. 
Consequently,  if  a  shunt  generator  is  started  with  a  closed  ex- 
ternal circuit  of  very  low  resistance,  the  small  quantity  of  cur- 
rent induced  in  the  armature  by  the  residual  magnetism  of  the 
magnetic  field  passes  almost  wholly  into  the  external  circuit,  and 
the  magnetism  of  the  magnetic  field  fails  to  increase,  so  that  the 
current  developed  remains  small. 

Now  if,  as  in  the  case  of  the  electric  locomotive,  the  external 
circuit  consists  of  a  second  machine  to  be  worked  as  a  motor, 
the  resistance  of  which  is  very  small,  the  generator  will  not  de- 
velop current  enough  to  start  the  motor.  If,  however,  the  lead- 
ing wires  add  sufficient  resistance  to  the  external  circuit  to  cause 
the  diversion  of  an  appreciable  current  into  the  derived  or  field 
magnet  circuit  of  the  generator,  its  magnetic  field  will  increase 
in  power  and  the  current  induced  in  the  armature  will  conse- 
quently be  greater  in  volume,  and  perhaps  enough  to  start  the 
motor.  Consequently  it  would  appear  expedient  tp  increase  the 
external  resistance  at  the  time  of  starting  the  generator,  so  that 
its  magnetic  field  may  be  charged  sufficiently.  When  the  mo- 
tor begins  to  move  it  develops  a  counter  electro  motive  force  in 
the  circuit  which  practically  amounts  to  so  much  electrical  re- 
sistance, and  causes  the  further  diversion  of  current  into  the 
magnetic  field  circuit  Thus,  when  once  started,  the  counter 
electro  motive  force  of  the  motor  answered  the  purpose  of  resist- 
ance. It  was  found  by  experiment  that  the  best  efficiency  of 
the  generator  was  realized  when  the  motor  had  attained  its 
maximum  speed,  from  which  it  was  inferred  that  the  proper  mo- 
ment to  put  the  load  on  the  motor  was  when  it  had  reached  its 
greatest  velocity. 

The  mechanism  by  which  this  was  accomplished  is  shown  in 
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fig.  480,  which  represents  &  rear  end  elevation  of  the  locomo- 


Fig,  479. 


tive  without  the  cab.     The  loose  pulleys,  Or  G,  run  on  the  sxle 
of  the  driving  wheels,  W  W,  motion  being  transmitted  to  them 
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hy  belta  from  the  pulleys  of  the  countershaft,  as  shown  in  figs. 
8  and  4.  P  F  F  P  are  cone  friction  pulleys  fitting  into  the  in- 
terior of  the  rim  of  the  loose  pulleys.  These  friction  pulleys 
revolve  with  the  shafts  being  connected  thereto  by  means  of 
keys  and  key-ways,  which  are  loose,  however,  so  that  the  fric- 
tion pulleys  can  slip  lengthwise  on  the  axle  as  they  revolve. 
The  hub  of  each  friction  wheel,  F^  f  j,  carries  a  collar,  E  E, 
which  is  connected  by  arms,  D  D,  to  a  lever,  B,  f  ulcrumed  at  C 
on  a  projection  from  another  collar  fitted  around  the  shaft  In 
the  position  shown  the  friction  cones  P  F  P^  Pj  are  removed 
from  the  pulleys,  which  are  free  to  move  loosely  upon  the  axle. 
But  upon  moving  the  lever  B  to  the  right  the  friction  cones 
both  move  outward  from  the  centre,  and  engage  the  inner  sur- 
face of  the  pulleys,  and  thus  the  motion  of  the  loose  pulleys  is 
communicated  to  the  driving  wheels  W  W. 

The  device  for  picking  up  the  current  from  the  central  rail  is 
also  shown  in  fig.  480.  It  consists  of  a  kind  of  inverted  vice 
bolted  to  an  arm,  H  H,  projecting  from  the  frame  of  the  loco- 
motive The  jaws  N  N  of  the  vice  are  each  perforated  with  three 
holes  directed  obliquely  downward  and  inward,  through  which 
bundles  of  phosphor-bronze  wire  pass,  being  fastened  by  a  screw, 
O.  A  spiral  spring,  S,  extending  between  the  arms  of  the  vice 
serves  to  bring  the  two  brushes  M  M  into  close  contact  with  the 
central  rail  P,  whether  the  locomotive  is  moving  forward  or 
backward. 

.The  means  for  regulating  the  speed  of  the  engine  is  similar  to 
that  employed  on  the  electric  railway  at  the  Paris  Exposition. 
By  the  motion  of  a  lever,  fig.  481,  the  resistance  of  a  suitable 
rheostat  is  thrown  in  or  out  of  the  main  circuit,  thus  controlling 
the  amount  of  current  flowing  therein.  The  lever  is  placed  hori- 
zontally and  moves  over  contact  segments  disposed  in  a  circle. 
These  segments  are  insulated  from  each  other,  but  are  connected 
by  coils  of  iron  wires  of  different  resistances.  When  the  lever  is 
in  the  position  shown  in  the  figures,  there  is  no  resistance  in- 
cluded in  the  circuit  When  it  is  moved  forward  to  the  next  seg- 
ment, the  resistance  is  1  ohm.     On  moving  to  the  next  the  resist- 
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ance  is  2  ohms,  and  so  on,  the  amount  of  resistance  inclndeo'feeii': , 
cuit  when  the  lever  touches  each  segment  being  in  fig.  481  indica- 
ted by  the  figures  thereon.     The  rheostat  included  two  Edison  B 
lamps  of  85  ohms  each,  so  that  the  total  resistance  when  the 
lever  touched  the  last  segment  was  174  ohms. 

The  high  resistance  necessary  at  starting  to  cause  the  magnetic 
fieJd  of  the  generator  to  magnetize  itself  was  readily  afforded  by 
this  rheostat  on  closing  the  circuit  The  device  for  reversing 
the  current  at  the  motor  when  it  is  desired  to  make  the  locomo- 
tive move  backward  is  shown  in  fig.  482.     The  lever  J  causes 


Fig.  481. 

the  wheel  H  H  to  turn  on  the  armature  shaft  G.  This  wheel 
gears  with  two  wheels  E  F,  to  which  are  fastened  arms  0  C 
D  D.  These  arms  carry  brush-holders  and  brushes  Aj  A,  Bj 
B,.  The  function  of  the  device  is  simply  to  change  the  relative 
direction  of  the  current  through  the  armature  of  the  motor.  In 
the  position  shown  in  the  figure  the  positive  brush  B,  touches 
the  commutator  at  the  left  hand  side,  while  the  negative  brush 
A,  touches  it  at  the  right  hand  side.  On  moving  the  lever  J 
as  far  as  R  the  brushes  A,  B,  leave  contact  On  moving  the 
lever  still  further  the  brushes  A  B  now  come  in  contact  with 
the  commutator  of  the  motor,  so  that  the  positive  brush  B^ 
touches  the  right  hand  side  of  the  commutator  and  the  negative 
brush  A  the  left  hand  side,  instead  of  the  opposite. 
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The  locomotive  was  provided  with  an  electric  bell  having  a 
resistance  of  850  ohms,  which  was  placed  in  parallel  circuit 
with  the  motor;  its  high  resistance  preventing  any  appreciable 
division  of  the  current  from  the  motor. 

The  Chicago  electric  railway,  which  was  the  first  constructed 
in  this  country  for  business  purposes,  was  opened  June  9,  and 
closed  June  23,  having  run  in  118  hours  446  miles,  and  carried 
26,805  passengers. 

ELECTRIC   RAILWAY  OPERATED  BY  ACCTJMULATORa 

An  electric  railway  operated  by  accumulators  has  been  estab- 
lished at  the  linen  bleaching  works  of  Mr.  Fourriet,  situated  at 
Le  Breuil-en-Auge,  in  the  Department  of  Calvados,  Franca  At 
this  establishment,  the  fabrics  are  treated  with  chlorine  and 
alkaline  solutions,  by  exposure  to  the  sun  in  the  open  air  in 
large  fields,  over  which  the  pieces  of  linen  are  spread.  Each 
piece  of  goods  is  100  yards  in  length;  and  there  are  87  acres  of 
ground  which  may  thus  be  covered  The  track  of  the  railway 
passes  in  front  of  all  the  lines  of  goods,  over  an  extent  of  about 
2,500  yards,  550  yards  of  it  being  straight,  and  there  being 
twenty-one  branches.  The  track  is  a  narrow  gauge,  2  feet  8 
inches,  and  the  rails  are  of  the  Yignole  typa 

The  train,  which  is  moved  by  an  electro  dynamic  motor,  fig. 
488,  actuated  by  Faure  accumulators,  fig.  484,  leaves  the  works 
with  empty  cars.  Having  arrived  on  the  ground,  it  stops,  and 
the  motor  is  made  to  actuate  pick-up  rollers,  between  which  is 
fastened  the  end  of  the  piece  to  be  gathered  in.  The  cloth,  as 
it  leaves  the  rollers,  passes  over  a  reel  and  is  deposited  in  the 
car  by  a  workman  (fig.  485).  As  all  the  pieces  spread  out  on 
the  grass  have  previously  been  connected,  end  to  end,  one  man 
can  take  up  6,500  yards  in  80  minutes,  although  by  ordinary 
methods  this  would  take  11  houra 

The  electro  dynamic  motor  (fig.  483)  consists  of  a  reversible 
Siemens  machine  of  20  horse-power.  A  diminution  of  speed  in 
the  ratio  of  1  to  9  is  obtained  by  an  endless  chain  transmission. 
The  machine  is  controlled  by  a  manoeuvring  lever  shown  in  fig. 
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488.  In  the  vertical  position  the  brake  is  unlocked,  and  no 
electrical  action  takes  place.  On  depressing  the  lever  an  electiic 
contact  is  set  up,  the  resistance  of  the  rheostat  decreases  and  the 
speed  isincreased    The  speed  of  the  train  then  varies  according 


Fig,  488. 

as  the  lever  is  pushed  in  one  direction  or  the  other.  When  i*  ^ 
in  this  position  of  rest  it  locks  the  brake  at  the  same  tima  Th^ 
is  a  second  lever,  which  is  arranged  for  reversing  the  direction, 
by  acting  upon  the  brushes  of  the  electro  dynamic  motor ;  ^^ 
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a  third,  which  permits  of  connecting  the  motor  either  with  the 
motive  axle  to  move  the  train  or  with  the  rollers  to  gather  up 
the  goods. 
The  tender  (fig.  484)  contains  the  Faure  accumulators.  These 


Fig.  484. 

are  arranged  in  three  tiers  in  baskets,  each  containing  six  of  the 
apparatus.  Two  of  the  tiers  contain  four  baskets,  and  the  other 
contains  two.  The  sixty  accumulators  weigh  1,100  pounds. 
These  accumulators  are  charged  by  a  current  from  the  Gramme 
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macliine,  which  has  been  used  for  lighting  the  work  since  1879, 
by  means  of  eleven  Reynier  lamps.  The  weight  of  the  electric 
engine  is  2,000  pounds ;  that  of  the  tender  is  1,600 :  and  each 
car,  when  loaded,  1,700.  With  the  workmen  and  six  passengers, 
the  total  weight  of  the  train  is  14,000  pounds.  The  accumula- 
tors are  charged  by  a  current  from  a  <Jramme  machine,  which 
has  been  used  for  lighting  the  worksfsince  1879,  by  means  of 
eleven  Reynier  lamps.  The  works  are  capable  of  producing  60 
horse  power.  Of  this  only  three  are  utilized  during  the  time  of 
charging,  which  lasts  from  five  to  eight  hours.  At  the  upper 
end  of  the  tender  there  is  a  commutator,  fig.  484,  which  ad- 
mits of  setting  the  accumulators  successively  in  operation— ^first, 
to  the  minimum  number  of  twenty-four,  and  then  by  a  succes- 
sive increase  of  six  up  to  sixty.  The  speed  of  the  train  is  eight 
miles  per  hour ;  but  in  this  special  application  rapidity  has  in 
nowise  been  sought  The  duration  of  working  is  three  hours, 
and  this  is  limited  by  the  charge  of  the  conductors.  If  such  a 
system  were  employed  for  carrying  passengers  on  tramways,  all 
that  part  of  the  apparatus  which  serves  for  gathering  up  the 
goods  would  give  place  to  accumulators,  thus  permitting  of  the 
tender  being  dispensed  with. 

ELKOTRIO   RAILWAYS  FOR  TRANSPORTING  DESPATCHEa 

To  the  c[uestion  of  electric  railways,  properly  speaking,  is  con- 
nected that  of  electric  railways  designed  for  the  transportation 
of  despatches.  This  question  has  already  been  thoroughly  dis- 
cussed in  Paris,  where  the  idea  of  replacing  the  pneumatic  tubes 
by  a  small  vehicle  impelled  electrically  was  urged  in  1879  by 
Mr.  Charles  Bontemps,  and  subsequently  renewed  in  a  confer- 
ence with  Dr.  Werner  Siemens  in  1880.  The  value  of  this 
method  was  subsequently  shown  by  experiment  during  the  same 
year  by  Mr.  Marcel  Deprez,  upon  a  small  circular  railway  con- 
structed in  the  court  of  the  general  telegraph  office  in  Paris,  by 
the  aid  of  his  small  electric  locomotiva  In  March,  1881,  experi- 
ments of  the  same  value  were  made  in  Vienna  with  equal  suc- 
oess,  by  the  Director  General  of  Telegraphy,  Mr.  Brunner  de 
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Wattenvyl.  In  spite  of  these  encouraging  results,  however,  the 
project  which  had  been  formed,  following  the  Experiment  of  Mr. 
Deprez,  to  establish  an  electric  post  in  the  sewers  of  Paris,  seems 
to  have  been  completely  abandoned 

At  the  electrical  exhibition  at  the  Palais  de  I'Industrie,  in 
1881,  this  system  of  transporting  despatches  was  represented  by 
the  small  locomotive  of  Mr.  Beprez  and  by  the  analogous  ap- 
paratus of  Mr.  Siemens,  shown  in  fig.  486.  The  latter  consisted 
of  a  small  dynamo  electric  machine,  mounted  upon  a  small  car, 
to  the  wheels  of  which  it  communicated  a  movement  of  rotation. 
The  current  was  transmitted  to  the  locomotive  through  the  rails 
and  wheels,  and  to  the  locomotive  was  attached  a  metallic  box, 
mounted  upon* wheels,  in  which  were  placed  the  despatches. 

Mr.  Bontemps  has  fully  shown  the  economy  which  would  re- 
sult from  the  replacement  of  the  pneumatic  tubes  by  the  elec- 
tric post,  and  has  demonstrated  that  if  at  any  given  moment 
forty  electric  vehicles,  each  weighing  with  its  despatches  thirty- 
three  pounds,  were  travelling  at  a  speed  of  twenty  feet  a  second 
(about  fourteen  miles  an  hour),  the  total  work  required  for  the 
transportation  of  the  despatcihes  upon  all  the  subterranean  sys- 
tems of  Paris  would  be  only  twelve  horse  power,  while  by  the 
pneumatic  tubes  this  work  requires  one  hundred  and  twenty 
horse  power.  With  the  pneumatic  tubes  it  is  necessary  to  move 
not  only  the  box  containing  the  despatches,  but  in  addition  a 
considerable  column  of  air,  which  causes  a  very  much  greater 
friction  than  that  of  the  box  itself.  By  the  pneumatic  tube 
system  a  very  great  force  is  expended  in  order  to  be  able  to 
transport  a  relatively  limited  number  of  despatches.  By  the 
electric  post,  with  an  expenditure  of  force  much  less,  the  num- 
ber of  despatches  transported  would  be  much  greater.  The 
capacity  of  the  vehicle  at  the  same  time  woidd  not  limit  its  ap- 
plication to  the  transportation  of  despatches,  as  it  would  be 
very  easy  to  make  it  serve  for  the  transportation  of  letters  and 
newspapers  also,  which  would  prove  an  important  auxiliary  to 
the  postal  service  where  the  telegraph  and  postal  systems  were 
united. 
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PLOUGHING  BY  ELECTRICITY. 

The  transmission  of  power  by  means  of  electricity  and  its 
application  to  various  industries  is  constantly  increasing.  Among 
those  who  have  devoted  much  attention  to  this  branch  of  elec- 
trical service  are  Messrs,  Chretien  and  Felix,  two  French  engi- 
neers, who  have  ,begun  a  series  of  applications  which  promise  to 
produce  important  results.  In  1879  these  gentlemen  used  a 
combination  for  unloading  beet  boats  and  loading  wagons  at  the 
sugar  works  of  Sermaize,  in  Mame.  A  Gramme  machine  was 
made  to  turn,  by  means  of  a  belt,  a  large  wheel,  which  carried 
an  endless  chain  of  buckets,  similar  to  that  used  on  dredgesL 
The  chain  ran  down  into  the  boat,  where  six  workmen  loaded 
the  buckets  with  the  beets  that  were  to  be  hoisted.  The  chain 
worked  continuously,  and  the  buckets,  as  fast  as  they  reached 
the  proper  point,  dumped  the  beets  automatically  into  an 
inclined  hopper,  through  which  they  were  carried  to  the  wagons 
in  waiting.  During  the  season  there  were  unloaded  in  this  way 
four  hundred  tons  of  beets,  which  had  been  brought  to  the  port 
of  Sermaize  by  boats  on  the  canal  from  the  Mame  to  the  Bhina 
The  governing  Gramme  machine  was  situated  in  the  Sermaize 
sugar  works,  at  a  distance  of  about  825  feet  from  the  port,  the 
two  machines  being  connected  by  wires  carried  on  posta  The 
use  of  this  apparatus  was  found  to  effect  a  saving  of  about  40 
per  cent  over  manual  labor. 

These  gentlemen  have  since  gone  still  farther  by  exhibiting 
(also  at  Sermaize)  a  device  for  ploughing  by  electricity. 

A  governing  Gramme  machine  occupies  a  fixed  position  in 
the  sugar  works,  and  is  actuated  by  a  steam  engine.  The  elec- 
tricity thereby  developed  is  led  by  conducting  wires,  first  to  one 
windlass  and  then  to  another.  These  two  windlasses,  moanted 
on  four-wheeled  carriages,  are  seen  at  the  right  and  the  left  of 
the  field  in  fig.  487.  By  means  of  a  small  steel  cable,  half  an 
inch  in  diameter,  these  windlasses  alternately  draw  back  and 
forth  over  the  field  a  balance  plough  provided  with  four  shares, 
two  working  in  each  direction.  Motion  is  given  to  the  wind- 
lasses by  two  Gramme  machines,  placed  at  the  right  and  left,  as 
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shown  in  the  engraving.  The  mechanical  arrangement  is  very 
simple^  Each  of  the  two  Gramme  machines  carries  two  pulleys, 
covered  with  India  rubber,  which  press  against  and  move  the 
two  large  pulleys  of  the  hauling  apparatus  by  friction.  The  two 
machines  are  connected  together  at  their  upper  parts  by  means 
of  a  simple  connecting  rod  and  a  pair  of  India  rubber  rings, 
which  hold  the  pulleys  on  the  ends  of  the  Gramme  machine 
against  the  large  pulleys  of  the  windlass. 

The  apparatus  works  as  follows  :  The  electric  current  being 
led  from  the  factory  through  the  two  conducting  cables,  causes 
the  Gramme  machines  to  revolve.  The  friction  pulleys  on  the 
ends  of  the  latter  move  the  large  pulleys,  and  these  in  turn  com- 
municate motion  to  the  hauling  drum  by  means  of  pinions  fixed 
on  their  axlea  The  hauling  drum,  by  means  of  its  steel  cable, 
carries  the  plough.  When  the  latter  has  crossed  the  field  a  com- 
mutator is  turned,  the  current  reversed,  the  other  windlass  set 
in  motion,  and  the  plough  thus  carried  back  to  its  former  position. 
In  the  experiment  at  Sermaize  the  two  windlasses  were  placed 
at  a  distance  of  664  feet  apart,  and  the  8  horse  power  engine 
which  gave  motion  to  the  dynamo  electric  machines  which  sup- 
plied the  electricity  was  situated  at  1,800  feet  from  the  field. 
The  Granmie  machines  at  works  were  driven  at  1,600  revolu- 
tions per  minute,  while  those  on  the  windlasses  made  800  per 
minuta  The  hauling  drums  made  14  and  27  revolutions  per 
minute  under  the  slow  and  fast  speeds  respectively,  the  corre- 
sponding speeds  of  the  plough  being  164  and  266  feet  per  minute. 
It  was  found  that  about  fifty  per  cent  of  the  work  of  the  fixed 
engine  was  realized  on  the  field,  and  that  the  efficiency  of  the 
electro  dynamic  apparatus  is  from  SO  to  60  per  cent,  according 
to  the  distance  of  transmission. 

Another  feature  connected  with  the  apparatus  remains  to  be 
mentioned.  The  wagons  which  carry  the  windlasses  are  them- 
selves moved  by  electricity  after  the  ploughing  of  every  double 
furrow.  This  is  effected  as  follows :  Upon  a  prolongation  of  the 
main  axle  of  the  machine  is  fixed  a  bevel  pinion,  which  gears 
with  a  bevel  wheel  at  the  end  of  the  wagon ;  the  shaft  of  the 
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bevel  wheel  carries  a  pitcli  pinioD,  and  over  this  and  a  cog 
wheel  on  the  hind  axle  of  the  wagon  runs  a  pitch  chain.  By  a 
simple  shifting  of  the  gearing,  motion  is  transferred  from  the 
windlass  to  the  latter  system  and  a  headland  movement  of  the 
wagon  obtained.  The  steering  of  the  wagon  is  e£Eected  by  a 
hand  wheel  in  front 

It  is  urged  in  favor  of  this  apparatus  that  it  will  provide  in 
France  the  means  of  supplanting  much  hand  labor,  which  is 
scarce,  expensive,  and  not  always  to  be  depended  upon ;  and 
that  by  its  means  much  water  power,  now  n^lected,  may  be 
turned  to  profitable  advantage  in  actuating  the  machines  for 
producing  and  transmitting  the  electricity. 


CHAPTER  IX. 

THE  ELECTRICAL  STORAGE  OF  POWER. 

The  Storage  of  electricity  by  means  of  electric  accumulators, 
which  has  recently  played  so  important  a  part  in  the  transmis- 
sion of  electric  energy,  is  not  an  entirely  new  conception.  The 
hydrogen  gas  battery  suggested  by  Sir  William  Grove,  in  1841, 
realized  in  the  most  perfect  manner  the  conception  of  storage, 
although  the  power  obtained  from  it  was  exceedingly  slight 
This  battery  was  made  as  follows :  Into  the  two  outer  necks  of 
a  three  necked  bottle  two  glass  tubes  were  fitted,  each  of  which 
was  open  below,  and  a  platinum  wire  entered  them  hermetically 
above,  to  which  a  long  strip  of  platinum  was  soldered,  extending 
nearly  to  the  bottom  of  the  tube.  Little  cups,  containing  mer- 
cury, were  attached  to  the  upper  end  of  these  wires.  The  bottle 
was  filled  with  slightly  acidulated  water,  and  the  poles  of  a 
galvanic  battery  were  placed  in  the  little  cups.  Water  was 
thereby  decomposed ;  oxygen  forming  in  one  tube  and  hydrogen 
in  the  other.  When  the  battery  wires  were  removed,  no  change 
took  place  till  metallic  connection  was  established  between  the 
cups,  when  oxygen  and  hjldrogen  gradually  disappeared,  at- 
tended by  an  electric  current,  which  passed  from  the  oxygen  to 
the  hydrogen.  When  several  of  these  were  put  together  in  a 
battery,  the  connection  being  always  oxygen  to  hydrogen,  they 
could  decompose  water.  The  most  important  fact  illustrated  by 
this  battery  was  that  the  oxygen  and  hydrogen,  liberated  by 
galvanic  agency,  when  left  to  themselves,  produced  a  current 
the  opposite  to  that  which  separated  them.  When  the  poles  of 
the  decomposing  battery  were  in  the  mercury  cups,  hydrogen 
was  given  ofE  at  the  — ,  and  oxygen  at  the  -|-  pole;  and  as 
opposite  electricities  attract,  it  is  manifest  that  the  hydrogen  in 
this  action  was  +,  and  the  oxygen  — .  When  two  gases  formed 
by  means  of  the  platinum  plates,  a  galvanic  pair  by  themselves, 
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the  current  proceeded  from  the  +  to  the  —  within  the  liquid, 
and  the  reverse  way  between  the  poles,  which  was  the  opposite 
of  the  direction  of  the  original  current  It  is  manifest,  there- 
fore, that  where  oxygen  or  hydrogen  is  set  free  at  any  point  in  a 
galvanic  circuit,  they  will  tend  to  send  a  counter  current  This 
tendency  is  called  galvanic  polarization. 

Sir  William  Siemens,  in  1858,  constructed  a  battery  of  con- 
siderable power  by  substituting  porous  carbon  or  platinum,  im- 
pregnating the  same  with  a  precipitate  of  lead  peroxidized  by  a 
charging  current  At  that  time,  however,  little  practical  im- 
portance was  attached  to  the  subject,  and  even  when  Plant^  in 
1860,  produced  his  secondary  battery,  composed  of  lead  plates 
peroxidized  by  a  charging  current,  little  more  than  scientific 
curiosity  was  excited  It  is  only  since  the  electro  dynamic 
motor  has  become  an  accomplished  fact  that  the  importance  of 
this. mode  of  storing  energy  has  become  of  practical  importance, 
and  great  credit  is  due  to  Faure,  Kabath,  Yolckman  and  others 
for  putting  this  valuable  addition  to  practical  science  into  avail- 
able form. 

Fig.  488  shows  a  single  pile  of  Faure  battery  operating  a 
small  electric  motor.  Fig.  489  shows  the  method  of  combining 
the  plates.  Fig.  490  shows  a  battery  arranged  with  a  commu- 
tator for  combining  the  elements  for  tension  or  quantity. 
The  plates  are  of  pure  lead  foil,  having  a  width  of  7  inches, 
a  height  of  7^  inches,  with  an  ear  projecting  from  the  top  1} 
inches  wide  and  8  inches  high.  The  total  effective  surface 
on  both  sides  and  edges  of  each  plate  is  100  square  inchea 
These  secondary  elements  were  constructed  as  follows : 

After  cutting  out  a  sufficient  number  of  lead  plates,  pieoes  of 
Canton  flannel,  15  inches  long  and  7^  inches  wide,  were  cut,  to- 
gether with  as  many  sheets  of  blotting  paper,  7i  inches  square, 
as  there  were  lead  plates.  A  thick  paint  of  red  lead  was  then 
prepared  by  mixing  the  dry  pigment  with  water  containing  one 
tenth  of  sulphuric  acid.  This  paint  had  a  consistency  of  paste, 
and  was  applied  thickly  to  one  side  of  the  sheet  of  lead.  The 
Canton  flannel  having  been  painted  to  within  one  quarter  inch 
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of  its  edges  on  the  nap  side,  the  lead  was  laid,  painted  side 
down,  upon  the  painted  Canton  flannel,  when  the  other  side  of 
the  lead  was  painted  and  the  cloth  was  folded  over  the  lead, 


Fig.  488. 


Itg.  489. 

completely  enveloping  it,  with  the  exception  of  the  ear  at  the 
top,  and  projecting  about  one  quarter  inch  beyond  the  edges  of 
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the  lead.  The  lead  with  its  envelope  was  then  laid  upon  a  level 
board,  and  another  plate  was  prepared  in  the  same  manner  and 
placed  over  the  first,  with  an  intervening  layer  of  blotting  paper, 
and  with  the  ear  placed  opposite  the  ear  of  the  first  Other  lead 
plates  were  added  in  the  same  way,  with  the  interposed  sheet  of 
blotting  paper  and  with  the  ears  alternating  in  position,  as  indi- 
cated in  fig.  489.  When  ten  plates  had  been  placed  together 
in  this  manner  they  were  clamped  together,  and  the  ears  were 
passed  through  a  slit  in  the  wooden  cover  of  the  containing  cell 
and  bent  down  upon  the  top  of  the  cover,  as  shown  in  fig.  488. 
They  were  then  pierced  and  traversed  by  the  screw  of  a  binding 
post  which  enters  the  wood.  In  this  way  each  pole  of  the  ele- 
ment was  furnished  with  a  binding  post,  and  at  the  same  time 
firmly  secured  to  the  cover.  The  cell  was  then  filled  with  acid- 
ulated water — water  10  parts,  sulphuric  acid  1  part — and  after 
the  cloth  and  blotting  paper  had  become  saturated  the  element 
was  connected  with  a  dynamo  electric  machine.  One  element 
of  ten  plates,  after  receiving  the  current  from  the  dynamo  for 
ten  minutes,  operated  the  small  motor,  shown  in  fig.  488,  three 
hours,  and  another  ten  minutes'  application  of  the  current  from 
the  dynamo  charged  it  so  that  after  eighteen  hours  of  rest  it 
yielded  a,  current  which  was  apparently  as  strong  as  when  it 
was  first  charged  on  the  previous  day ;  but  a  time  test  proved 
that  it  was  incapable  of  running  the  motor  for  quite  so  long  a 
time  as  when  the  current  is  used  soon  after  storing. 

kabath's  accumulator. 

The  principal  element  of  the  Kabath  accumulator  is  shown 
in  fig.  491,  and  consists  of  two  series  of  lead  ribbons,  about  ^kiF 
inch  thick  and  i  inch  wide ;  one  series  being  14  inches,  and  the 
other  20  inches  long.  The  latter  are  passed  between  two 
grooved  cylinders,  where  they  are  rolled  and  corrugated  in  such 
a  way  that  their  length  is  reduced  to  that  of  the  first  series.  A 
flat  and  corrugated  ribbon  are  then  superposed  alternately,  until 
a  group  of  190  bands  has  been  put  together,  having  a  total  width 
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of  8^  inches.  This  assemblage  is  then  enclosed  in  an  envelope 
of  sheet  lead,  soldered  together  at  the  edges  so  as  to  form  a 
sheath.  The  two  faces  of  this  envelope  are  pierced  with  round 
holes  i  inch  in  diameter,  distributed  in  several  parallel  rows, 
and  ranged  in  groups  as  shown  in  the  figure.  These  openings 
allow  the  liquid,  in  which  the  sections  are  immersed,  to  circulate 
freely.  At  the  ends,  the  two  lips  of  the  envelopes  are  brought 
together  and  soldered  At  one  end  a  strip  of  lead  slightly  bent 
is  added  to  serve  as  a  rheophore.  This  constitutes  a  single  cell 
of  the  Eabath  accumulator  which,  when  finished,  presents  the 
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appearance  of  a  plate  15  inches  long,  3^  inches  wide,  and  J  inch 
thick,  the  weight  being  about  2.2  lb.  The  strips  of  lead  are  set 
close  together,  as  shown  at  the  left  hand  of  fig.  492,  but  in  such 
a  way  that  the  corrugations  of  the  gauffered  ribbons  are  not  in 
the  least  flattened.  On  looking  through  the  circular  openings 
in  the  envelope,  light  can  be  seen  between  the  flat  and  serrated 
strips. 

Originally  these  cells  were  made  in  two  types  of  portable 
and  vertical  accumulators.  One  of  these,  the  laboratory 
type,  fig.  498,  is  formed  of  six  cells  placed  in  a  glass 
chamber,  the  whole  weighing  18  lbs. ;  the  other,  the  industrial 
type,  is  shown  in  fig.  492,  which  indicate  the  collection  of 
elements  and  the  box  enclosing  them.  This  type  is  made  up 
of  twelve  cells  and  weighs  84  lbs.  Mr.  de  Eabath  has  recently 
given  up  these  forms  in  favor  of  an  open  trough  type,  which 
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are  contained  in  rectangular  wooden  boxes,  lined  inside  with 
hard  rubber,  separated  from  the  wood  by  a  thin  coat  of  insulating 
mastic  formed  of  arkanson  and  paraffine.  The  cells  are  placed 
edgewise,  as  shown  in  figs.  494  and  495,  parallel  to  each  other, 
their  flattened  ends  passing  between  vertical  strips  of  ebonite, 
which  act  as  guidea 


FHg,  492. 

This  latter  detail  is  advantageously  replaced  by  glass  plates, 
having  the  same  height  as  the  box,  and  provided  with  two 
grooves.  These  plates  are  placed  at  opposite  ends  of  the  box, 
and  receive  two  cells,  forming  a  couple^  Fig.  495  shows  such  a 
couple  between  the  two  glass  guides,  the  box  of  course  not  being 
indicated.  The  lead  rheophores  are  alternated,  and  are  soldered 
to  the  envelope  of  the  cells.     With  a  metal  of  higher  conduc- 
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tivity,  copper  for  example,  bathed  in  the  surrounding  liquid,  a 
destructive  hydro  electric  action  would  be  set  up.     The  ends  of 


Fig,  493. 

the  lead  rheophores  are  above  the  top  of  the  trough,  and  are 


I\g.  494. 

united  by  screwed  collars,  seen  in  fig.  494,  one  of  which  is  shown 
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separately  on  the  side  of  the  box.  This  collar  also  receives  the 
conducting  wire.  To  avoid  any  direct  pressure  of  the  screw  on 
the  lead  strips  which  would  throw  them  out  of  shape,  a  small 
copper  packing  piece  is  introduced,  on  which  the  end  of  the 


Fig.  495. 

compressing  screw  bears.  The  enclosing  troughs  are  furnished 
with  handles  (fig.  496)  for  convenience  of  transport  Two  types  of 
this  new  arrangement  are  in  use-^^  small  pattern  corresponding 
to  the  vertical  laboratory  type  described  above,  and  a  large  size 
corresponding  to  the  industrial  model.  A  third  and  larger  type 
is  now  being  made.  The  two  former  are  of  the  following  char- 
acter: 


Laboratory  type. 
Industrial  type. . 


Weight 


Lb. 
13.2 
65 


Electro 
motive 
Force. 


Volts. 
2.2 
2.2 


Ohm. 
0.05 
0.05 


Priee. 


Dollars. 

6.00 

16.00 


From  these  data  it  will  be  seen  that  the  intensity  of  the  cur- 
rent furnished  by  the  accumulator  with  a  closed  circuit  should 

2  2 

be,  according  to  Ohm's  law,  -rr-^  =  44  amperes ;  but  it  is  evi- 
dent that  this  is  a  maximum  that  cannot  be  attained  in  doing  use- 
ful work,  since  it  assumes  the  absence  of  exterior  resistance.  It  is 
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known  that  the  maximum  useful  effect  is  obtained  when  the 
external  and  internal  circuits  have  the  same  resistance.      In 

2  2 
this  case  the  intensity  of  the  current  would  be  ovoa^  ^^  ^^ 

amperes.  A  rate  of  15  to  17  amperes  may  therefore  be  adopted 
for  average  work 

This  description  of  the  Kabath  accumulators  will  show  how 
easily  they  may  be  transported  or  modified,  when  one  or  several 
cells  require  to  be  replaced.  They  have  only  to  be  emptied  and 
the  rheophores  detached  •,  each  cell  can  then  be  lifted  from  the 
guides,  and  handled  independent  of  the  adjoining  cell  It 
will  be  seen,  moreover,  when  speaking  of  the  formation  of  these 
aceumulatorSj  that  facility  of  handling  is  not  the  only  advantage. 
All  secondary  batteries  derived  from  the  Plants  type  differ  from 
each  other  only  in  the  details  of  their  construction.  The  prin- 
ciple is  the  same,  and  also  the  manner  in  which  the  electro  mo- 
tive force  is  produced,  since  the  latter  depends  solely  on  the 
same  chemical  action. 

In  making  an  accumulator,  after  the  parts  have  been  put 
together,  the  next  process  is  to  form  it,  that  is,  to  produce  the 
deposit  of  oxide  of  lead,  which  gives  the  polarizing  quality 
to  the  battery,  and  enables  it  to  furnish  a  secondary  current  In 
the  Kabath  and  Plants  batteries  this  is  done  by  the  electric  cur- 
rent alone.  To  form  a  battery,  a  glass  or  stoneware  vessel  is 
filled  with  distilled  water,  to  which  one  tenth  of  sulphuric  acid, 
quite  free  from  iron  and  arsenic,  is  added.  When  cold,  this  mix- 
ture is  poured  into  the  troughs  containing  the  battery,  to  within 
a  small  distance  of  thfe  edge,  thus  submerging  the  cells. 

Formation  is  effected  slowly,  and  in  such  a  way  that  the  oxide 
may  adhere  as  firmly  as  possible  The  process  is  kept  up  for 
several  days,  the  direction  of  the  current  kept  flowing  through 
the  battery  being  sometimes  reversed,  and  ihe  battery  also  being 
allowed  to  discharge.  In  this  manner  the  lead  strips  are  thor- 
oughly attacked,  the  oxidation  penetrating  to  the  centre  of  their 
thickness.  Despite  this  relatively  great  oxidation,  the  thin  strips 
of  lead  are  not  readily  injured  by  long  use,  and  a  cell  can  be 
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easily  removed  and  replaced.  There  are  no  means  of  knowing 
with  exactitude  at  what  moment  the  battery  is  completely 
formed.  Theoretically,  the  process  should  be  complete  when 
the  whole  mass  of  lead  plate  has  been  equally  attacked  Prac- 
tically, it  is  finished  when  the  chemical  action  has  been  carried 
so  far  that  the  solidity  and  cohesion  of  the  lead  ribbons  are 
within  narrow  limits  of  being  compromised.    Charging  an  accu- 


Fig.49^ 


mulator  is  only  a  repetition  of  a  part  of  the  forming  process,  since 
it  is  efEected  in  the  same  way,  and  reproduces  the  efEect  of  the 
preceding  phasa  ^ 

All  sources  of  direct  currents  are  suitable  for  charging 
secondary  batteries;  it  is  only  necessary  that  they  should  be 
constant  and  economical  and  have  sufficient  electro  motive  force. 
But  dynamo  electric  generators  with  separate  excitators  are  the 
best  for  the  purpose,  because  the  direction  of  their  current  varies 
only  with  that  of  rotation,  which  is  a  favorable  condition  to  avoid 
changing  the  poles  during  charging.  Generally,  however,  self- 
exciting  dynamo  machines  are  used,  such  as  the  workshop  type 
of  the  Gramme  generator.  These  machines  are  employed  at 
Kabath's  factory.  Each  generator  is  driven  at  a  speed  of  800 
revolutions  per  minute,  and  produces  sufficient  current  to  charge 
thirty  accumulators,  arranged  in  three  series  of  ten  each.  This 
arrangement  requires  very  attentive  watching,  because  if  any 
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accident  occurred  to  reduce  the  electro  motive  force  of  the  gener- 
ator, the  current  might  be  reversed,  and  the  accumulators  would 
discharge  into  the  generator,  resulting  in  a  loss  of  work,  heating, 
and  the  danger  of  burning  the  conductors.  To  avoid  the  evils 
of  such  an  accident,  Kabath  has  devised  an  automatic  breaker, 
to  open  the  circuit  whenever  the  generator  current  falls  below  a 
certain  electro  motive  force. 

A  question  of  great  interest  in  connection  with  the  electric  ac- 
cumulator is  that  of  its  permanenca  A  fear  has  been  expressed 
by  many  that  local  action  would  soon  destroy  the  fabric  of  which 
it  is  composed,  and  that  the  active  surfaces  would  become  coated 
with  sulphate  of  lead,  preventing  further  action.  It  has,  how- 
ever, lately  been  proved  by  scientific  investigation  that  the  ac- 
tion oi  the  secondary  battery  depends  essentially  upon  the  alter- 
native composition  and  decomposition  of  sulphate  of  lead,  which 
is  therefore  not  an  enemy  of,  but  the  best  friend  to,  its  continued 
action.  The  action  of  the  battery  depends  simply  upon  the  de- 
composition of  the  coating  of  sulphate  of  lead,  so  that^  com- 
mencing with  sulphate  of  lead  on  both  surfaces,  this  is  on  the 
one  hand  changed  into  metallic  lead,  and  on  the  other  hand  into 
peroxide ;  by  the  action  of  the  battery  in  producing  power  it  is 
changed  back  into  its  original  condition ;  and  there  is  no  apriori 
reason  why  such  a  battery  should  not  be  available  for  use  for  a 
very  long  time.  Of  course  it  cannot  be  expected  that  as  much 
effective  power  can  be  got  out  of  it  as  is  put  in.  Precisely  what 
the  loss  is,  those  who  are  in  the  best  position  to  know  are  not 
prepared  to  say,  but  certainly  it  is  not  of  such  serious  import 
as  to  prevent  the  practical  use  of  these  secondary  batteries 
for  many  useful  purpose& 


CHAPTER   X. 

ELECTRICAL  HSASUB£|fENT. 

An  essential  step  in  the  direction  of  learning  any  branch  of 
physical  science  is  to  find  principles  of  numerical  reckoning,  and 
methods  for  practically  measuring  some  quality  connected  there- 
witL  The  first  step  toward  numerical  reckoning  of  properties  of 
matter,  is  the  discovery  of  a  continuously  varying  action  of  some 
kind,  and  the  means  of  definitely  observing  it  and  measuring  it 
in  terms  of  some  arbitrary  unit  or  scale  division.  But  to  com- 
plete the  science  of  measurement  in  any  department,  and  espe- 
cially in  that  of  electricity,  it  is  necessary  to  fix  on  something 
absolutely  definite  as  the  unit  of  reckoning. 

UNITS  OF  MEASUREMENT. 

Cavendish  and  Coulomb,  in  the  last  century,  furnished  the 
requisite  foundation  for  a  complete  system  of  electric  and  mag- 
netic measurement ;  but  the  first  complete  method  of  scientific 
measurement  was  that  of  Gauss,  in  his  system  of  absolute  meas- 
urement for  terrestrial  magnetism,  which  gave  the  starting  im- 
pulse for  the  whole  system  of  absolute  measurement  as  it  exists 
to-day  throughout  the  range  of  electrio  science. 

Gauss'  principle  of  absolute  measurement  for  electricity  and 
magnetism,  is  merely  an  extension  of  the  astronomers'  method 
of  reckoning  mass  in  terms  of  the  universal  gravitation  unit  of 
matter ;  and  of  the  reckoning  of  force  adopted  by  astronomers, 
in  conunon  with  all  workers  in  mathematical  dynamics,  accord- 
ing to  which  the  unit  of  force  is  that  force  which,  acting  on  a 
unit  of  mass  for  a  unit  of  time,  generates  a  velocity  equal  to  the 
unit  of  velocity.  It  leaves  the  units  of  mass,  space  and  time  to 
be  assumed  arbitrarily. 

As  early  as  1851,  Sir  William  Thomson  b^an  using  the  ab- 
solute system  in  the  reckoning  of  electro  motive  forces  of  voltaic 
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cells,  and  the  electric  resistance  of  conductors,  in  electro  mag- 
netic units ;  and  after  advocating  the  general  use  of  the  absolute 
system  for  ten  years,  obtained  the  appointment  of  a  committee 
of  the  British  Association  on  electricsd  standards,  which,  in  1869, 
launched  the  absolute  system  for  general  use,  with  arrangements 
for  the  supply  of  standards  for  resistance  coils  in  terms  of  a  unit, 
first  called  the  British  Association  unit,  and  afterward  the  ohm ; 
of  which  the  resistance  reckoned  in  electro  magnetic  measure  was 
to  be,  as  nearly  as  possible,  ten  thousand  kilometres  per  second. 
In  1861,  Sir  Charles  Bright  and  Latimer  Clark  communicated  a 
paper  to  the  British  Association,  in  which  the  names  that  are 
now  in  use^-ohms,  volts,  farads  and  micro-farads — were  sug- 
gested, together  with  a  complete  continuous  system  of  measure- 
ment, which,  while  it  did  not  fulfil  all  the  conditions  of  the  ab- 
solute system,  fulfilled  some  of  them  in  an  exceedingly  useful 
manner  for  practical  purposes.  Since  1871,  the  absolute  system 
has  been  in  general  use  in  the  United  States  and  Great  Britain, 
but  it  was  ten  years  later  before  its  definitive  practical  adoption 
by  France,  Germany  and  the  other  continental  countries  of 
Europe  in  conformity  with  the  decree  of  the  international  con- 
ference for  the  determination  of  electric  units,  held  at  Paris  in 
October,  1881.  The  decision  adopted  was,  not  to  take  the 
British  Association  unit,  whose  accuracy  was  the  subject  of  well 
founded  doubt,  but  that  as  soon  as  good  evidence  is  given  of  a 
sufficiently  near  measui^ement  for  practical  purposes  of  the  resist- 
ance of  any  conductor,  then  the  unit  which  the  British  Associa- 
tion had  aimed  at  would  be  adopted ;  but  it  was  to  be  left  to  the 
judgment  and  convenience  of  the  users  of  standards  when  to 
make  the  change,  should  a  change  be  necessary,  from  the  British 
Association  unit — the  ohm — or  from  the  Siemens  unit — the  re- 
sistance of  a  column  of  mercury  at  zero  temperature,  a  metre  in 
length  and  a  square  millimetre  in  section — ^in  order  to  bring  the 
measurement  into  more  dose  agreement  with  the  absolute  reck- 
oning. 

FUNDAMENTAL   UNITSu 

For  mechanical  and  electrical  measurements,  the  centimetre. 
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the  gramme  and  the  second  have  been  adopted  as  the  funda- 
mental units  of  length  (L),  mass  (M),  and  time  (T),  respectively ; 
whence  they,  and  the  units  derived  from  them,  are  called  for 
brevity  the  C.  G.  S.  system  of  absolute  units.  The  intimate 
relation  which  exists  between  the  centimetre  and  the  gramme — 
the  latter  being  the  weight  of  a  cubic  centimetre  of  distilled 
water  at  the  temperature  of  its  maximum  density,  viz.,  4^  Centi- 
grade—is a  peculiar  advantage  of  these  units. 

DERIVED   UNITS. 

To  quantities  of  different  kinds  separate  units  are  respectively 
assigned.  The  numerical  value  of  any  concrete  quantity  is  the 
ratio  it  bears  to  the  unit  of  its  kind.  A  unit  of  one  kind  of 
quantity  is  sometimes  defined  by  reference  to  a  unit  of  another 
kind  of  quantity,  and  still  more  frequently  by  reference  to  two 
or  more  units  of  other  kind&  The  units  thus  defined  are  called 
derived  units,  and  the  practical  advantage  of  employing  such 
units  is,  that  they  are  more  convenient  for  calculation  than 
independent  units  would  be,  because  they  avoid  the  introduction 
of  additional  factors,  which  would  involve  needless  labor  in 
calculating  and  difficulty  in  remembering.  The  derived  me- 
chanical and  electro  magnetic  units  are  the  only  ones  we  shall 
have  occasion  to  describe  hera 

DERIVED  KECHANICAL  UNITS. 

The  C.  G.  S.  unit  of  velocity  (V)  is  the  velocity  of  a  body 
which  passes  over  a  centimetre  in  a  second,  and  in  fundamental 
units  it  is,  therefore,  equal  to 

T 

Momentum  or  quantity  of  motion  of  a  body  is  defined  as  the 
product  of  its  mass  into  its  velocity,  hence  its  value  is 


•*•   X    rp      *~     T    * 


ML 
T  ' 

The  unit  of  force  (F)  is  that  force  which,  acting  on  a  gramme 
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of  matter  for  a  second,  generates  a  velocity  of  one  centimetre  a 
second  This  unit  is  named  the  dy na  Since  a  force  is  measured 
by  the  momentum  which  it  generates  per  unit  of  time,  and  is 
therefore  the  quotient  of  momentum  divided  by  time,  the  value 
of  the  dyne  in  fundamental  units  is 

ML  ML 

fp    -I-  T  —   ^2 

Work  is  the  product  of  the  intensity  of  the  force  by  the  dis- 
tance through  which  it  operates.  The  unit  of  work  is  called  the 
erg.  It  is  the  work  done  by  a  dyne  in  passing  through  the  dis- 
tance of  a  centimetre.  Being  the  product  of  force  and  distance, 
it  is  equal  to 

ML  ML* 

ja   X   L  —    ^,  • 

The  C.  G.  Sl  unit  of  energy  is  also  the  erg,  enei^  being 
measured  by  the  amount  of  work  dona 

PRACTICAL  MECHANICAL  UNITS. 

The  C.  G.  S.  unit  of  power  is  that  power  which  does  work  at 
the  rate  of  one  erg  per  second.  For  practical  work  this  unit  is  too 
small,  as  it  necessitates  the  use  of  inconveniently  large  numbers. 
Th^  kilogrammetre,  for  example,  is  equal  to  98,000,000  eigs, 
and  the  gramme-centimetre  is  equal  to  980  ergs.  A  second  unit, 
equal  to  one  million  ergs,  is  therefore  employed.  This  unit  is 
called  the  meg-erg. 

The  horse  power  is  still  generally  employed  as  the  practical 
unit  of  work,  although  it  does  not  harmonize  with  the  C.  G.  S. 
system.  It  is  equal  to  33,000  foot  pounds  per  minute,  or  550 
foot  pounds  per  second ;  the  foot  pound  being  equal  to  one 
pound  raised  to  a  height  of  one  foot  In  C.  G.  S.  units  the  foot 
pound  is  equal  to  13,666,000  ergs,  and  the  horse  power  to 
7,455,600,000  erg&  The  horse  power  is  equal,  also,  to  76  kilo- 
grammetres  per  second. 
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According  to  the  definition  of  the  dyne  it  will  be  seen^  that 
takings  as  the  weight  of  a  gramme,  and  g  the  acceleration  of 

p        dyna 
gravity,  then  —  = .    The  weight  of  the  gramme  is  thus 

9  1 

equal  to  g  dynes,  and  as  the  value  of  g  at  any  part  of  the  earth's 
surface  is  about  980  centimetres  per  second,  it  is  equal  to  980 
dynea  To  obtain  an  exact  result,  the  value  of  g  at  the  station 
where  the  calculations  are  made  must,  of  course,  be  actually 
ascertained. 

TABLES  OF    PDCENSIONS  AND  OTHER  CONSTANTa 

Fundamerjtal    Units. 


Unit  of 

Symbol. 

Name  of  Unit 

Lencrth 

L 
M 

T 

Centimetre. 

Mass 

Gramme. 

Time... 

Second. 

Derived  Mechanical  Units. 


Unit  of 


Velocity 

Ifomentiim 

Force. , 

Work  and  energy, 
Power 


Name. 


Dyna 
Erg. 


SymboL 


F 
W 


DImensionfl 
of  Unit. 


L-5-T 

ML-i-T 

ML^T» 

ML»H-T« 

ML«-^T 


Practical  Mechanical  Units. 


Name  of  Unit. 


Meg-erg 

Gramme-centimetre 
Kilogramme-metre . 

Footpound 

Horsepower 


Dimenal|pis  of  Unit. 


lO^EigS. 

980.     " 

9.8  X  10'  BiKS. 

1.3556  X  10^  Brga. 

1.456    X  10»     " 
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Heat  Unila. 
The  heat  units  based  oa  the  C,  G.  S.  system  are  the  degree 
which  measures  temperature,  and  the  gramme  d^ree,  which  is 
the  quantity  of  heat  necessary  to  raise  one  gramme  of  water 
from  zero  to  one  degree  centigrade.  The  latter  unit  is  eqaal  to 
4.1624  X  10^  ei^ 

DERIVED  SLECTRO  ICAGIHSTIO   TJNITa 

The  electrical  units,  which  are  based  on  purely  mechanical 
measurements,  have  been  determined  from  the  natural  relation 
existing  between  the  various  electrical  quantities,  and  between 
these  and  the  fundamental  units.  The  electrical  phenomena 
susceptible  of  measurement  are  four  in  number,  viz. :  electro 
motive  force  (E) ;  current  (C) ;  quantity  (Q) ;  and  resistance 
(R).  The  inmiediate  force  producing  a  current,  or,  in  other 
words,  causing  a  transfer  of  electricity,  is  called  electro  motive 
forca  Whenever  electro  motive  force  exists  between  two  points 
of  a  conductor,  those  points  are  said  to  be  at  different  poten- 
tiala 

A  difference  of  potential  cannot  exist  in  a  conductor  without 
effecting  work  or  its  equivalent;  a  weight  may  be  raised,  the 
conductor  become  heated,  chemical  decomposition  effected,  or 
soft  iron  magnetized.  These  effects  are  said  to  be  due  to  a  car- 
rent  of  electricity  in  the  conductor,  and  are  proportional  to  its 
strength. 

The  quantity  of  electricity  conveyed  by  any  given  current  is 
simply  proportional  to  the  strength  of  the  current  and  to  the 
time  (t)  during  which  it  flowa 

When  the  electro  motive  force  between  two  points  of  a  cir- 
cuit remains  constant,  the  amount  of  work  done  is  altered  by 
modifying  the  material  and  form  of  the  conductor,  or,  in  other 
words,  currents  of  different  magnitudes  are  produced.  The 
quality  of  a  conductor,  in  virtue  of  which  it  prevents  the  pe^ 
formance  of  more  than  a  certain  amount  of  work  in  a  giTon 
time  by  a  given  electro  motive  force,  is  called  resistance. 

The  relations   of  these  phenomena  one  to  another  and  to 
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force  and  work  were  determined  experimentally,  independently 
of  the  present  units,  and  are  as  follows : 
First,  by  Ohm's  law,  we  have  the  equation 

E 
«=B- W 

From  this  it  follows  that  the  unit  electro  motive  force  produces 
the  unit  current  in  a  circuit  of  unit  resistance. 
Second,  by  Faraday's  proof 

Q=  Ct (2) 

and  from  this  equation  it  follows  that  the  unit  quantity  is  the 
quantity  conveyed  by  unit  current  in  unit  tima 

Our  knowledge  of  electricity  is  derived  from  the  mechanical, 
chemical  and  thermal  effects  which  it  produces.  The  connec- 
tion between  electrical  magnitudes  and  mechanical  work  was 
determined  by  Joule,  and,  in  mathematical  language,  is  as 
follows : 

W  =  C«IU (3) 

where  W  equals  the  work  equivalent  to  all  the  effects  produced 
in  the  circuit.  From  this  equation  it  follows  that  the  unit  cur- 
rent flowing  for  a  unit  of  time  through  a  circuit  of  unit  resist- 
ance will  perform  a  unit  of  work  or  its  equivalent 

The  force  exerted  on  the  pole  of  a  magnet  by  a  current  in  its 
neighborhood  is  a  purely  mechanical  one.  This  force  (/)  is  pro- 
portional to  the  magnetic  strength  (m)  of  the  pole  of  the  magnet, 
and  to  the  strength  of  the  current ;  and  if  the  conductor  be  bent 
in  a  circle  of  the  radius  (k)  round  the  pole,  the  force  is  propor- 
tional to  the  length  of  the  conductor  (L) ;  it  is  also  inversely 
proportional  to  the  square  of  the  distance  {k)  of  the  pole  from 
the  conductor.     Hence  we  have 

-     CLm 

/=nk5- <*) 

From  this  equation  it  follows  that  the  unit  length  of  the  unit 
current  will  produce  the  unit  force  at  the  unit  distance. 

From  these  four  equations  were  determined  the  values  of  the 
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four  electrical  units  in  tenns  of  L,  M  and  T.  It  will  be  seen 
that  in  the  fundamental  equation  (4),  besides  the  measuiement 
of  time,  space  and  mass,  a  fourth  measurement  (r/i)  of  a  mag- 
netic pole  is  required ;  but  this  measurement  is  itself  made  in 
terms  of  the  mechanical  units,  for  the  unit  pole  is  simply  that 
which  repels  another  unit  pole  at  unit  distance  with  unit  force. 
Chemical  and  thermal  efEects  are  also  measured  by  the  unit  of 
work. 

The  dimensions  of  the  unit  pole  are 

Li  m4 

By  substituting  this  value  for  (m)  in  equation  (4)  the  value  of 
(C),  the  unit  current  is  found  to  be 

0  =  — T" (6) 

From  equations  (1)  and  (S)  we  can  deduce  the  relation 
w  =  0  B  t (7) 

whence  e  =  -^ (8) 

From  equations  (6)  and  (8)  and  the  dimensions  of  W  in  fun- 
damental units,  the  value  of  E  is  found  to  be 


B  =      >ra     0) 


From  equation  (1) 


-4 


The  dimensions  of  (R)  are  found  by  comparing  those  of  (E)  and 
(C)  to  be 


R  =  -Y- (1®) 


or  those  of  a  simple  velocity. 

Thus  an  intimate  relation  exists  between  the  mechanical  and 
electrical  units,  which  realizes  the  advantages  of  derived  units 
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to  which  we  have  called  attention,  and  furthermore,  in  one 
sense,  these  units  are  independent  of  any  values  that  may  be 
assigned  to  them. 

The  two  units  of  electro  motive  force  and  of  resistance,  ex- 
pressed by  the  0.  G.  S.  system,  would  have  too  small  a  value  for 
ordinary  purposes.  The  unit  of  electro  motive  force,  therefore, 
is  practically  expressed  in  one  hundred  millions  of  C.  G.  S. 
units  of  electro  motive  force,  or  10"  and  the  unit  of  resistance  in 
one  thousand  millions  of  C.  G.  S.  units,  or  10^  As  the  three 
quantities,  electro  motive  force,  resistance,  and  current,  are 
connected  together  by  the  simple  law  which  is  expressed  as 
follows, 

Electro  motive  force       10> 

Garrent  = =  — 

Besiatance  10* 

the  practical  unit  of  current  is  evidently  equal  to  one-tenth  of 
the  absolute  unit  of  current  or  10"^ 

The  practical  unit  of  quantity,  which  is  plainly  the  quantity 
of  electricity  given  by  a  practical  unit  of  current  in  unit  time,  is 
equal  to  one  tenth  of  the  C.  G.  S.  unit  of  quantity  or  10■^ 
The  practical  unit  of  electro  motive  force  is  called  a  volt 
"  **  "     "  resistance  "     "      an  ohm. 

**  "  "     "  current  "      "      an  ampere. 

"  "  "      "  quantity  "      "      a  coulomb. 

The  capacity  of  a  condenser  which  holds  one  coulomb  when 
charged  to  a  potential  of  one  volt  is  called  a  farad  (K).  The 
farad  is  thus  the  practical  unit  of  capacity  and  its  value  is 

Farad=  -yjj-  =10-*  0.  G.  S.  unite  of  capacity. 

=  L"*  T^'  iD  fundamental  unita. 

Standard  practical  units  of  resistance  and  of  capacity  have 
been  constructed.  Standards  of  intensity — strength  of  current 
— have  not  yet  been  made ;  but  the  values  may  be  closely  ascer- 
tained by  graduated  apparatus,  such  as  the  tangent  galvano- 
meter, or  the  electro-dynamometer.  The  intensity  of  a  current 
is  also  readily  measured  by  the  chemical  action  which  it  is  cap- 
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able  of  producing.  The  intensity  of  a  current  is  the  same  at  all 
points  of  the  circuit  which  it  traverses,  and  the  chemical  action 
is  proportional  to  the  intensity.  The  approximate  measure  of 
the  ampere  is  the  intensity  capable  of  precipitating  4  grammes 
of  silver  per  hour,  or  1.19  grammes  of  copper,  or  1.23  grammes 
of  zinc,  or  of  decomposing  'OOSTS  grammes  of  water  per  sec- 
ond. Current  and  resistance  being  known,  electro  motive  force  is 
readily  calculated. 

For  defining  quantities  multiplied  or  divided  by  one  million, 
the  prefixes  mega  and  micro  are  used  (the  meg-eig  already 
described  is  an  example),  so  that  a  meg-ohm  stands  for  one  mil- 
lion ohms  and  a  micro-farad  denotes  one  millionth  part  of  a  farad 
Thus  the  sign  10'  would  represent  the  prefix  mega,  and  the  sign 
10"«  the  prefix  micro;   or  1.000,000  and  -000001  respectively. 

In  the  practical  application  of  these  units  the  principle  of 
the  conservation  of  energy,  which  controls  all  problems  in 
the  measurement  of  force,  is  an  element  of  great  importance. 
The  word  energy  is  applicable  to  all  physical  manifestations. 
C!onservation  results  from  the  important  fact  that  energy, 
expended  in  any  form,  is  always  to  be  found  integrally  in  some 
other  form  of  work. 

Potential,  in  mechanics,  means  the  power  of  doing  work ;  the 
electrical  potential  of  any  point  in  a  body,  or  in  space,  is  defined 
as  the  quantity  of  work  done  in  bringing  unit  electrification 
from  an  infinite  distance  up  to  that  point.  Thus  the  potential 
at  A  may  be  different  from  that  at  B.  If  A  be  of  higher  poten- 
tial than  B,  then,  on  connecting  them  by  a  conductor,  a  current 
will  flow  from  A  to  B,  and  continue  until  the  potentials  are 
equalized.  There  is  an  analogy  to  this  in  the  flow  of  water 
through  pipes,  where  the  diflFerence  of  level  corresponds  to  a 
difference  of  potential ;  this  diflEerence  of  level  produces  a  hydro- 
static pressure  which  corresponds  to  electro  motive  force;  when 
the  tap  is  turned,  the  water  flows  out ;  that  represents  the  car- 
rent  Wherever  there  is  a  difference  of  potential,  there  is  elec- 
tro motive  force,  and  on  completing  the  circuit, — ^the  analogue 
of  opening  the  tap, — a  current  will  be  established 
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The  terms  electro  motive  force  and  difference  of  potential 
are  thus  not  exactly  synonymous,  and  it  is  useful  to  distin- 
guish between  them. 

No  standard  of  electro  motive  force  has  yet  been  devised :  the 
electro  motive  force  of  a  Daniell  cell,  however,  is  an  approxima- 
tion to  the  volt  According  to  Siemens  it  is  1.106  volts  and 
according  to  Latimer  Clark  1.079  volt&  The  latter  figure  is 
most  generally  adopted. 

At  the  General  Post  Office,  in  London,  a  standard  cell  has 
been  adopted,  consisting  of  a  DanielFs  element,  arranged  as 
shown  in  fig.  497,  consisting  of  three  chambera     In  the  left 


Itg.  497. 

hand  chamber  is  placed  a  zinc  plate,  Z,  immersed  in  water,  and 
in  the  right  hand  chamber  a  flat  porous  pot,  C,  containing  a 
copper  plate  and  crystals  of  sulphate  of  copper,  the  pot  being 
kept  immersed  in  water.  These  two  chambers  are  called  idle 
cells,  as  the  zinc  and  porous  pot  are  only  kept  in  them  when 
the  cell  is  not  in  use.  The  centre  chamber  cont^ns  a  semi- 
saturated  solution  of  sulphate  of  zinc,  and  a  piece  of  zinc  rod,  «, 
the  latter  lying  in  a  small  compartment  at  the  bottom  of  the 
chamber.  When  the  cell  is  required  for  use,  the  zinc  plate  and 
the  porous  pot  and  its  contents  are  removed  from  their  idle  cells 
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and  placed  in  the  centre  chamber ;  the  cell  is  then  ready  for 
work.  When  the  cell  is  no  longer  required  for  use,  the  zinc 
plate  and  porous  pot  are  again  placed  in  their  respective  idle 
chamb^^  and  while  the  cell  is  at  rest  any  sulphate  of  copper 
solution  which  may  have  become  mingled  with  the  sulphate  of 
zinc  solution  in  the  centre  chamber  will  be  decomposed  and  the 
copper  deposited  on  the  zinc  rod,  thus  keeping  the  solution  al- 
ways clear. 

When  in  thoroughly  good  condition  (assuming  Clark's  figure 
to  be  correct,  as  it  is  most  generally  taken),  the  foregoing  cell  has 
an  electro  motive  force  of  1.079  volts,  but  if  it  is  in  daily  use  the 
power  is  practically  a  little  less  than  this,  so  in  the  post  office 
the  value  is  assumed  to  be  1.070  as  being  generally  nearer  the 
mark.  If  care  be  taken  to  keep  the  zinc  plate  clean,  and  the 
sulphate  of  zinc  solution  not  too  nearly  saturated,  say  under  20 
deg.  Baume,  1.079  may  be  taken  as  correcL 

A  cell  whose  electro  motive  force  is  even  more  constant  than 
that  of  the  Daniell  is  extensively  used  as  a  standard  in  the 
United  States,  This  cell,  which  was  devised  by  Latimer  Clark, 
and  bears  his  name,  is  composed  of  pure  mercury,  on  which 
floats  a  paste  of  mercurioiis  sulphate,  a  plate  of  zinc  resting  on 
the  paste.  Contact  with  the  mercury,  which  acts  as  the  positive 
pole,  is  made  with  a  platinum  wire.  The  electro  motive  force  is 
1.457  volts. 

The  resistance  of  a  circuit  to  the  passage  of  an  electric  current 
varies  directiy  as  its  length  and  inversely  as  its  cross  section. 
The  ohm  is  represented  approximately  by  the  resistance  of  a 
galvanized  iron  wire,  100  metres  in  length  and  4  millimetres  in 
diameter,  or  by  a  column  of  mercury  1.06  metres  long  and  one 
square  millimetre  section,  or  again  by  48  metres  of  pure  copper 
wire,  1  millimetre  in  diameter,  at  tiie  temperature  of  zero.  Centi- 
grade. Standard  resistances  are  made  of  silver  platinum  wire, 
the  coils  of  which  are  separated  from  each  other  by  sheets  of 
hard  rubber  pierced  with  holes,  the  insulation  being  effected  by 
the  air.  The  coils  thus  composed  are  placed  in  a  cylindrical 
box  made  from  two  copper  capsules  stamped  out  of  the  solid 
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metal  and  screwed  into  each  other ;  this  apparatus  can  be  sub- 
merged in  water  without  detriment 

In  a  circuit  of  one  ohm  resistance,  whose  ends  differ  in  poten- 
tial by  one  volt,  the  intensity  of  the  current  which  flows  is  equal 
to  one  ampere.    In  any  circuit  the  intensity  of  the  current  is 

volts 

Ampdres  = 

ohms. 

The  coulomb  is  the  quantity  of  electricity  given  by  an  ampere 
in  a  second.  The  quantity  will  also  depend  upon  the  electro 
motive  force  and  the  capacity  of  the  body  for  holding  or  ac- 
cumulating electricity,  hence 

Coulombs  =  fdnds  X  volts. 

Capacity  is  defined  by  the  relation 

coulombs 

Farads  =  — 

volts. 

and  hence 

coulomb 
Unit  of  capacity  (the  farad)  = 


volt 


The  farad  is  rather  large,  and  consequently  the  microfarad  is 
preferred  for  practical  measurements  of  capacity.  The  micro- 
farad is  therefore  10"*  •  0.  G.  S.  units  of  capacity. 

The  watt  is  now  generally  employed  as  the  practical  unit  of 
electrical  power.  It  is  the  power  conveyed  by  a  current  of  one 
ampere  in  one  second  through  a  conductor  whose  ends  differ  in 
potential  by  one  volt     In  other  words, 

Current  X  electro  motive  force  =  watts. 

A  watt  is  equal  to  lO**  absolute  units  of  work  or  erga 

The  joule  is  the  practical  electrical  unit  of  heat  or  work, 
being  the  heat  generated  by  an  electro  motive  force  of  one  volt 
in  a  circuit  of  one  ohm  resistance ;  or  in  other  words,  the  heat 
generated  by  a  watt  in  a  second    It  is  equal  to  10^  erg& 

It  is  advocated  in  the  C.  G.  S.  system  of  practical  units  to  ex- 
press each  number  as  the  product  of  two  factors,  one  of  them 
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being  a  power  of  10 ;  and  also  to  effect  this  in  sach  a  way  that 
the  exponent  of  the  power  of  10  shall  be  the  characteristic  of  the 
logarithm  of  the  number.  Thus :  1,280,000  would  be  written 
as  1.28xl0«,  and  -000,128  as  L28xl0-*. 

Following  is  a  table  of  the  electro  magnetic  units  as  given 
above,  together  with  the  formula  of  the  magnetic  and  electro 
static  system  of  units. 

Electro  Magnetic  System  of  Units. 


N«m«  of  Qnantltj. 


Quantity  of  electricitj 

Strength  of  the  electric  current 

Blectro  motiye  force 

Besiiitance  of  conductor 

Oapacity 


Symbol. 


Q 
C 
E 

R 

E 


Dtmmidou 
of  Units. 


Practical  Units. 


Unit  of 


Resietance. . 


Name. 


I  Number  of 
Abaolote 
Unltain 

One  Practi- 
cal Unit. 


Deflnitioni  of  Units. 


Ohm 


Electro  motiye  Force   Volt 


Current.., 
Quantity., 
Capacity. 


Ampdre. 
Coulomb. 
Farad... 


Power. •  Watt 

Heat Joule. 


Resistance  of  a  column  of  mercniy 
10  Bq.-millimetre  section  and  106 
centimetres  long. 

Nearly  that  of  a  Daniell  cell 

Current  of  a  Tolt  through  an  ohm. 

An  ampere  for  a  second. 

Unit  quantity  at  unit  potential. 

Power  oonyeyed  by  an  ampire  in  a 
second  through  a  yolt 
Heat  generated  by  a  watt  in  a  second. 
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Name  of  Quantity. 

Symbol. 

Dimenslona 
ofUnita, 

Strength  of  the  pole  of  a  magnet 

M 

Ml* 

I 

LiM*T-* 

Moment  of  a  magnet 

lPm*t-* 

Intensitj  of  a  magnetic  field 

L-^M^T-* 

Electro  Static  System  of  Units. 


Name  of  Quantity. 

Symbol. 

IMmentlona 
of  Unit. 

Valnein 
Electro-Mag- 
netic Unita. 

Quantity  of  electricity 

q 

c 

e 
r 
k 

LiM*T-* 

lJm^t-' 

L^Mil-* 
L 

Strength  of  electric  current 

Electro  motive  force 

V.  -^vt 

Resistance  of  conductor 

n  -^  vS 

OaDadty 

T*k 

*  1  ~  length  between  poles. 

t  Y—8~|-10^^ centimetres  per  second  approximately,  and  is  the  ratio  of  the  electro 
magnetic  to  the  electro  static  unit  of  qoaatity. 


ELECTRICAL    WORK. 

An  electric  current  may  be  employed  to  do  work  of  various 
kinds — chemical,  magnetic,  mechanical  and  thermal ;  and  in 
every  case  where  it  does  work  it  is  done  by  the  expenditure 
of  a  portion  of  the  energy  of  the  current  Ohm^s  law  shows 
that  the  current  produced  by  a  given  electro  motive  force  is 
diminished  in  strength  by  anything  that  increases  the  resistance 
of  the  circuit;  but  the  strength  of  the  current  may  also  be 
diminished,  in  certain  cases,  by  another  cause,  namely,  the  set- 
ting up  of  an  opposing  electro  motive  force  in  the  circuit  Thus, 
in  passing  a  current  through  a  voltameter,  there  is  not  only  a 
diminution  due  to  the  resistance  of  the  voltameter  itself,  but 
also  a  further  diminution  due  to  the  opposing  electro  motive 
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force — commonly  referred  to  as  polarization — ^which  is  gener- 
ated while  the  chemical  work  is  being  dona  So,  again,  where 
a  current  is  used  to  drive  an  electro  dynamic  motor,  the  rotation 
of  the  motor  will  itself  generate  a  counter  current,  which  wUl 
diminish  the  strength  of  the  working  current  Whatever  cur- 
rent, however,  is  not  expended  in  this  way  in  external  work  is 
developed  as  heat,  either  in  the  source  of  the  electricity  or  in 
some  other  part  of  the  circuit,  or  both.  Heat,  in  fact,  appears 
wherever  the  circuit  offers  a  resistance  to  the  current 

DEVELOPMENT  OP  HEAT  BY  ELECTRIC   CURRENTS. 

The  number  of  units  of  heat  developed  in  a  conductor  is  pro- 
portional, 1st,  to  its  resistance ;  2d,  to  the  square  of  the  strength 
of  the  current ;  and  3d,  to  the  time  that  the  current  lasta  The 
total  quantity  of  heat  developed  in  a  circuit  in  the  unit  of  time 
may  be  expressed  by  the  formula 

E» 
H  =  C*B  =  -^  =  CB, 

where  H  is  the  quantity  of  heat  produced,  C  the  current,  R  the 
resistance,  and  E  the  electro  motive  force.  So,  also,  if  we  con- 
sider any  particular  portion  of  a  circuit  the  resistance  of  which 
is  r,  and  where  the  difference  of  potential  at  the  two  ends  of 
this  section  is  €,  then  the  quantity  of  heat  developed  in  this 
portion  of  the  circuit  in  the  unit  of  time  may  be  expressed  by 
the  formula 

A  =  C«r  =  —  =tfC. 

The  mechanical  equivalent  of  the  gramme  degree  heat  unit,  viz.: 
the  amount  of  heat  necessary  to  raise  the  temperature  of  1  gramme 
of  water  1  deg.  C,  is  4.2  X  10^  ergs. 

One  gramme  degree  =  4.2  X  10^  erga. 
One  joule  =  10*  ergs. 

1  gramme  deg. 
One  joule  = r-x =  0.238  gramme  degrees. 

In  Other  words,  the  mechanical   equivalent  of  the  quantity  of 
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heat  developed  in  t  units  of  time  in  a  circuit,  the  resistance  of 
which  is  R,  by  a  current  of  strength  C,  is  given  by  the  equa- 
tions 

W   =   JH  =  C»B<ergs, 

where  J  is  Joules'  dynamical  equivalent  of  heat  and  H  the  heat 
in  gramme  degrees. 

This  law  may  be  arrived  at  by  the  following  calculation  : 
The  work  W  done  by  a  current  in  moving  Q  units  of  electricity 
against  an  electro  motive  force  E,  is  : 

W— QB, 
and  since  Q  =  C  ^,  and  W  =  J  H,  we  have : 
JH  =  C « E  =  o«  R «, 

^^         XX       C»B< 
Whence  H  =  — j- 

But  as  C  and  R  are  here  in  absolute  units,  they  must  be  multi- 
plied by  10-»  X  10»  =  10'^,  to  reduce  to  the  ordinary  case  of 
amperes  and  ohms,  whence 

H  =  0*R<-5-4.2=C»R<X  0.238. 

This  is  equivalent  to  the  statement  that  a  current  of  one 
ampere  per  second,  flowing  through  a  resistance  of  one  ohm, 
develops  therein  0.238  gramme  degrees  per  second. 

The  second  of  the  above  laws,  that  the  heat  is  proportional  to 
the  square  of  the  strength  of  the  current,  often  puzzles  young 
students,  who  expect  the  heat  to  be  proportional  to  the  current 
simply.  But  the  consumption  of  zini3  in  a  battery  is  also  pro- 
portional to  the  square  of  the  current;  for,  suppose  that  in 
working  through  a  high  resistance  (so  as  to  get  all  the  heat  de- 
veloped outside  the  battery),  we  double  the  current  by  doubling 
the  number  of  battery  cells,  there  will  be  twice  as  much  zinc 
consumed  as  before  in  each  cell,  and  as  there  are  twice  as  many 
cells  as  at  first,  the  consumption  of  zinc  is  four  times  as  great  as 
before. 

In  any  case,  in  order  to  double  the  current  in  a  circuit  of 
fixed  resistance,  we  would  have  to  double  the  electro  motive 
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force.  Let  us  suppose  a  circuit  in  which  flows  a  current,  C,  dae 
to  an  electro  motive  force,  E,  then,  according  to  one  of  our  defi- 
nitions, the  heat  developed  in  the  circuit  would  be 

H^CK 
Now  let  the  current  be  doubled  by  doubling  the  electro  motive 
force,  and 

H  — 20X  2B  — 40E, 

which  plainly  shows  that  in  doubling  the  current  the  heat  has 
been  increased  fourfold,  or  as  the  square  of  the  current 

Mecfiantcal  Work  by  Currents, — ^If  an  electro  magnetic  motor 
be  introduced  into  a  circuit  in  which  there  is  an  electro  motive 
force  E,  the  rotation  of  the  motor  will  itself  generate  a  counter 
electro  motive  force  e.  Calling  the  total  resistance  of  the  circuit 
R,  the  current  flowing  may  be  expressed  by  the  following  equa- 
tion: 

(1)  0  =  ^ 

Now  this  current  is  developing  not  only  a  certain  amount  of 
heat  in  the  circuit,  but  it  is  also  doing  mechanical  work  in  ove^ 
coming  the  motor's  friction,  and  perhaps  driving  machinery. 
The  energy  appearing  as  heat  will  be : 

(2)  H  =  C»  E. 

The  energy  appearing  as  mechanical  work  may  be  represented 

thus : 

(3)  »  =  0  c. 

The  total  work  done  by  the  current  is,  therefore,  equal  to  the 
sum  of  these  two,  that  is : 

(4)  w  =  C»  R  +  0  « 
Whence                 (6)  W  =  0  B 

«       B  — « 
For  R  =  — Q— 

And  substituting  this  value  in  (4) 

Whence  W  =  0  B 

If  this  mechanical  work  were  transformed  Into  its  eqaivalent 
of  heat,  and  this  heat  were  added  to  that  developed  in  the  cir- 
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ctdt,  the  Bum  of  the  two  would  exactly  equal  the  total  amount 

of  heat  which  would  have  been  generated  in  the  circuit  had  a 

resistance  been  substituted  for  the  counter  electro  motive  force 

of  such  a  value  as  to  maintain  the  current  strength  unaltered 

Chemical  Work  hy  Currenta. — If  a  secondary  battery  be  chai^ged 

by  an  electro  motive  force  E,  and  itself  opposes  a  counter  electro 

motive  force  e,  the  chemical  work  done  in  charging  the  battery 

is: 

»  =  0« 

And  the  work  appearing  as  heat  will  be  : 

H  =  C»R 

Where  R  is  the  total  resistance  of  the  circuit 

The  total  work  done  in  the  circuit  is  clearly  the  sum  of  these 

two. 

W  =  C«  +  0«R  =  CE 

The  heat  equivalent  to  the  chemical  work  done,  if  added  to 
the  heat  due  to  the  resistance  of  the  circuit,  would  exactly  equal 
the  heat  which- would  have  been  generated  by  the  current  in  this 
circuit  had  an  equivalent  resistance  been  substituted  for  the 
counter  electro  motive  forca 

The  counter  electro  motive  force  due  to  the  motor  and  that  of 
the  battery  are  thus  identically  the  same  in  their  effect 

RUe  of  Temperature, — The  elevation  of  temperature  in  a 
resisting  wire  depends  on  the  nature  of  the  resistance.  The 
resistance  of  a  short  length  of  thin  wire  may  be  just  the  same  as 
a  long  length  of  thick  wire,  in  which  case  each  will  cause  the 
same  number  of  units  of  heat  to  be  evolved ;  but  in  the  former 
case,  as  they  are  spent  in  heating  a  short  thin  wire  of  small  mass 
they  will  cause  it  to  get  very  hot,  whereas  in  the  latter  case  they 
will  perhaps  only  warm  to  an  imperceptible  degree  the  mass  of 
long  thick  wire.  If  the  wire  weigh  to  grammes,  and  has  a 
specific  capacity  for  heat «,  then 

where  d  is  the  rise  of  temperature  in  degrees  centigrade.    Hence 

d  =  0.24  X      
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Since  the  resistance  of  metals  increases  as  they  rise  in  tem- 
perature, a  thin  wire  heated  by  the  current  Tvill  resist  more  and 
grow  hotter  and  hotter  UDtil  its  rate  of  loss  of  heat  by  conduction 
and  radiation  into  the  surrounding  air  equals  the  rate  at  which 
heat  is  supplied  by  the  current 

Thin  wires  heat  much  more  rapidly  than  thick,  the  rise  of 
temperature  in  different  parts  of  the  same  circuit  being,  for  dif- 
ferent thicknesses  of  wire,  inversely  proportional  to  the  third 
power  of  the  diameter. 

Thus,  suppose  a  wire  at  any  point  to  become  reduced  to  half 
its  diameter,  the  cross  section  will  have  an  area  ^  as  great  as 
in  the  thicker  part  The  resistance  here  will  be  4  times  as 
great,  and  the  number  of  heat  units  developed  will  be  4  times 
as  great  as  in  an  equal  length  of  the  thicker  part  But  4  times 
the  amount  of  heat  requires  4  times  the  radiation,  and  the  radi- 
ating surface  having  been  reduced  J,  the  metal  will  warm  to  a 
degree  8  times  as  great,  and  8  =  2*. 

Mechanical  Equivalent  of  Currents. — The  mechanical  work  of 
a  current  may  be  calculated  as  follows:  A  current  whose 
strength  is  C  conveys  through  the  circuit  in  t  seconds  a  quantity 
of  electricity  =  G  t  But  the  number  of  ergs  of  work  W,  done 
by  a  current  is  equal  to  the  product  of  the  quantity  of  elec- 
tricity into  the  diflEerence  of  potentials  through  which  it  is 
transferred,  provided   these  latter  are  expressed  in  absolute 

0.  G.  S.  units,  or 

W  =  0<Y. 

Now,  if  W  ergs  of  work  are  done  in  t  seconds,  the  rate  of 
work  is  got  by  dividing  W  hj  t;  whence 

CV  =  !? 

t 

If  C  and  V  are  expressed  in  amperes  and  volts,  respectively, 
and  it  is  desired  to  give  the  rate  of  working  in  horse  power,  it 
must  be  remembered  that  1  ampere  =  10-^  0.  G.  S.  units  of  cur- 
rent; that  1  volt=10'  absolute  units  of  electromotive  force, 
and  that  1  horse  power =550  foot-pounds  per  second  — 76 
kilogrammetres    per    second  =  76  X  10*   gramme-centimetres 
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per  second  =  746  X  10'^  ergs  per  second,  whence 

C  amperes  X  V  volta 
mTg =  rate  of  doing  work  in  H.  P. 

Chemical  Work  by  Currents. — The  amount  of  chemical  action 
is  equal  at  all  points  of  a  circuit  If  two  or  more  electrolytic 
cells  are  placed  at  different  points  in  a  circuit,  the  amount  of 
chemical  action  will  be  the  same  in  all,  for  tlie  same  quantity  of 
electricity  flows  past  every  point  of  the  circuit  in  the  same  time. 
If  all  these  cells  contain  acidulated  water,  the  quantity,  for  ex- 
ample, of  hydrogen  set  free  in  each  will  be  the  same ;  or,  if  they 
contain  a  solution  of  sulphate  of  copper,  identical  quantities  of 
copper  will  be  deposited  in  each.  If  some  of  the  cells  contain 
acidulated  water,  and  others  contain  sulphate  of  copper,  the 
weights  of  hydrogen  and  of  copper  will  not  be  equal,  but  will 
be  in  chemically  equivalent  quantities. 

The  amount  of  an  ion  liberated  at  an  electrode  in  a  given 
time  is  proportional  to  the  strength  of  the  current.  A  current 
of  2  amperes  per  second  will  cause  just  twice  the  quantity  of 
chemical  decomposition  to  take  place  as  a  current  of  1  ampere 
per  second  would  do  in  the  same  time. 

The  amount  of  an  ion  liberated  at  an  electrode  in  one  second 
is  equal  to  the  strength  of  the  current  multiplied  by  the  electro 
chemical  equivalent  of  the  ion.  It  has  been  found  by  experiment 
that  the  passage  of  1  ampere  of  electricity  through  water 
liberates  .0000104  gramme*  of  hydrogen;  hence  a  current 
whose  strength  is  C  will  liberate  C  X  .0000104  grammes  of 
hydrogen  per  second.  The  quantity  .0000104  is  called  the 
electro  chemical  equivalent  of  hydrogen.'  The  electro  chemical 
equivalent  of  other  elements  can  be  easily  calculated  if  their 
chemical  equivalent  is  known.  Thus  the  chemical  equivalentf  of 
copper  is  81.5;  multiplying  this  by  .0000104,  we  get  as  the 
electro  chemical  equivalent  of  copper  the  value  .0008276 
(grammes). 

*  KohlrauBch  and  Lord  Rajleigh  say  .00001036 ;  Mascart  says  .000010416. 
f  The  chemical  equivalent  must  not  be  confounded  with  atomic  weight 
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TalU  of  Electro  Chemical  Equivalents. 


Atomic 
Weight. 

Yaleiuqr. 

Cliemtcal 
BqviTident 

Electro  Chemi- 

cal  EquiTalonU 

(Qmnmeeper 

Anvdnt) 

H^rdrogen. 

1. 

39.1 

23. 
196.6 
108. 

63. 

63. 
200. 
200. 
118. 
118. 

56. 

66. 

59. 

64.9 
207. 

16. 
35.5 
127. 
80. 
14. 

3 

1. 

39.1 

23. 

66.5 
108. 

31.5 

63. 
100. 
200.      . 

29.5 

59. 

14. 

28. 

29.5 

32.6 
103.6 

8. 
35.5 
127. 
80. 

4.3 

.0000104 
.0004106 
.0002415 
.0006875 
.0011340 
.0003276 
.0006615 
.0010600 
.0021000 
.0003097 
.0006195 
.0001470 
.0002940 

Potassium 

Sodium 

(Jold 

Silver 

CoDDor  rCuDric) 

••      (Ouproae) 

Merourv  f  Mercuric) 

"         (Mercuroee) 

Tin  (Stannic) 

'*    (Staonoae) 

Iron  ^Ferric) 

"     (Ferroae) 

Nickel 

.0003097 

Zinc 

.0003407 

Lead 

.0010867 

Electro  negoHve: 
Ox  jgen 

Chlorine 

.0003737 

Iodine 

.0013335 

Bromine 

.0008400 

Nitrogen 

.0000490 

APPARATUS  FOR  MEASURING  POWERFUL  CURRENTS. 

Since  the  applications  of  electricity  have  been  so  lai^lj 
developed  for  industrial  purposes  requiring  currents  of  great 
intensity,  the  necessity  has  arisen  for  appliances  by  which  the 
value  of  the  currents  employed,  whether  for  electro  plating,  for 
the  production  of  light,  or  for  the  transmission  of  power,  can  be 
determined.  From  a  scientific  point  of  view,  the  subject  is  one 
of  great  interest,  while  commercially  it  is  one  of  great  moment, 
as  accurate  measurements  form  the  basis  of  commercial  success 
in  this,  as  in  any  other  branch  of  engineering. 

The  difference  between  the  apparatus  required  to  measure 
the  currents  employed  in  electric  lighting,  and  that  heretofore 
used  in  scientific  investigations,  telegraphy,  etc.,  is,  for  the  most 
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part,  one  of  degree  only.  The  former  were  designed  to  detect 
and  measure  extremely  feeble  currents,  whereas  the  latter  are 
required  to  indicate  very  slight  changes  in  powerful  currents. 
The  coils  of  such  instruments  must  therefore  be  sufficiently 
large  to  carry  without  appreciable  heating,  the  strongest  cur- 
rent they  may  be  intended  to  measure. 

For  measuring  the  intensity  of  currents  in  absolute  units,  either 
the  tangent  galvanometer  or  the  electro  dynamometer,  in  one 
form  or  another,  is  employed  in  all  laboratory  work. 

Perhaps  the  simplest  method  of  measuring  current  strength  is 
by  means  of  the  tangent  galvanometer,  the  measurement  being 
made  by  comparing  the  deflection  given  by  the  current  whose 
strength  is  required  with  the  deflection  given  by  a  current  of 
known  strength. 

The  most  reliable  current  measurers  used  in  general  electric 
lighting  work  are  modifications  of  the  tangent  galvanometer. 
Practically  it  is  generally  preferred  to  use  galvanometers  speci- 
ally constructed  for  this  purpose,  and  graduated  beforehand  in 
amperes  by  the  maker ;  such  galvanometers  are  called  ampere- 
meters or  ammeters. 

Most  of  these  instruments  have  the  magnetized  needle  sus- 
pended in  a  more  or  less  powerful  magnetic  field,  usually  a  form 
of  horseshoe  magnet  They  are  open  to  the  objection  that, 
owing  to  the  inconstancy  of  the  nuignetic  field,  they  have  to  be 
frequently  calibrated.  Again,  the  arbitrary  division  of  their 
scales — ^necessitated  by  the  fact  that  no  function  of  the  angle 
of  deflection  is  proportional  to  the  current  producing  the  deflec- 
tion— is  a  possible  source  of  error.  Those  not  so  divided  require 
to  be  calibrated  for  each  division — ^a  decidedly  inconvenient 
arrangement 

These  galvanometers  are,  however,  sufficiently  accurate  for 
the  general  requirements  of  industry ;  and  as  they  are  portable, 
their  indications  almost  instantaneous,  and  their  employment 
requires  neither  study  nor  calculation,  they  are  very  convenient 
For  the  direct  measurement  of  resistance,  the  ordinary  meth- 
ods and  apparatus  are,  of  course,  applicable  to  all  cases. 
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Before  describing  the  various  forms  of  measuring  apparatus 
we  desire  to  call  attention  to  an  important  fact  in  connection  with 
electrical  measurements,  which  is  continually  overlooked,  viz.  : 
that  if  accuracy  is  required,  every  apparatus  must  be  adjusted  and 
arranged  for  the  particular  measurements  that  are  to  be  mada 
Many  galvanometers  have  been  devised  for  giving  the  strength 
of  a  current  by  a  direct  reading,  and  without  the  use  of  resist- 
ance coils  or  shunts ;  such  galvanometers  can  only  give  accurate 
results  within  a  very  limited  range  of  their  scale,  and  are  almost 
useless  for  making  measurements  beyond  that  range.  Thus  a 
galvanometer  which  indicates  accurately  a  current  of  25  am- 
peres will  not  be  nearly  so  accurate  if  the  deflection  indicates 
50  amperes  on  the  one  hand  or  10  amperes  on  the  other.  For 
general  purposes  simplicity  is  certain  to  be  obtained  at  the  cost 
of  accuracy,  and  practical  men  who  so  often  say  that  an  appa- 
ratus for  testing  is  of  no  use  unless  it  is  simple,  will  find  that 
this  simplicity  is  the  cause  of  far  greater  errors  and  untrust- 
worthy results  than  would  follow  the  use  of  properly  designed 
apparatus,  even  if  a  little  more  complicated,  and  which,  besides, 
would  not  require  an  extraordinary  amount  of  intelligence  or 
skill  to  manipulate. 

By  the  calibration  of  a  galvanometer  is  meant  the  determina- 
tion of  the  value  in  amperes  of  each  division  of  its  scala  In 
other  wor(^,  it  is  the  standardization  of  the  instrument  For 
example,  suppose  we  have  a  galvanometer  in  which  the  deflec- 
tions are  proportional  to  the  strength  of  current,  and  a  current 
known  to  be  equal  to  2  amperes  produces  a  deflection  of  4 
divisions ;  by  dividing  the  current  by  the  number  of  divisions, 
we  find  that  each  division  of  its  scale  represents  one  half 
ampere,  that  is, 

2  ampdras 


4  degree3 


=  0.5  ampdre, 


which  is  called  the  constant  of  the  galvanometer.  Any  deflec- 
tion of  the  needle  multiplied  by  the  constant  will  give  the  value 
in  amperes  of  the  current  producing  that  deflectioa 
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If  in  the  preceding  case  the  instrument  had  been  a  tangent 
galvanometer  with  its  scale  divided  into  degrees— in  which  case 
the  current  strengths  are  proportional  to  the  tangent  of  the  angle 
of  deflection— and  a  current  of  10  amperes  produced  a  deflec- 
tion of  20  degrees,  we  would  proceed  as  before  to  find  the  con- 
stant, using  tangents  of  degrees  instead  of  divisiona  Thus,  the 
tangent  of  20  degrees  is  0.86897,  and 

Current  \        20 

Tangent  of  degrees        0:36397  ="  "^^^^^^  =  ~*^^^ 

The  tangent  of  any  deflection  multiplied  by  the  constant 
gives  the  value  in  amperes  of  the  current  producing  the  deflec- 
tion, which  is  expressed  by  the  equation : 

0  B-  tang,  d**  X  constant^ 

where  d^  is  the  deflection  in  degrees. 

All  galvanometers  designed  for  measuring  current  strength 
will  also  measure  electro  motive  force ;  for  if  the  resistance  of 
a  circuit  remains  constant,  any  increase  in  the  current  can  only 
be  due  to  a  corresponding  increase  in  the  electro  motive  force, 
and  the  measure  of  the  current  must  be  also  the  measure  of  the 
electro  motive  force. 

As  a  matter  of  fact,  the  resistances  of  circuits  differ  so  widely 
that  it  would  be,  evidently,  of  little  use  to  calibrate  a  galvanom- 
eter to  read  volts  in  a  circuit  of  given  resistance.  But  we 
know  that  the  difference  of  potential  between  any  two  points  of 
a  circuit  in  which  a  given  current  flows  is  proportional  to  the  re- 
sistance between  them,  so  that  if  we  connect  a  galvanometer 
to  those  points  it  will  indicate  the  electro  motive  force  due  to 
that  difference  of  potential ;  so  likewise  if  it  were  placed  across 
the  poles  of  a  battery  or  dynamo  electric  machine  supplying 
current  to  a  circuit,  it  would  indicate  the  difference  of  potential 
between  the  two  ends  of  that  circuit  If,  however,  the  resistance 
of  the  galvanometer  were  small,  it  would  not  only  divert  too  much 
of  the  current  from  the  circuit,  but  would  also  reduce  the  resist- 
ance, and  consequently  the  potentials  between  the  points  to  which 
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it  was  attached ;  hence  it  is  desirable  to  have  its  resistance  as 
high  as  possible.  It  will  be  seen  from  this  that  ammeter  readings 
should  not  be  taken  while  the  potential  measarer  is  in  circuit 
Galvanometers  to  be  used  in  this  manner  for  measuring  electro 
motive  force,  when  calibrated  in  volts,  are  called  voltmetersL 


Fig.  498. 
THE   TANGENT  GALVANOMETER. 

One  of  the  simplest  forms  of  tangent  galvanometers,  suitable 
for  measuring  powerful  currents,  is  shown  in  fig.  498L 
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It  consists  of  a  ring  of  stout  copper  wire,  a  foot  or  more  in 
diameter,  the  two  extremities  of  which  are  bent  to  connect  with 
binding  posts.  At  the  centre  is  delicately  suspended  a  magnet- 
ized steel  needle,  not  exceeding  one  inch  in  length,  and  usually 
furnished  with  a  light  index  of  aluminum,  which  indicates  upon 
a  horizontal  scale  graduated  in  degrees  of  arc,  or  into  divisions 
corresponding  to  the  tangents  of  such  degrees,  the  angular  move- 
ments of  the  needle.  In  the  figure  the  needle  is  suspended  by  a 
silk  fibre,  but  it  is  frequently  supported  by  a  fine  pivot,  a 
jeweled  bearing  being  fixed  in  the  needle.  The  instrument  is 
adjusted  by  setting  the  coil  in  the  magnetic  meridian,  the  small 
needle  lying  then  in  the  plane  of  the  coiL  One  essential  feature 
of  this  arrangement  is,  that  while  the  coil  is  very  large,  the 
needle  is  relatively  very  small.  The  field  due  to  a  current  pass- 
ing round  the  ring  is  very  uniform,  and  the  needle  being  small, 
its  poles  are  never  far  from  the  centre.  Whatever  magnetic 
force  the  current  in  the  coil  can  exert  on  the  needle  is  exerted 
normally  to  the  plane  of  the  ring,  and  therefore  at  right  angles 
to  the  magnetic  meridian.  Now,  the  magnetic  force  which, 
acting  at  right  angles  to  the  meridian,  produces  on  a  magnetic 
needle  a  certain  deflection,  is  equal  to  the  horizontal  force  of  the 
earth's  magnetism  at  that  place  multiplied  by  the  tangent  of  the 
angle  of  deflection.  Hence  a  current  flowing  in  the  coil  will 
turn  the  needle  aside  through  an  angle  such  that  the  tangent  of 
the  angle  of  deflection  is  proportional  to  the  strength  of  the  cur- 
rent 

To  increase  the  range  of  this  form  of  galvanometer,  so  as  to 
be  able  to  measure  currents  of  widely  different  intensities,  the 
ring  may  be  constructed  with  two  or  more  turns  of  wire,  with 
their  ends  so  arranged  that  they  may  be  readily  connected  to- 
gether in  series  or  in  multiple  arc  as  the  case  may  requira 

Ourrents  are  led  to  the  instrument  by  means  of  a  twisted 
flexible  cable,  which  is  perfectly  inactive  upon  magnetic  needles, 
and  therefore  termed  an  adynamic  lead. 

In  using  a  tangent  galvanometer,  it  is  preferable  to  obtain  de- 
flections as  near  45^  as  possible.   The  reason  for  this  is,  that  any 
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small  change  in  the  strength  of  a  current  traversing  the  galvano- 
meter will  produce  the  greatest  effect  on  the  needle  when  the 
latter  stands  at  that  angle.  A  slight  error  in  reading  either  very- 
great  or  very  small  deflections  may  cause  a  serious  error  in  the 
resulta 

We  would  particularly  point  out  that  the  accuracy  of  the 
tangent  galvanometer  does  not  depend  upon  the  constancy  of 
permanent  magnets  or  of  springs;  nor  has  the  needle  to  be 
shifted  for  measuring  different  current  strengths — a  procedure 
by  which  the  magnetic  field  is  mostly  affected. 


Fig.  499. 


OBACH  GALVANOMETEB. 

Another  instrument  for  measuring  the  strength  of  powerful 
currents  with  great  accuracy,  is  the  Obach  galvanometer,  shown 
in  fig.  499.  It  is  a  tangent  galvanometer  with  a  ring  movable 
round  a  horizontal  axis  lying  in  the  magnetic  meridian.  The 
principle  can  be  best  explained  by  reference  to  the  diagram 
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shown  in  fig.  500.  If  a  small  magnetic  needle,  freely  movable 
in  any  direction,  is  suspended  in  the  centre  of  a  circular  coil, 
through  which  a  current  is  passing,  the  following  is  observed  : 
If  the  current  ring  is  in  a  vertical  position,  A,  the  needle  is 
only  acted  upon  by  a  couple  which  tends  to  turn  it  round  a  ver- 
tical axis ;  the  opposing  force  is  the  horizontal  component  of 
the  earth's  magnetism.  If  the  ring  is  in  a  horizontal  position, 
B,  the  needle  no  longer  leaves  the  meridian,  but  is  merely 
turned  round  a  horizontal  axis  or  dipped.  The  opposing  force  is 
now  the*  vertical  magnetic  component  of  the  earth.  For  any 
intermediate  position,  C,  of  the  ring  between  the  vertical  and 
the  horizontal,  the  needle  is  at  the  same  time  deflected  from  the 
meridian,  and  more  or  less  dipped.     If  by  any  means  the  needle 
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is  prevented  from  exercising  the  dipping  motion,  the  instrument 
can  be  used  for  the  measurement  of  currents  of  widely  different 
sijrengths  by  placing  the  ring  for  each  current  in  such  a  position 
that  the  needle  is  deflected  to  that  part  of  the  scale  where  the 
readings  are  most  accurate,  viz.,  near  45^.  For  any  fixed  posi- 
tion of  the  ring,  the  current  strength  is  proportionate  to  the  tan- 
gents of  the  deflections,  as  is  the  case  with  the  vertical  ring  of 
the  ordinary  tangent  galvanometer.  If,  on  the  other  hand,  the 
currents  are  compared  by  giving  the  ring  in  each  case  such  an 
inclination  that  the  needle  always  points  to  the  same  degree. 
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saj,  for  instance,  45^,  30^,  15^,  then  the  cosecant  of  the  angle 
between  the  ring  and  the  horizontal  plane  determines  the  ratio 
of  current  strength.  If  the  angle  between  the  ring  and  the  ver- 
tical plane  is  measured,  the  secant  takes  the  place  of  the  cose- 
cant A  check  on  the  two  methods  of  measurement  is  thus  at 
hand. 

If  currents  are  compared  at  different  inclinations,  a,  of  the 
ring,  giving  at  the  same  time  different  deflections,  d^  the  tangent 
of  the  deflection  divided  by  the  sine  of  the  corresponding  incli- 
nation measures  the  current  strength.  Thus,  for  three  different 
current  strengths, 

tan.  di      tan.  d,    tan.  d, 
1        *       •  ~    sin.  at  *  sin.  a,  '  sin.  a,' 

If  the  same  current  is  measured  at  4ifferent  inclinations,  the 
fraction 

tan,  d 
■in.  a' 

must  of  course  be  a  constant  value,  and  this  affords  an  excellent 
means  of  testing  the  degree  of  accuracy  of  the  measurements 
through  the  entire  range  of  the  instrument  These  means  of  con- 
trolling the  results  form  an  advantage,  which,  so  far  as  we  know,  is 
not  shared  by  any  other  current  measuring  instrument  yet  devised 
The  needle  was  formerly  prevented  from  dipping  by  pivoting 
the  axle  at  both  ends  in  jewel  bearings.  This  plan  has  lately 
been  abandoned  in  favor  of  the  following  arrangement:  A  small 
vertical  axle,  on  which  the  needle  is  fixed,  is  provided  with  a 
little  cylindrical  leaden  weight  at  the  lower  end.  This  adds  but 
little  to  the  momentum  of  the  needle  round  the  vertical  axis, 
whereas  a  great  power  is  required  to  lift  it  up  by  a  dipping 
motion.  The  needle,  with  its  aluminum  pointer  and  the  little 
weighted  axle,  is  suspended  by  means  of  a  cocoon  fibre.  The 
ring,  made  of  gun  metal  or  brass,  is  about  16  inches  in  di- 
ameter. 

This  instrument  is  also  constructed  as  shown  in  fig.  601,  so  as 
to  be  equally  suitable  for  measuring  electro  motive  force  and 
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current  strength.  For  this  purpose  it  has  a  grooved  metal  ring 
on  which  a  coil  of  German  silver  wire  is  wound.  The  number 
of  convolutions  are  so  chosen  that  the  electro  motive  force  of  one 
volt  produces  exactly  the  same  deflection  with  the  fine  wire  coil 


Fig,  601. 


as  the  current  of  one  ampere  with  the  solid  ring.    This  simple 
relation  is  very  convenient  for  calibrating  the  galvanometer. 

The  change  of  the  constant,  when  the  instrument  is  taken  from 
one  place  to  another,  is  avoided  by  a  compensating  magnet 
placed  east  or  west  from  the  needle  and  parallel  to  the  meridian. 
This  magnet — which  is  shown  in  fig.  502 — can  be  turned  on  a 
horizontal  axis  passing  through  its  centre  and  through  that  of 
the  needle ;  it  is  entirely  inactive  if  vertical,  whereas  it  acts 
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upon  the  needle  if  it  is  more  or  less  dipped,  without,  however, 
interfering  with  the  zero  position.  By  giving  the  magnet  a 
proper  dip,  the  constant  can  always  be  kept  at  the  same  value. 


Itg.  602. 

The  vertical  scale  showing  the  position  of  the  coil  has,  in  ad- 
dition to  the  usual  degrees,  a  number  of  divisions  engraved  upon 
it  which  correspond  to  natural  secants. 

DEPREZ  AMMETER. 

As  a  representative  type  of  the  industrial  instruments  to  which 
we  have  referred,  the  Deprez  ammeter  will  serve  as  an  excellent 
example.  Its  principle  is  illustrated  in  fig.  603.  Between  the 
poles  of  a  powerful  horseshoe  magnet  is  placed  a  small  oval 
coil,  consisting  of  several  layers  of  rather  large  silk  covered  cop- 
per wire.  Within  the  coil  a  small  magnetized  needle  swings 
about  a  vertical  axis.  Attached  to  the  axis,  at  right  angle  to  the 
needle,  is  a  long  aluminum  pointer,  under  the  extreme  end  of 
which  a  graduated  scale  card  is  placed.  The  coil  is  usually 
wound  in  two  parts,  the  ends  being  joined  in  parallel  circuit 
and  brought  to  the  binding  posts.  This  instrument  is  almost 
dead  beat  in  its  action,  owing  to  the  extreme  lightness  of  the 
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needle  and  aluminum  pointer  and  to  the  great  strength  of  the 
magnetic  field.  The  scale  is  graduated  arbitrarily,  and  the  cur- 
rents to  which  its  divisions  correspond  are  generally  determined 


Fig.  603. 

by  the  maker  and  written  on  a  card  accompanying  the  am- 
meter. 

This  instrument  is  converted  into  a  voltmeter  by  winding  the 
coil,  with  very  fine  wire,  to  a  high  resistance. 

Another  form  of  the  Deprez  ammeter  is  illustrated  in  fig.  604, 
which  shows  on  the  left  the  external  appearance  of  the  instru- 
ment, and  on  the  right  the  internal  arrangements.  The  axis  of 
the  coil  is  placed — not,  as  is  usual  in  galvanometers— at  right 
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angles  to  the  axis  of  the  magnetic  field,  but  at  an  acute  angle 
with  it,  so  that,  instead  of,  as  is  usually  the  case  in  ordinary  gal- 
vanometers, the  magnetic  moment  due  to  the  current  diminish- 
ing as  the  needle  is  deflected,  while  that  due  to  the  permanent 


Fig.  604. 

controlling  field  increases,  and  in  consequence  of  which  the  cur- 
rent must  increase  much  more  rapidly  than  the  deflection,  the 
plan  of  sloping  the  coil  causes  the  magnetic  moment  due  to  the 
currents  to  increase  up  to  a  certain  point  The  axis  of  the 
needle  is  pivoted  at  both  ends. 


AYRTON  AND  PKBRYS  COMMUTATOR  AMMETER. 

This  instrument,  fig.  505,  contains  a  coil  consisting  of  ten 
strands,  each  of  exactly  the  same  resistance.  These  ten  strands, 
by  means  of  a  simple  commutator,  can  be  joined  either  in  series 
or  in  parallel  circuit,  and  so  the  sensibility  of  the  instrument 
can  be  increased  exactly  ten  timea  The  resistance  of  each 
strand  is  about  0.03  ohms,  so  that  when  in  series  the  instrument 
has  0.3  ohms,  and  when  parallel  0.006  ohms,  the  latter  figure 
being  increased  about  0.002  obms  by  the  resistance  of  the  con- 
nections. The  needle  and  pointer  are  pivoted  by  sii  axis  passing 
through  their  common  centre  of  gravity,  so  that  the  deflection  is 
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unaltered,  bo  matter  in  what  position  the  instrument  may  be 
held,  and,  the  pivot  resting  in  jewels  top  and  bottom,  the  fric- 
tion is  also  practically  unaltered  by  turning  the  instrument  on 
its  side  or  holding  it  upright  The  needle  is  placed  between 
the  poles  of  a  large  compound  magnet,  which  is  so  strong  that 
the  ammeter  may  be  placed  not  very  far  from  even  a  dynamo 
machine  in  action,  without  the  magnetism  of  the  machine  affect- 
ing the  indications  of  the  instrument  For  the  purpose  of  cali- 
brating the  instrument,  a  coil  of  1  ohm  resistance  is  placed 


m 


Fig,  606. 


its  base,  which  may  be  added  to  the  circuit  by  the  removal  of 
the  plug  shown  in  the  cut 

The  high  grade  of  sensibility  is  generally  only  used  for  the 
purpose  of  calibrating  the  instrument,  but  it  is  very  convenient 
for  measuring  the  comparatively  small  currents  of  0.5  to  2 
amperes  used  with  incandescent  lamps. 

The  instrument  is  so  wound  that,  when  a  current  is  sent  from 
binding  screw  to  binding  screw,  at  each  side  of  the  commutator^ 
the  pointer  points  to  that  binding  screw  at  which  the  positive 
current  enters. 
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Many  of  the  instruments  are  adjusted  to  give  1  ampere  per 
degree  when  the  commutator  is  to  parallel ;  others  again  are  ar- 
ranged to  give  2  amperes  per  degree;  while  some  go  as  high  as 
6  ampdres  per  degree,  and  measure  currents  of  over  200  ampdre& 

ATRTON  AND  PKRRY'S  COMMUTATOR  VOLTMETER. 

The  commutator  voltmeter  of  Ayrton  and  Perry  differs  only 
from  their  commutator  ammeter  in  the  resistance  of  the  coils.  In 
this  case  each  coil  has  a  resistance  of  200  ohms,  so  that  when  in 
series  the  instrument  has  2,000  ohms  resistance,  and  when 
parallel  only  20  ohms,  the  resistance  coil  being  also  20  ohm& 
The  voltmeter  is  calibrated  in  parallel  circuit  and  used  generally 
in  series,  and  then  indicates  from  1  volt  per  degree  in  some  in- 
struments to  5  volts  per  degree  in  others,  the  total  deflection  of 
46^  in  the  latter  case  corresponding  with  225  volts.  But  just  as 
the  ammeter  can  be  conveniently  used  in  series,  when  testing 
the  comparatively  small  currents  passing  through  a  single  in- 
candescent lamp,  so  the  voltmeter  may  be  used  in  parallel  cir- 
cuit for  testing  electro  motive  forces  of  2  or  8  volts,  such  as,  for 
example,  the  electro  motive  force  of  one  or  two  storage  batteries. 

In  the  ammeter  the  resistance  coil  can  be  introduced  in  the 
circuit  only  when  the  commutator  is  to  series,  and  in  the  volt- 
meter only  when  to  parallel,  so  that  in  neither  case  can  it  be 
fused  by  the  plug  being  accidentally  taken  or  left  out  when  a 
strong  current,  or,  in  the  second  case,  a  laige  electro  motive  force 
is  being  measured.  To  avoid  the  coils  of  the  instruments  them- 
selves being  fused,  or  the  pointer  being  damaged  by  too  lai^  a 
deflection,  precautions  are  taken  by  the  use  of  three  distinct 
binding  screws  in  each. 

ATRTON  AND  PERRT's  NON-OOMMUTATOR  AMMETER  AND 
VOLTMETER. 

Fig.  506  shows  another  form  of  Ayrton  and  Perry's  ammeter 
and  voltmeter.  In  these  instruments  the  commutator  is  dis- 
pensed with  and  the  coils  are  connected  in  parallel  circuit  in 
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the  ammeter  and  in  series  in  the  voltmeter,  permanently.  In 
other  respects  they  are  substantially  the  same  as  the  commu- 
tator instruments.  Owing  to  the  small  deflection  given  by  a 
standard  cell  with  these  instruments,  they  are  not  so  readily 
calibrated  as  the  commutator  form,  and  they  are  more  especially 
intended  to  be  used  in  places  where  many  ammeters  and  volt- 
meters are  employed,  and  where  it  is,  of  course,  unnecessary 


Fig,  506. 


that  all  should  be  provided  with  commutators  for  easy  calibra- 
tion* It  is  sufficient  that  a  few  of  the  ammeters  and  voltmeters 
should  have  commutators  for  independent  calibration,  the  re- 
mainder being  calibrated  by  direct  comparison  with  those  having 
commutator  attachments. 

To  partially  avoid  the  loss  of  magnetism  in  the  controlling 
permanent  magnets,  an  armatare  or  keeper,  shown  in  the  cut,  is 
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provided  with  all  of  the  instruments,  but  which,  of  oooise,  must 
be  removed  when  the  instruments  are  in  usa 

In  all  of  these  instruments  of  Ayrton  and  Perry,  which  we 
have  described,  the  deflections  are  presumed  to  be  directly  pro- 
portional to  the  currents  producing  them,  and  the  current  or 
electro  motive  force  corresponding  to  one  division  of  their  scales 
is.  marked  by  the  manufacturers  upon  the  box  accompanying 
every  ammeter  or  voltmeter. 

AYRTON"  AND  PERRY's  SPRING  AMMETER  AND  VOLTMETER. 

We  have  already  called  attention  to  the  necessity  of  frequently 
calibrating  magnet  instruments,  to  detect  changes  of  magnetism 
in  the  permanent  magnets  which  necessarily  occur.  As  a 
matter  of  fact,  go6d  Daniell's  cells  or  other  reliable  means  of 
calibrating  ammeters  and  voltmeters  do  not  exist  in  many 
places  where  there  are  electric  light  installations,  and  conse- 
quently users  themselves  do  not  calibrate  their  instruments,  but 
rely  on  the  makers'  figurea 

To  overcome  this  difficulty  of  loss  of  magnetism  in  the  per- 
manent magnets,  Messrs.  Ayrton  and  Perry  have  constructed 
ammeters  and  voltmeters  like  that  shown  in  fig.  607,  in  which  the 
controlling  force  is  either  a  flat  or  cylindrical  spiral  spring,  coiled 
about  and  attached  to  the  axis  of  the  needle,  instead  of  the  per- 
manent magnet.  In  this  case  the  axis  of  the  soft  iron  needle 
makes  an  angle  less  than  a  right  angle  with  the  axis  of  the  coil 
when  no  current  is  passing,  since  if  it  made  a  right  angle  it 
would  be  in  unstable  equilibrium  when  a*current  passed.  The 
best  angle  that  the  axis  of  the  needle  should  make  with  the  axis 
of  the  coil  when  the  pointer  points  to  zero,  has  been  determined 
partly  by  calculation  and  partly  by  experiment,  and  it  is  claimed 
that,  with  proper  initial  adjustment,  deflections  of  the  pointer  up 
to  45®  can  be  obtained  directly  proportional  to  the  current 

These  instruments  possess  two  important  advantages:  the 
one  being  that  they  can  be  used  with  reverse  currents ;  the  sec- 
ond, that  by  giving  any  special  set  to  the  spring  (for  doing  which 
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there  is  a  small  hand  seen  in  the  figure,  and  which  can  be  turned 
through  any  angle,  indicated  by  a  small  graduated  scale,  A, 
under  it),  the  needle  does  not  start  from  the  zero  position  until 
the  current  in  the  ammeter  or  electro  motive  force  in  the  volt- 
meter exceeds  a  certain  prearranged  limit  This  method  of 
giving  a  set  to  the  spring  greatly  increases  the  sensibility  of  the 
instrument 


Fig,  607, 


AYRTON  AND  PERUY'S  WHEEL  AND   PINION   AMMETER  AND 

VOLTMETER. 

When  still  greater  delicacy  is  required,  the  form  of  the  spring 
instrument  is  somewhat  changed,  as  shown  in  fig.  608.  Attached 
to  the  arbor  of  the  needle  is  a  wheel,  W,  with  extremely  fine 
<5ut  teeth  gearing  into  those  of  a  pinion,  P,  on  the  arbor  to  which 
the  pointer  is  attached.  With  this  arrangement  the  motion  of 
the  pointer  is  magnified  ten  times.  If,  then,  the  coil  and  needle 
have  such  a  shape,  and  the  axis  of  the  needle  makes  such  a 
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proper  initial  angle  with  the  axis  of  the  coil  that  the  deflection 
of  the  needle  up  to  not  more  than  36^  is  proportional  to  the  cur- 
rent, then  with  the  wheel  and  pinion  arrangement  the  deflection 
of  the  pointer  over  the  entire  scale  of  860^  will  be  proportional 
to  the  current  In  addition  to  these,  both  the  arbor  of  the 
needle  and  the  arbor  of  the  pinion  are  provided  with  very 


Fig.  508. 


delicate  cylindrical  spiral  springs,  S,  S' ;  one  or  both  of  which 
may  be  employed,  since  the  latter  can  be  thrown  out  of  gear  by 
raising  the  arm,  A,  which  is  done  by  turning  the  head,  H,  of 
the  adjusting  screw.  If  both  the  springs  be  of  the  same 
strength,  then  the  sensibility  of  the  instrument  can  be  instantly 
made  one  hundred  times  as  great  by  turning  the  milled  head, 
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H,  which  raises  the  arm,  A,  and  throws  S'  out  of  gear,  or  can 
be  increased  to  any  other  known  less  or  greater  prearranged 
amount,  bj  having  the  spring  on  the  pinion  weaker  or  stronger 
than  that  on  the  wheel  Both  springs  have,  further,  little 
hands,  A,  A'  (seen  in  the  figure),  for  setting  them  up,  so  that 
the  whole  deflection  of  860®  may,  if  desired,  be  produced  by  a 
small  percentage  of  change  in  the  total  current  where  it  is 
wished  to  measure  accurately  small-  changes  in  a  fairly  constant 
cnrrent  Every  bearing  is  jewelled.  The  coil  and  needle  are 
placed  in  the  supporting  box  and  are  not  shown  in  the  cut 
The  wheel  and  pinion  ammeter  furnishes  an  instrument  for 
the  measurement  of  strong  currents,  comparable  in  delicacy  with 
the  instruments  usually  employed  for  the  measurement  of  only 
weakcurrenta  An  ammeter  on  this  principle  has  been  con- 
structed to  measure  up  to  1,200  amperes. 

The  voltmeters  are  constructed  with  two  grades  of  sensibility, 
and  measure  electro  motive  force  with  great  accuracy. 

AYRTON  AND  PEBRY^S  OHMMETER. 

The  instrument,  which  is  shown  in  fig.  509,  is  for  the  purpose 
of  measuring  the  resistance  of  any  part  of  an  electric  light  cir- 
cuity while  the  current  is  flowing,  and  indicates  the  ratios  of 
current  and  electro  motive  force  at  one  reading.  It  consists  of 
two  coils,  one  of  thick  and  the  other  of  fine  wire.  Both  coils  are 
fixed,  and  with  their  axes  at  right  angles  to  one  another,  and  the 
current  flowing  through  each  acts  on  the  same  needle.  Through 
the  thick  coil  the  whole  current,  C,  flows,  and  through  the  fine 
coil  a  shunt  current  which  measures  the  electro  motive  force,  E, 
between  the  two  ends  of  the  part  of  the  circuit  the  resistance  of 
which  it  is  required  to  measure ;  and  the  forces  due  to  these  two 
currents  are  at  right  angles  to  one  another;  hence  the  deflection 
of  the  needle  may  be  made  to  measure  E-t-  C,  which  is  equal  to  R 
By  giving  the  proper  mathematical  shape  to  both  coils  and  to 
the  needle,  the  deflections  of  the  instrument  shown  in  the  figure 
are  found  to  be  directly  proportional  to  the  values  of  E  -h  C,  that 
is,  to  the  values  of  the  resistances  to  be  measured. 


801 


ELECTRICAL  MEASUREMENT. 


When  the  instrument  is  not  in  use,  there  is  no  directing  force 
acting  on  the  needle,  and  the  pointer  therefore  remains  any- 
where. On  allowing  the  main  current  to  pass  through  the  thick 
coil,  by  means  of  the  outer  and  larger  binding  screws,  the  axis 
of  the  neeJle  instantly  places  itself  along  the  axis  of  the  thick 
coil,  and  the  pointer  stands  at  naught  If  now  wires  be  attached 
to  each  of  the  small  binding  screws  belonging  to  the  fine  coil, 
and  the  other  ends  of  these  two  be  attached  to  the  same  point  of 
the  main  circuit,  the  pointer  still  remains  at  naughty  indicating 


Fig.  609. 


that  there  is  no  resistance  in  the  main  circuit  between  the  two 
points  of  attachment  of  the  fine  wires.  If  these  wires  be  sepa- 
rated by  the  field  magnets  of  the  dynamo,  the  pointer  at  once 
moves  to  a  number  indicating  the  resistance  of  the  field  magneta 
It  will  be  seen  that  the  resistance  of  any  part  of  the  circuit  can 
be  measured  at  any  time  without  interfering  with  the  main  cur- 
rent In  practice,  the  ohmmeter  is  simply  kept  inserted  any- 
where in  the  main  circuit,  and  when  it  is  desired  to  measure  the 
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resistance  of  any  part  of  the  circuit,  the  two  ends  of  this  part  of 
the  circuit  are  connected  by  two  fine  wires  to  the  two  smaller  bind- 
ing screws  of  the  ohmmeter.  When  the  wheel  and  pinion  are 
employed,  a  deflection  of  about  320°  of  the  pointer  is  obtainable, 
a  deflection  of  60°  corresponding  with  one  ohm,  so  that  measure- 
ment of  resistance  up  to  six  ohms,  correct  to  ^  of  an  ohm,  can 
be  accurately  and  quickly  mada  The  ohmmeter,  it  will  be 
seen,  dispenses  with  the  use  of  resistance  coils. 


Fig.  610. 
AYRTON  AND   PERRY'S  ELECTRIC   POWER  METER. 

This  instrument,  designed  for  measuring  by  one  operation 
the  horse  power  electrically  given  to  any  part  of  a  circuit,  is 
similar  in  some  respects  to  the  ohmmeter.  The  latter  measuring 
the  ratio  E  -f-  C, while  the  former  measures  the  product  C  x  E,  and 
consequently  the  horse  power  which  is  proportional  to  C  X  E. 
Fig.  510  gives  a  general  view  of  the  instrument,  which  consists 
of  a  thick  wire  coil,  through  which  the  main  current  passes,  and 
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a  fine  wire  coil  suspended  within  it,  which  acts  as  a  shunt  to  that 
part  of  the  circuit  of  which  it  is  desired  to  measure  the  electrical 
energy.  The  axis  of  the  two  coils  are  parallel,  and  the  passage 
of  a  current  tends  to  deflect  the  suspended  one.  Since  the  thick 
wire  coil  measures  the  intensity  of  the  current,  and  the  thin  wire 
coil  its  electro  motive  force,  as  the  deflection  of  the  latter  is  the 
product  of  the  two,  the  amount  of  that  deflection  is  the  measure 
of  the  power  or  energy  of  the  current  Modifications  of  this 
instrument,  with  or  without  a  commutator,  or  with  a  wheel  and 
pinion  arrangement,  are  also  mada 

hopkinson's  curkent  meter. 

Fig.  511  is  a  side  view,  with  part  shown  in  section,  of  the 
Hopkinson  coulomb  or  current  meter,  and  fig.  612  is  a  back 
view  with  case  shown  in  section.  In  both  figures  a  a  are  the 
electro  magnets  of  a  small  dynamo  electric  machine  to  be  used 
as  a  motor,  b  being  its  armatura  Thiij  dynamo  is  wound  with 
fine  wire  as  a  shunt  to  the  current  to  be  measured,  part  of  which 
passes  from  L  round  the  electro  magnets,  then  through  the 
armature,  and  thence  by  brushes  and  wire  to  the  insulated 
ring,  A  (fig.  511).  Here  the  circuit  may  be  either  made 
or  broken,  according  as  the  movable  piece  or  core,  t^  is  raised 
or  lowered.  If  this  piece,  which  is  a  soft  iron  core  within 
a  solenoid,  be  lowered,  the  circuit  is  completed  to  the  metal 
frame  of  the  instrument  through  a  vertical  contact  pin,  p.  This 
pin  projects  into  a  groove  in  the  core,  and  forms  a  rubbing  con- 
tact as  the  latter  revolves. 

The  current  to  be  measured  passes  through  a  solenoid  of 
stout  wire,  y,  enclosed  in  an  iron  tube,  A,  supported  by  the  frame 
of  the  instrument  The  vertical  shaft,  Z,  is  driven  by  the  arma- 
ture of  the  dynamo  and  carries  the  iron  core,  m  m,  fixed  to  it 
The  iron  core,  t^  revolves  with  the  shaft,  I,  and  can  slide  upon  it 
It  is  connected  by  links,  o  o,  to  the  governor  balls,  n  n,  which 
therefore  tend  to  raise  it  as  the  shaft  revolves.  The  revolutions 
of  the  shaft  are  indicated  by  the  worm  and  worm  wheel,  j,  act- 
ing on  the  shaft  and  operating  the  pinions,  r  r,  and  hands  of  the 
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Thomson's  graded  current  galvanometer.  809 

counter,  a.  Springs,  /,  take  the  weight  of  the  core,  i^  and  are  so 
adjusted  that  when  no  current  passes  through  the  coil,y,  contact 
is  broken  with  the  insulated  ring,  h;  but  a  very  small  current 
through  this  coil  will  make  the  contact  and  cause  the  electro 
motor  to  begin  to  revolva  When  a  current  passes  through  the 
coil,  y,  it  causes  attraction  between  the  fixed  tube,  i,  and  the 
flanges  of  the  moving  cores,  m  and  t,  also  between  the  cores,  m 
and  %.  The  magnetic  force  upon  %  is  vertically  downward,  and 
is  proportional  within  certain  limits  to  the  square  of  the  current 
in  the  coiL  When  the  governor  is  revolving  the  centrifugal 
force  on  the  governor  balls  is  proportional  to  the  square  of  the 
speed  of  revolution,  and  tends  to  lift  the  core,  %  in  opposition 
to  the  magnetic  force.  These  forces  will  exactly  balance  one 
another,  for  if  the  speed  be  too  great,  the  circuit  of  the  electro 
motor  will  be  broken  and  the  speed  will  fall  If  it  be  too  small, 
the  electro  motor  will  work  and  the  speed  will  increase.  The 
result  is  that  the  system  will  revolve  with  a  velocity  propor- 
tional to  the  current  through  the  coil.  Owing  to  the  symmetrical 
arrangement  of  the  cores,  the  electro  magnetic  forces  are  balanced 
as  far  as  the  shaft,  Z,  is  concerned,  and  they  do  not  tend  to  ut 
any  pressure  upon  the  bearings. 

THOMSON'S  GRADED  CURRENT  GALVANOMETER. 

This  instrument,  which  is  shown  in  fig.  518,  is  designed  to 
permit  of  a  very  wide  range  of  measurement,  being  obtaine4  by 
varying  the  intensity  of  the  magnetic  field  in  a  known  ratio  and 
comparing  with  it  the  unknown  current  It  consists  essentially 
of  two  parts,  1st,  a  coil,  C,  formed  of  a  few  turns  of  thick  copper 
strips,  with  about  -poVn-  of  ^^  0^°^  resistance,  through  which  the 
current  to  be  measured  is  allowed  to  pass,  it  being  vertically 
fixed  to  the  end  of  a  wooden  platform,  P,  with  about  one  half 
only  of  the  coil  projecting  above  it ;  and  2d,  of  a  magnetometer, 
M.  This  last  consists  of  four  short  steel  magnets  (constituting 
the  needle)  mounted  in  a  frame  on  a  vertical  axis,  with  a  long 
aluminum  pointer  attached,  and  enclosed  in  a  quadrant  shaped 
box,  with  a  glass  cover,  and  a  silvered  glass  mirror  bottom  (in 
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order  to  counteract  any  effect  of  parallax  while  reading  the 
scale  of  tangents,  to  which  the  instrument  is  graduated). 

In  order  to  increase  the  directive  force  of  the  needle  when  re- 
quired, a  semicircular  permanent  magnet  of  hard  steel,  and  of 
known  intensity,  may  be  attached  vertically  to  two  arms  pro- 
jecting from  the  magnetometer,  behind  the  apex  of  the  quad- 
rant The  magnet  stands  over  the  needle,  as  shown  in  the  figure, 
and  its  field  is  brought  into  parallelism  with  that  of  the  earth, 
by  turning  the  screw  at  the  point  of  the  magnet  until  the  index 
points  to  zera  To  avoid  accidental  demagnetization  of  the 
magnet,  it  must  be  kept  at  a  distance  from  all  other  magneto 

The  magnetometer  is  supported  on  three  feet  and  a  spring  ; 
two  of  these  feet  slide  in  a  V  groove,  cut  in  a  hard  wood  scale  let 
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into  the  tops  of  the  platform,  and  this  allows  the  magnetometer 
to  be  moved  nearer  to  or  further  from  the  coil,  but  prevents  it 
being  so  turned  round  as  to  change  the  zero  reading  of  the  in- 
strument. The  sensibility  of  the  instrument  is  changed  by  vary- 
ing the  position  of  the  magnetometer  on  the  platform.  When 
the  front  of  the  magnetometer  (without  the  directing  magnet) 
is  placed  at  any  division  of  the  scale  marked  on  the  platform, 
the  number  stamped  at  that  division  indicates  the  deflection,  in 
divisions  of  the  magnetometer  scale,  produced  by  one  ampere  of 
current ;  the  intensity  of  the  magnetic  field  in  which  the  mag- 
netometer needles  are  placed  being  supposed  unity.     The  abso- 
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late  intensity  of  the  magnetic  field  at  the  needle  due  to  the  di- 
recting magnet  alone  is  carefully  determined  and  marked  on  the 
magnet  The  total  intensity  of  die  field  is  obtained  by  adding  the 
horizontal  component  of  the  intensity  of  the  earth's  field,  at  the 
place  in  which  the  instrument  is  used,  to  the  number  marked  on 
the  magnet  A  pair  of  flexible  adynamic  leads  are  supplied  with 
the  instrument  When  in  use  the  plane  of  the  coil  is  placed  in 
the  magnetic  meridian  so  that  the  index  points  to  zero  on  the 
scala  The  directing  magnet  is  then  placed  in  position  and  the 
adjusting  screw  turned  until  the  index  again  points  to  zera 

The  range  of  sensibility  obtained  by  varying  the  extreme  dis- 
tance along  the  groove  of  the  magnetometer  from  the  coil  is 
about  fifty  fold ;  while,  by  removing  the  magnet,  and  leaving 
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the  needle  under  the  influence  of  the  earth's  force  alone,  a  fur- 
ther sensibility  of  fifty  times  greater  can  be  obtained.  Any 
current  whose  intensity  is  less  than  100  amperes  may  be  safely 
measured  by  this  instrument 

Thomson's  potential  galvanometer. 

This  instrument,  shown  in  fig.  514,  differs  from  the  current 
galvanometer  only  in  the  coil,  C,  which  is  of  thin  German  silver 
wire  of  about  5,000  ohms  resistance.  To  prevent  a  current 
passing  through  the  coil  when  no  reading  is  being  taken,  a  key, 
attached  to  the  base  of  the  instrument,  is  placed  in  circuit  with 
it     A  pair  of  flexible  leads,  with  spring  clips  attached  to  their 
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ends  for  making  contact  with  two  points  of  a  circuit,  accompany 
each  instrument  Headings  must  be  taken  as  quickly  as  possi- 
ble, to  avoid  heating  of  the  coil  in  this,  as  in  other  forms  of  vol^ 
meters.  When  the  front  of  the  magnetometer  is  placed  at 
any  division  of  the  scale  marked  on  the  platform,  the  number 
stamped  at  that  division  indicates  the  deflection  in  divisions 
of  the  magnetometer  scale,  produced  by  one  volt  diflEerence  of 
potential  between  the  ends  of  the  coil. 

CABDSW'S  GALVANOMETER    FOR  MEASURING  LARGS  CURRENTS 
AND  VERY  LOW  RESISTANCEa 

This  instrument  (fig.  615)  is  constructed  on  the  principle  of 
the  differential  galvanometer.  A  small  coil  of  known  resistance, 
consisting  of  many  turns  of  fine  wire,  closely  encircles  a  mag- 
netized needle  pivoted  at  its  centre.  Attached  to  the  needle  and 
at  right  angles  to  it  is  a  horizontal  pointer  whose  movements  are 
limited  by  two  vertical  pins  placed  a  fraction  of  an  inch  on  each 
side  of  the  zero  point  Surrounding  this  fine  wire  coil  is  an- 
other coil  of  considerably  greater  diameter,  composed  of  a  few 
turns  of  thick  wire. 

The  coils,  which  are  of  rectangular  shape,  are  placed  at  one  end 
of  a  rather  long  base  board.  Passing  in  under  the  coils,  and  in 
the  same  direction  as  they  are  wound,  is  a  broad  strap  of  copper; 
at  each  end  of  the  coils  this  strap  makes  a  right  angle  bend  and 
continues  on  to  the  opposite  end  of  the  board,  where  the  ends  dip 
into  mercury  cup  connectors.  Three  inches  in  front  of  the  coils 
another  transverse  strap  is  placed,  one  end  of  which  terminates 
in  contact  with  one  of  the  longitudinal  straps,  while  the  other 
bends  at  a  right  angle  to  terminate  in  a  mercury  cup  as  before. 
One  end  of  the  thick  wire  coil  is  in  connection  with  a  longi- 
tudinal strap,  the  other  ends  in  a  mercury  cup.  The  fine  wire 
is  terminated  at  separate  binding  screws  near  the  coils.  These 
connections  are  shown  diagrammatically  in  the  figure.  The  cop- 
per straps  are  so  placed  that  only  the  currents  in  the  transverse 
straps  affect  the  needle.  It  will  thus  be  seen  that  three  de- 
grees of  sensitiveness  are  obtainable:   1st,  by  connecting  at 
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mercury  cups,  2  and  8,  which  throws  in  circuit  the  thick 
wire  coil;  2d,  by  connecting  at  terminals,  2  and  5,  which 
puts  in  circuit  the  transverse    strap  under  the  needle;    8d, 
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by  connecting  at    terminals  2  and  4, 
transverse  strap  in  front  of  the  needle. 


which  throws  in  the 
Bent  bars  like  that 
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shown  at  B  are  used  to  short  circuit  the  galvanometer  when 
required  The  extra  mercury  cup,  1,  allows  the  galvanometer 
circuit  to  be  opened  by  the  removal  of  the  bent  bar  between 
cups  1  and  2,  and  this  may  be  accomplished  without  interrupt- 
ing the  continuity  of  the  main  circuit  if  it  has  been  previously 
short  circuited  at  the  other  cups.  The  effect  of  the  leading 
wires  on  the  needle  may  thus  be  noted  and  remedied  bj  proper 
manipulation* 

To  measure  current  strength,  fig.  516,  a  current  from  one  or 
more  cells  of  known  electro  motive  force,  E,  is  sent  through  the 
fine  wire  coil,  R,  and  which,  by  altering  an  adjustable  reaist- 


Fig.  616. 


ance,  W,  which  is  also  in  circuit,  is  made  to  balance  the  effect 
on  the  needle  produced  by  the  large  current,  B,  whose  strength 
is  to  be  measured,  which  is  passing  through  the  thick  coil,  r. 

The  constant  value  or  ratio,  Z,  of  the  effects  of  the  two  coils 
on  the  needle  being  known,  the  value  of  the  unknown  current, 
C,  may  be  determined  by  the  simple  formula 

G— Zc 

where  c  is  the  current  circulating  in  the  fine  wire  coiL 

For  measuring  resistances,  one  end  of  each  coil  is  connected  to 
the  same  pole  of  a  battery  or  dynamo,  E,  fig.  617 ;  the  circuit  of 
the  fine  wire  coil,  B,  is  completed  through  an  adjustable  resist- 
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ance,  W,  to  the  other  pole  of  the  battery,  while  the  thick  coil,  r, 
circuit  is  completed  in  a  similar  manner  through  the  unknown 
resistance,  w.  For  determining  the  constant  of  the  instrument 
a  known  resistance  is  substituted  for  the  unknown  in  the  last 
case.  Mr.  Gardew  has  also  designed  an  instrument  on  the 
same  principle,  in  which,  instead  of  varying  the  resistance, 
the  distance  between  the  coils  is  varied.  The  fine  wire  coil  is 
mounted  on  a  slide  moved  by  a  screw  at  right  angles  to  the 
conductor.  On  each  side  of  the  slide  along  which  the  bobbin 
moves  is  a  pointer  moving  over  a  fixed  scale  of  amperes  on  one 


Fig.  517. 

side  and  parts  of  an  ohm  on  the  other.     Magnets  may  be  added 
to  both  instruments  to  make  them  more  or  less  dead  beat 


ELECTRO  DYNAMOMETER. 

For  measuring  currents  whose  direction  is  always  the  same, 
the  apparatus  which  has  been  described  answers  every  purpose. 
In  cases,  however,  where  alternating  currents,  which  are  em- 
ployed in  some  systems  of  electric  lighting,  have  to  be  meas- 
ured, an  ordinary  galvanometer  would  give  no  indications ;  in 
such  cases  an  electro  dynamometer  must  be  used,  as  the  deflec- 
tions given  by  this  instrument  are  always  in  the  same  direction, 
no  matter  what  currents  traverse  its  coils.  The  principle  of  the 
electro  dynamometer  is  based  upon  the  mutual  action  of  cur- 
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rents,  t.  e.,  upon  the  fact  that  parallel  currents  in  the  same  direc- 
tion attract^  and  in  opposite  directions  repel,  one  another. 

Fig.  618  shows  how  the  principle  is  applied.  A  B  C  D  is  a 
fixed  wire  rectangle,  and  ab  ed  a  smaller  one,  suspended  with- 
in the  larger,  so  that  it  can  turn  freely  about  its  axis ;  the  planes 
*of  the  two  are  at  right  angles  to  each  other.  Now,  if  the  two 
rectangles  be  connected  together  in  the  way  shown,  then  a  car- 
rent  entering  at  W^,  and  passing  out  at  W„  will  traveiBe  the 
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two,  and  the  current  passing  from  B  to  C  will  attract  the  cur- 
rent passing  from  a  tod,  and  will  repel  the  current  passing  from 
c  to  i.  A  similar  action  takes  place  with  reference  to  the  cur- 
vent  passing  from  D  to  A  ;  consequently  the  smaller  rectangle, 
under  the  influence  of  the  forces,  will  tend  to  turn  about  its 
axis  in  the  direction  in  which  the  hands  of  a  watch  rotate.  If 
the  current  enter  at  W,,  and  leave  at  W^,  then,  inasmuch  as 
the  directions  of  all  the  currents  in  the  wires  are  reversed,  the 
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small  rectangle  mast  still  tend  to  turn  in  the  direction  indicated. 
If  one  or  both  of  the  rectangles  consist  of  several  turns  of  wire, 
the  turning  effect  for  a  given  current  will  be  proportionally  in- 
creased. 

It  might,  perhaps,  at  first  be  anticipated  that  the  deflections 
produced  by  various  currents  on  the  electro  dynamometer 
would  have  about  the  same  relative  magnitudes,  as  regards 
their  number  of  degrees  of  divergence,  as  the  deflections  on  the 
tangent  galvanometer ;  that  is  to  say,  for  example,  if  two  cur- 
rents on  the  tangent  galvanometer  gave  deflections  of  10^  and 
40^  respectively,  it  might  perhaps  be  imagined  that  if  the 
smaller  current  also  gave  10^  on  the  electro  dynamometer,  then 
the  greater  would  give  about  40^.  This  is  not  the  case,  how- 
ever, for  the  following  reason:  In  the  case  of  the  tangent  gal- 
vanometer we  have  a  magnetic  field  formed  by  a  magnet  of 
fixed  intensity,  and  this  is  not  altered  by  the  action  of  the  wire 
coil ;  in  the  case  of  the  electro  dynamometer,  however,  the  mag- 
netic field  of  the  movable  coil  is  increased  directly  as  the  current 
is  increased ;  thus  if  the  current  passing  through  the  defiecting 
coil  is  doubled,  then  the  current  passing  through  the  deflected  coil 
is  doubled  also ;  consequently  we  have  a  doubled  current  acting 
upon  a  magnetic  field  doubled  in  intensity,  and,  therefore,  we 
must  have  a  quadrupled  deflective  effect :  In  other  words,  the 
deflective  force  tending  to  turn  the  movable  coil  will  vary  as 
the  square  of  the  current,  and  not  directly  as  the  current,  as  in 
the  tangent  galvanometer.  This  value — ^the  square  of  the  cur- 
rent— is  precisely  the  power  which  is  required  for  many  techni- 
cal calculations,  such  as  the  amount  of  heat  or  light  produced, 
or  the  work  given  out  or  absorbed  by  a  certain  current 

A  fine  wire  electro  dynamometer  cannot  be  satisfactorily  used 
for  measuring  rapidly  reversing  electro  motive  force,  because  of 
the  retardation  arising  from  self  induction. 

SIEMENS  ELECTRO  DYNAMOMETER. 

A  general  view  of  this  instrument,  which  is  suitable  for  meas- 
uring current  strength,  is  shown  in  fig.  619.    It  consists  of  a 
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rectangle  of  wire  hung  from  a  spiral  spring  of  platdnnm  wire 
whose  upper  end  is  fixed  to  a  thumb  screw  provided  with  a 
pointer,  which  can  be  moved  round  a  graduated  dial     The 


Fig,  519. 


number  of  degrees  to  which  this  pointer  points  evidently  indi- 
cates the  amount  of  torsion  given  to  the  spiral  spring.  To  the 
rectangle  also  is  fixed  a  pointer,  the  end  of  which  just  laps  over 
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the  edge  of  the  graduated  dial.  The  rectangle  encircles  a  coil 
consisting  of  several  turns  of  thick,  and  a  large  number  of  turns 
of  thin  wire ;  the  two  ends  of  the  thick  wire  are  connected  to 
terminals  1  and  2,  and  the  two  ends  of  the  thin  wire  to  terminals 
1  and  S.    Connection  is  made  between  the  rectangle  and  the 
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fig,  620. 

wire  coils  by  mercury  cups,  into  which  dip  the  ends  of  the  wire 
forming  the  rectangle.  The  base  board  has  three  levelling  screws  ; 
the  level  consists  simply  of  a  small  pointed  weight  hung  at  the 
end  of  a  rod  (seen  on  the  right  of  the  figure),  the  pointed  end 
hangs  exactly  over  a  fixed  point  when  the  instrument  is  level. 
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The  detail  of  these  connections  are  shown  in  fig.  620.  One  of 
the  advantages  of  this  apparatus  is  that  the  action  of  terrestrial 
magnetism  on  a  single  convolution  is  so  slight  that  it  may  be 
neglected,  and  the  instrument  does  not,  therefore,  require  to  be 
set  to  the  magnetic  meridian.  The  method  of  using  the  Siemens 
electro  dynamometer  is  as  follows:  The  wires  leading  the 
current  whose  strength  is  to  be  determined  are  connected  to 
terminals  1  and  2,  or  1  and  3,  according  as  a  strong  or  weak 
current  has  to  be  measured  The  current  deflects  the  rectangle ; 
the  thumb  screw  is  now  turned  in  the  reverse  direction  to  that 
in  which  the  rectangle  has  turned,  and  torsion  being  thereby  put 
/on  the  spiral  spring,  the  rectangle  is  forcibly  brought  back 
toward  its  normal  position,  that  is,  at  right  angle  to  the  coils, 
or  to  the  position  at  which  the  pointer  attached  to  the  rectangle 
stands  at  zero  on  the  scale.  The  number  of  degrees  of  torsion 
given  to  the  spiral  spring  being  then  read  o2,  the  strength  of 
the  current  is  found  by  reference  to  a  table  supplied  with  each 
instrument  The  method  of  constructing  this  table  is  described 
on  page  787. 

SIEMENS  POTENTIAL  GALVANOMETER, 

Fig.  521  represents  a  form  of  torsion  galvanometer  devised  by 
Siemens  for  the  measurement  of  electro  motive  forces.  Although 
not  suitable  for  measuring  rapidly  reversing  currents,  it  is  the 
companion  instrument  to  the  electro  dynamometer  just  described. 
It  consists  of  a  tuning  fork  shaped  magnet  or  needle,  suspended 
between  two  rectangular  bobbins  wound  with  fine  wire,  so 
placed  that  their  longest  sides  are  vertical  Two  brass  oolumns 
carry  the  glass  top  or  cover,  which  has  an  etched  graduation. 
The  columns  are  connected  by  a  cross  piece,  in  the  middle  of 
which  is  a  short  brass  tube  which  passes  through  a  hole  in  the 
centre  of  the  cover.  Passing  through  the  tube  is  a  cocoon  fibre 
on  which  the  magnet  hangs;  the  end  of  the  fibre  is  wound 
round  a  small  shaft  with  a  milled  head,  by  means  of  which  the 
magnet  can  be  raised  or  lowered.  About  the  tube  turns  a  brass 
bushing  carrying  a  horizontal  indicator,  which  moves  in  under 
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the  graduations  on  the  cover.  On  this  bushing,  which  may  be 
turned  bj  means  of  a  brass  head  from  the  outside,  hangs  a  fine 
spring,  the  other  end  of  which  is  fastened  to  the  magnet  The 
cocoon  fibre  on  which  the  magnet  is  suspended  passes  through 


Fig,  521. 


the  centre  of  the  torsion  spring  and  is  so  adjusted  that  the  bell 
magnet  hangs  between  the  coils.  On  the  upper  end  of  the  mag- 
net a  little  arm  is  fastened.     This  latter  is  twice  bent,  and  is 
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finallj  continued  in  a  short  vertical  piece  which  moves  under 
the  graduated  plate  and  carries  a  blackened  point  directed 
inward.  The  index  passes  through  a  hole  in  a  fixed  plate, 
which  limits  its  motion.  The  instrument  is  so  placed  that  the 
index  point  coincides  accurately  with  zero  on  the  graduated 
plata  When  the  pointer  is  deflected  by  the  passage  of  a  cur- 
rent it  is  brought  back  to  zero,  as  in  the  case  of  the  electro 
dynamometer,  by  turning  the  bushing  to  which  the  spiral  spring 
is  attached ;  but  in  the  present  case  the  angles  of  torsion  are 
proportionate  simply  to  the  current  strength  itself,  because  the 
magnet  does  not  change  its  intensity  with  the  current  The  tor- 
sion of  the  spring  is  measured  on  the  graduated  glass  cover,  and 
a  table  supplied  with  each  instrument  gives  the  relation  between 
the  degrees  of  graduation  and  the  electro  motive  forces.  The 
instrument  measures  differences  of  potential  ranging  from  ^hf  ^^ 
a  volt  to  100  volts,  a  shunt,  which  is  inserted  by  the  removal  of 
a  plug,  shown  in  the  figure,  being  used  for  all  electro  motive 
forces  over  10  volts.  In  using  this  instrument  the  resistance  of 
the  leads  is  almost  immaterial,  at  least  within  the  usual  require- 
ment& 

Owing  to  the  difficulties  arising  from  the  heating  of  the  coils 
in  ordinary  potential  galvanometers,  the  measurement  of  elec- 
tro motive  forces  above  200  volts  can  be  more  accurately  made 
with  some  form  of  condenser  or  electrometer.  Condensers  for 
such  work  should  be  specially  well  insulated,  as  it  is  found  in 
practice  that  ordinary  condensers  cannot  be  safely  used  for 
measuring  high  potential  machine  currents.  The  electrometers 
of  Sir  William  Thomson  are  open  also  to  a  similar  objection,  but 
they  can  be  easily  modified  to  suit  the  new  conditions,  and  some 
have  already  been  successfully  constructed  for  this  purpose. 

AYBTON  AND  PERKY'S  CYLINDER  SPRINQ  ELECrTROMETER. 

This  is  a  modification  of  the  Thomson  electrometer,  designed 
to  be  conveniently  portable  and  sufficiently  sensitive  to  measure 
the  high  electro  motive  forces  for  which  it  is  intended  without 
being  over  delicate;    It  is  constructed  as  follows :    Two  vertical 
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pieces  of  metal,  forming  parts  of  a  cylindrical  soiface,  are  attached 
to  a  vertical  arbor  resting  in  jewelled  bearings,  and  form  the 
needle  of  the  electrometer.  This  arbor  is  fixed  to  one  end  of  an 
extremely  fine  spiral  spring,  the  other  end  of  which  is  fastened 
to  the  dial  plate,  which  is  itself  electrically  connected  with  one 
of  the  terminals  This  spring  serves  two  purposes — the  one 
to  give  the  needle  directive  force,  the  other  for  keeping  up 
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electric  connection  with  the  needle,  which  turns  inside  four 
concentric  vertical  pieces  of  brass,  which  together  nearly  form  a 
complete  cylinder  of  a  radius  slightly  longer  than  that  of  the 
needle,  and  which  replaces  the  quadrant  in  the  ordinary  electro- 
meter. These  are  electrically  connected  alternately  in  pairs,  as 
shown  in  fig.  622 ;  and  one  pair  is  also  connected  with  the  nee- 
dle through  the  very  fine  cylindrical  spring,  symbolically  repre- 
sented as  a  spiral  line  in  the  figure.  If,  now,  A  and  B  be 
maintained  at  a  difference  of  potential,  E,  a  deflection,  D,  will 
be  produced,  which  it  may  easily  be  shown  is  proportional  to  the 
square  of  E.  One  great  advantage  of  this  well  known  method 
of  connecting  the  needle  and  quadrants  of  a  Thomson's  electro- 
meter is,  that  although  it  does  not  produce  as  delicate  an  instru- 
ment as  can  be  obtained  by  giving  to  the  needle  an  independent 
charge,  it  enables  the  apparatus  to  be  used  for  measuring  a  rap- 
idly reversing  electro  motive  force  equally  as  well  as  for  measur- 
ing a  non*reversing  electro  motive  force.    The  needle  has  but  a 
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small  moment  of  inertia,  while  at  the  same  time  it  is  everywhere 
very  near  the  fixed  attracting  surfaces,  and  may  therefore  be 
made  partly  dead  beat. 

RHEOSTATS. 

Standard  resistance  coils,  although  not  so  generally  employed 
for  the  measurement  of  the  strong  currents  used  in  electric 
lighting  as  for  the  weaker  currents  used  in  tel^raphy,  are  never- 
theless indispensable  for  many  tests.  Ordinary  rheostats  are  not 
at  all  suitable  for  such  work,  as  the  strong  currents  would  heat 
them  to  an  extent  that,  if  they  were  not  entirely  destroyed,  their 
resistance  would  be  so  increased  as  to  render  them  totally  un- 
reliable. 

To  avoid  excessive  heating  as  much  as  possible,  rheostats 
intended  to  measure  large  currents  are  usually  constructed  of 
very  thick  wire  or  metallic  ribbon,  and  so  put  together  as  to  ex- 
pose the  wire  to  the  free  circulation  of  air. 

OPEN  FRAME  RHEOSTAT. 

One  of  the  earlier  forms  of  such  rheostats,  which  is  shown  in 
fig.  528,  consists  of  an  open  frame  built  of  four  rectangular 
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boards^  so  placed  that  one  long  edge  of  each  touches  one  long 
edge  of  all  the  others,  and  their  flat  sides  form  right  angles,  in 
which  position  they  are  firmly  bound  together.  A  section  of 
the  frame  would  show  an  equal  arm  cross.     Around  the  outer 
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edges  of  the  frame  German  silver  or  other  wire  of  large  diameter 
is  wound,  the  coils  being  about  one  eighth  of  an  inch  apart 
The  ends  of  the  wire  terminate  in  binding  screws,  by  which  con- 
nections may  be  made.  By  means  of  a  sliding  contact,  succes- 
sive lengths  of  the  wire  may  be  added,  each  coil  having  a  fixed 
resistance. 

MULTIPLE  OPEN   FRAME  RHEOSTAT. 

Li  another  similar  form  of  rheostat  a  number  of  frames  of  the 
same  shape  as  that  just  described,  but  somewhat  smaller,  are 
fixed  in  a  box  perforated  with  large  holes.  Each  board  is 
wound  separately,  and  the  ends  of  the  four  wires  on  each  frame 
are  soldered  to  a  circle  of  brass  plates  on  the  cover  of  the  box. 
By  means  of  a  lever  on  top  of  the  box,  which  slides  over  the 
brass  plates,  more  or  less  resistance  may  be  put  in  circuit 

EDIS0N*S  FIELD  RHEOSTAT. 

For  regulating  the  current  in  the  fields  of  his  dynamos,  Mr. 
Edison  uses  a  rheostat  composed  of  a  number  of  frames  of  the 
form  shown  in  fig.  528,  placed  in  a  box  with  brass  plates  and  con- 
tact lever,  similar  to  that  just  described.  Each  frame  represents 
a  fixed  resistance,  and  by  turning  the  lever  one  or  more  frames 
may  be  thrown  into  circuit 

Weston's  field  rheostat. 

The  field  rheostat  used  in  the  Weston  system  of  arc  and  in- 
candescent lighting  consists  essentially  of  a  number  of  thin, 
flat  rectangular  boards,  with  notched  edges,  wound  with  German 
silver  wire  of  large  diameter.  The  boards,  which  are  separated 
from  each  other  by  thin^trips  of  wood,  in  order  to  allow  the  air 
to  circulate,  are  bound  together  by  a  metal  frame,  and  placed 
in  a  black  walnut  box.  On  the  face  of  the  box  a  number  of 
wedge  shaped  brass  strips — 65  to  130,  according  to  the  size  of 
the  rheostat— are  arranged  in  the  form  of  a  circle.  These  strips 
are  about  2  inches  long  and  J  of  an  inch  wide,  and  are  separated 
from  each  other  by  about  ^^  of  an  inch.     A  brass  lever  which 
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moves  over  the  strips  makes  contact  with  them  by  means  of  three 
small  flat  hoops  of  spring  brass.  These  hoops  are  fastened  to  the 
portion  of  the  lever  directly  over  the  contact  strips,  and  at  right 
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angle  to  it    They  are  of  different  lengths,  the  inner  one  being 
the  shortest,  and  so  arranged  that  before  contact  with  one  strip 
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is  broken,  contact  with  the  next  is  made.    Continuity  of  the 
circuit  is  thus  preserved 

Weston's  laboratory  rheostat. 
Fig.  624  shows  a  form  of  heavy  current  rheostat,  designed 
by  Mr.  Edward  Weston  for  use  in  laboratories  and  electrical 
workshops.  It  consists  of  thirty  wooden  sticks,  each  about  three 
feet  long  by  one  inch  square,  mounted  on  a  circular  wooden 
base,  with  a  corresponding  circular  cover  or  top.  Each  stick  is 
notched  or  cut  at  right  angles  to  its  length  at  about  every  half 
inch.  In  these  notches,  as  shown  in  the  figure,  German  silver  wire 
of  suitable  diameter  is  wound  double,  after  the  method  usually 
adopted  in  standard  resistance  coils,  called  differential  winding. 
Galvanometer  needles  in  its  vicinity  are  not,  therefore,  affected 
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by  currents  circulating  in  this  rheostat  Thirty  brass  contact 
plates,  corresponding  to  the  thirty  sticks,  form  a  circle  about  the 
top  and  close  to  the  edge  of  the  cover.  A  movable  arm  carry- 
ing a  platinum  faced  spring  slightly  narrower  than  the  contact 
plates,  moves  over  the  latter.  The  width  of  the  spring  prevents 
contact  with  one  plate  being  broken  before  contact  with  the  next 
is  made.  The  resistance  of  the  wire  on  each  stick  varies  from 
one  tenth  of  an  ohm  to  5  ohms  or  more.  In  some  of  these  rhe- 
ostats all  the  sticks  are  one  tenth  of  an  ohm  each,  and  in  others 
they  are  all  one  ohm  each.  The  wires  are  connected  to  the 
contact  strips  in  the  manner  shown  by  the  sectional  drawing, 
fig.  525,  which  also  shows  the  arrangement  of  the  sticks.     The 
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position  of  the  sticks  pennits  of  the  free  circulatioii  of  sdr, 
and  as  very  large  wire  may  be  used,  cnrrents  of  six  or  eight 
amperes  can  be  carried  by  this  rheostat  without  causing  serious 
heating. 


This  is  a  very  durable  and  serviceable  rheostat  in  which  the 
resistances  are  of  German  silver  ribbons,  as  shown  in  plan  in 
fig.  626  and  in  section  in  fig.  627.  It  consists  of  a  heavy  up- 
right frame,  enclosing  a  wide  board,  upon  which  the  devices 
supporting  the  ribbons  are  mounted.  In  a  line  along  the  upper 
edge  of  the  board,  and  as  close  together  as  practicable,  brackets 
of  cast  brass,/  are  screwed,  the  upper  portions  of  which  act  as 
contact  surfaces.  Along  the  lower  end  of  the  board  and  cor- 
responding in  number  and  position  to  the  upper  castings  a  sec- 
ond row  of  brackets,  O,  are  clamped.  Stout  spiral  springs,  S^ 
are  made  fast  to  the  opposite  ends  of  the  bars  of  these  brackets, 
and  their  free  ends  attached  to  insulated  pins,  g.  The  conduc- 
tor consists  of  a  long,  flat  strip  or  ribbon.  A,  of  German  silver. 
One  end  is  secured  to  the  bar  of  the  first  upper  bracket,  and  is 
then  carried  alternately  under  the  pins  attached  to  the  springs 
and  over  the  upper  castings  in  regular  order,  until  all  the  upper 
and  lower  brackets  are  connected.  The  first  one  of  the  series 
of  upper  brackets  is  connected  by  a  thick  metal  strip  with  a 
binding  post,  P,  and  on  the  opposite  side  of  the  board  are 
arranged  brackets,  contacts,  and  a  ribbon,  exactly  corresponding 
to  that  described.  Along  the  upper  edge  of  the  frame  is  a 
metal  guide,  D,  upon  which  a  metal  block,  B,  slides.  Bods 
depending  from  either  side  of  the  block  cany  brushes,  C,  which 
run  over  the  contact  surfaces,  and  a  binding  post,  P',  is  set  in 
the  block.  Along  the  upper  surface  of  the  metal  guide  is  a 
scale,  shown  in  plan  in  fig.  528,  by  means  of  which  the  resist- 
ances corresponding  to  different  positions  of  the  block  are  ascer- 
tained. If  one  end  of  a  circuit  be  cormected  to  the  binding  post, 
P',  on  the  block,  and  the  other  end  with  either  of  the  end  bind- 
ing posts,  P  P,  as  much  resistance  will  be  introduced  into  the 
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circuit  as  lies  between  the  end  binding  post  and  the  bracket 
in  contact  with  the  brush,  C,  on  that  side.  If,  however,  the 
circuit  be  connected  to  the  two  end  binding  posts,  P  P,  twice 
as  much  resistance  will  be  introduced  in  the  circuit,  for  the 
path  of  the  current  will  then  be  from  one  end  binding  post 
through  the  ribbon  to  the  brush  on  that  side,  then  through  the 
block  and  out  of  the  brush  on  the  other  side,  back  through  the 
ribbon  to  the  other  end  binding  post  Again,  by  attaching  one 
end  of  the  circuit  to  both  end  binding  posts,  and  the  other  end 
to  the  block  binding  post,  the  ribbons  are  connected  in  multiple 
circuit  and  the  resistance  for  a  given  position  of  the  block  will 
be  one  half  what  it  was  in  the  first  case,  or  one  quarter  of  the 
resistance  in  the  second  case.  The  large  surface  of  metal  ex- 
posed to  radiation  enables  this  rheostat  to  cany  very  large  cur- 


rents without  its  temperature  being  greatly  raised.  On  the 
other  hand,  should  it  become  heated  sufGiciently  to  cause  con- 
siderable expansion,  the  springs  will  take  up  the  slack  of  the 
ribbon  and  prevent  short  circuiting. 

WESTON*S  FIELD  EXPLORER. 

Mr.  Edward  Weston  has  devised  a  very  ingenious  instrument 
for  investigating  the  distribution  of  magnetism  in  the  field 
magnets  of  dynamo  electric  machines.  Fig.  629  shows  the  in- 
strument ready  for  use.  It  consists  of  a  miniature  Weston  ar- 
mature, the  shaft  of  which  is  extended  on  the  commutator  side 
for  several  inches,  and  passes  through  a  wooden  handle,  within 
which  its  bearings  are  placed.  The  opposite  end  of  the  shaft  is 
attached  to  a  convenient  length  of  Stowe^s  flexible  shafting 
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(such  as  is  used  in  .dental  apparatus),  which  allows  of  the  arma- 
ture being  moved  about  as  desired.  The  other  end  of  this 
flexible  shaft  passes  through  a  bearing,  so  arranged  that  it  maj 
be  attached  to  any  suitable  support,  and  carries  a  small  pulley. 
By  means  of  this  pulley  a  constant  velocity  of  rotation  is  given 
to  the  armature,  which  is  then  brought  within  the  field  of  force 


Fig.  699. 


to  be  investigated.  The  armature  is  connected  with  the  wires 
leading  to  a  galvanometer,  which  indicates  the  intensity  of  the 
current  flowing.  Now  the  strength  of  the  current  induced  in 
an  armature  revolving  at  given  speed  being  directly  proportional 
to  the  number  of  lines  of  force  which  it  cuts,  it  is  evident  that 
the  current  which  flows  through  the  galvanometer  will  be  a  di- 
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Tect  measure  of  the  strength  of  the  magnetic  field  at  the  point 
in  which  the  armature  rotates.  By  means  of  this  instrument 
the  intensity  throughout  the  field  of  force  of  any  dynamo 
electric  machine  may  be  readily  plotted. 

HAGNETO  TESTING  BELLSw 

Magneto  call  bells,  such  as  are  used  in  connection  with  tele- 
phone systems,  are  sometimes  employed  for  testing  the  con- 
tinuity, and,  in  a  rough  way,  the  insulation  of  lighting  circuits 
during  construction.  Their  portability  and  simplicity  render 
them  serviceable  to  linemen  and  others,'^although  they  do  not 
in  any  degree  take  the  place  of  the  galvanometer  and  rheostat. 
When  the  cranks  are  turned  at  about  200  revolutions  per  minute 
these  bells  will  ring  through  a  resistance  varying  from  1,000  to 
10,000  ohms,  according  to  size  and  construction-  They  will, 
therefore,  indicate  leaks  of  such,  or  less,  resistance,  but  do  not 
measure  thenu  By  moving  these  magnetos  from  place  to  place, 
or  by  opening  the  circuit  at  different  points,  grounds  may  be 
located. 

Fig.  630  shows  the  internal  arrangement  of  a  form  of  magneto 
and  bell  designed  specially  for  testing  lighting  circuits  by  C.  J. 
H.  "Woodbury.  It  consists  of  a  Siemens  armature  of  400  ohms 
resistance  in  the  field  of  five  horseshoe  magnets.  The  armature 
is  revolved  from  a  driving  wheel,  provided  with  a  hand  crank, 
by  means  of  a  belt  which  passes  around  an  adjustable  guide 
pulley.  There  is  no  commutator,  and  the  alternating  current 
passes  through  a  sensitive  polarized  electro  magnet  which  ac- 
tuates an  armature  vibrating  between  two  gong  bells.  Two  flexi- 
ble conductors,  with  spring  clips  for  making  comiections,  are 
wound  on  reels  contained  in  the  enclosing  box.  At  200  revolu- 
tions of  the  crank  per  minute  this  magneto  will  generate  an  elec- 
tro motive  force  of  about  seven  volts,  and  the  bell  will  ring 
through  7,000  ohms  external  resistanca  The  whole  is  contained 
in  a  case  eight  inches  long  and  four  wide,  and  weighs  three 
pounds. 
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MEASUREMENT  OP    CURRENT  STRENGTH  AND  ELECTRO    MOTITB 
FORCE  AND  CALIBRATION  OP  APPARATUS. 

K  the  deflections  of  the  needle  of  a  galvanometer  are  in  direct 
proportion  to  the  strength  of  the  current  by  which  they  are  pro- 
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duced,  and  a  current  of  known  strength,  C,  deflects  the  needle 
through  an  angle  of  d^,  the  value  of  the  current,  which  would 
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produce  a  deflection  of  1°,  will  be  represented  by  the  quotient  of 
0  -H  d  This  value  is  called  the  constant  of  the  instrument  When 
each  division  of  the  scale  of  the  galvanometer  has  been  multi- 
plied by  the  constant,  the  value  in  amperes  of  each  division 
will  have  been  calculated,  and  if  the  corresponding  products  be 
marked  upon  the  scale,  or  otherwise  conveniently  tabulated,  the 
instrument  is  said  to  have  been  calibrated.  Voltmeters,  by  sub- 
stituting electro  motive  force  for  current,  are  calibrated  in  the 
same  manner.  The  constant  of  an  ammeter  may  be  determined 
by  any  of  the  methods  employed  for  measuring  current  strength, 
and  the  measurement  of  current  strength  is  always  involved  in 
the  operation-  Similarly  the  measurement  of  electro  motive 
force  is  the  first  requisite  for  calibrating  a  voltmeter. 

There  are  six  general  methods  by  which  the  strength  of  a  cur- 
rent can  be  measured,  viz. :  L  By  a  calibrated  galvanometer. 
n.  By  calculation  from  electro  motive  force  and  resistance.  IIL 
By  electrolysis.  IV.  By  the  chemical  action  in  a  voltaic  cell. 
V.  By  its  heating  effects.  VI.  By  calculation  from  the  dimen- 
sions of  a  tangent  galvanometer. 

The  first  two  methods,  which  are  also  employed  in  measuring 
electro  motive  force,  are  ordinarily  used  on  account  of  the  facil- 
ity with  which  they  can  be  applied.  The  third,  fourth  and 
fifth  are  employed  where  accurate  results  are  required,  and  the 
sixth  method  is  occasionally  resorted  to  in  physical  laboratories 
where  dimensions  and  conditions  can  be  accurately  ascertained, 
chiefly  as  a  check  on  the  others.  These  six  methods  of 
measuring  current  strength,  together  with  the  first  two  for  meas- 
uring electro  motive  forces,  as  applicable  to  the  determination 
of  galvanometer  constants,  will  be  described  in  the  order  in 
which  they  have  been  stated. 

I.   BY  COMPARISON  WITH  A  STANDARD  QALVANOMETKR. 

Connect  together  in  simple  circuit  (fig.  531)  a  calibrated 
galvanometer,  Q^,  a  battery  or  dynamo  electric  machine,  E,  and 
the  galvanometer,  G,,  whose  constant  is  required.     Note  the 
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strength  of  current,  C,  as  indicated  by  the  standard  galvanometer, 
and  observe  the  deflection  produced  in  the  second  galvanometer ; 
Q^ng  the  latter  (2,  then 

Constant  =  -^ 


and  for  a  tangent  galvanometer 


Constant  = 


0 
tan.(i 


Representing  the  constant  by  i,  the  value,  Cj,  in  ampferes  of 
any  other  deflection  d^  will  be 

and  for  a  tangent  galvanometer 

Ci  =  *  tan.  rfj. 


<I> 

Gi 


Ga 

—ay- 

Fig.  631. 

An  adjustable  resistance,  B,  of  which  no  account  is  to  be  taken 
in  the  formula,  may  be  placed  in  the  circuit  to  vary  the  strength 
of  the  current  so  as  to  give  any  convenient  deflection  of  either 
galvanometer. 

This  method  is  employed  as  follows  for  measuring  electro 
motive  force :  When  the  standard  galvanometer  has  been  cali- 
brated in  volts,  the  second  galvanometer  may  be  calibrated  for 
electro  motive  force  by  the  method  shown  in  fig.  532.  Con- 
nect the  terminals  of  both  the  standard  galvanometer  and  the 
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galvanometer  to  be  calibrated  to  two  points  in  a  circuit  in  which 
a  current  is  flowing — for  instance  around  an  incandescent  lamp — 
or  to  the  end  of  a  battery.  Note  the  electro  motive  force  .as 
indicated  by  the  standard  galvanometer  and  also  observe  the 
deflection,  d,  of  the  second  galvanometer.  Letting  E  represent 
the  electro  motive  force, 


B 

Oonatant  =  -  ' 
a 


and  for  a  tangent  voltmeter 


Constant  =  —  '- 

lau.  u' 


Fig.  532. 


If,  as  before,  the  constant  is  represented  by  i,  the  value  E^ 
of  any  other  deflection  d^,  in  volts,  will  be 

Ej  =  A?  dj, 

and  for  a  tangent  voltmeter 

El  =  *  tan.  d^. 

In  calibrating  an  instrument  by  this  method  it  should  be  re- 
membered that  the  constant  of  the  standard  galvanometer  may 
be  more  or  less  altered  by  removing  it  from  the  spot  on  which 
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it  was  calibrated.  The  proximity  of  iron  or  of  wires  carrying 
currents  would  be  liable  to  aflEect  its  accuracy,  and  if  of  the  per- 
manent magnetic  field  class,  any  variation  in  the  strength  of  the 
magnet  would  have  a  similacr  result 


IL   BY  CALCULATION  FBOlf  ELECTRO  MOTIVE  FOBOE  AND 
BESISTANCE. 

Insert  the  galvanometer  in  a  circuit  in  which  the  electro  mo- 
tive force  and  resistance  are  known  or  can  be  measured,  and 
note  the  deflection,  d  If  the  resistance  is  B,  ohms  and  the  elec- 
tro motive  force  E  volts,  the  strength  in  amperes  of  the  current 
producing  the  deflection  will  be 


whence 


CoDstant  =  9. 
d. 


For  example,  connect  the  galvanometer  with  the  standard 
Daniell  cell  (described  on  page  773),  together  with  a  small 
adjustable  resistance.  The  electro  motive  force  of  the  cell  may 
be  taken  as  1,079  volta  Supposing  the  galvanometer  resistance  to 
be  so  small  as  to  be  disregarded,  it  is  first  necessary  to  determine 
the  internal  resistance  of  the  cell ;  this  may  be  done  approxi- 
mately by  noting  the  deflection,  first,  d  when  only  the  battery 
resistance,  r,  is  in  circuit,  and,  second,  d^  when  an  additional  re^ 
sistance,  r^  (say  one  or  two  ohms),  has  been  inserted.  If  the  de- 
flections are  proportional  to  the  current  strength 


r  = 


Hence,  if  the  inserted  resistance  is  so  adjusted  that  the  second 
deflection,  d^,  is  equal  to  J  rf. 
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The  total  resistance  of  the  circuit  is  then  r  -{-  r^  and 

1.879 


and 


0  = 


0 
Constant  =  -p 

Of 


With  the  battery  resistance  only  in  circuit 

r. 

If  the  galvanometer  has  an  appreciable  resistance  it  should  be 
subtracted  from  the  above  values  for  r,  and  added  to  the  total 
resistance  of  the  circuit  in  the  formulas. 

The  constant  of  any  galvanometer  whose  deflections  are  pro- 
portional to  the  currents  producing  them  is  equal  to 

d  —  df 

where  E  is  the  electro  motive  force  and  c/,  rfj,  the  deflection  pro- 
duced by  this  electro  motive  force  through  a  small  and  large  re- 
sistance  respectively.  For  a  tangent  galvanometer  the  tangents 
of  the  angles  of  deflection  would  be  substituted  for  the  deflec- 
tion, thus : 

_  tan.  d  —  tan.  d. 

Constant  =  B  .  ^    .  ^  .^^    .' 

tan.  a  X  tan.  d^. 

The  Ayrton  and  Perry  commutator  ammeter  is  provided  with 
a  resistance  coil  of  one  ohm  for  its  calibration  by  the  above 
method.  It  is  thrown  in  circuit  by  the  removal  of  a  small  plug 
in  the  base  of  the  instrument  Their  commutator  voltmeter  is 
also  provided  with  a  similar  coil  equal  to  the  resistance  of  the 
instrument  when  in  parallel  circuit. 

To  calibrate  the  ammeter,  the  commutator  is  turned  to  series, 
and  a  eurrent  sent  through  the  instrument  by  a  cell  of  known 
electro  motive  force,  E,  but  of  unknown  resistance,  producing. 
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say,  a  deflection,  d;  the  plug  is  now  taken  out,  and  a  second 
deflection,  d^,  obtained  From  this  it  can  easily  be  shown  that  a 
current  of 


10     ^^    *B  amperes 


will  produce  10®  deflection  when  the  commutator  is  in  series,  or 
1**  deflection  when  the  commutator  is  to  parallel 

To  calibrate  the  voltmeter,  the  commutator  is  turned   to 
parallel,  and  a  current  sent  through  the  instrument,  and  the  de- 


B 


M 


A 


\3 


M. 


Fig.  533. 

flection  produced  when  the  plug  is  in  and  out  noted  as  before. 

Then 

d-d, 
10  ""5  rf       E  Tolts 

between  the  terminals  of  the  instrument  will  produce  a  deflection 
of  10*  when  the  commutator  is  parallel,  or  1"  when  to  series. 

A  second  method  of  determining  current  strength  from  electro 
motive  force  and  resistance,  based  on  the  principle  of  balancing 
opposed  electro  motive  forces,  is  as  follows :  A  wire,  M  M  (fig. 
588),  whose  resistance,  r,  between  the  points,  A  B,  can  be 
measured,  is  carrying  the  current,  C,  whose  strength  is  required- 
Between  the  two  points,  A  and  B,  and  in  derivation  with  r,  a 
second  circuit  containing  the  galvanometer,  G,  and  the  standard 
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Daniell  cell  E  is  placed  The  electro  motive  force  of  the  stand- 
ard cell  is  opposed  to  the  difference  of  potential  between  the 
points  A  and  B.  If  these  points  are  adjusted,  by  being  moved 
closer  together  or  further  apart,  until  there  is  a  suitable  resistance 
between  them,  the  galvanometer  needle  will  stand  at  zero.  When 
this  condition  is  established,  the  difference  of  potential  between 
the  points  A  B  is  equal  to  the  electro  motive  force  of  the  cell, 
and  therefore 

Or  =1.079 

whence 


The  galvanometer  may  now  be  inserted  in  the  circuit  M  M, 
its  deflection  d  noted,  and  the  constant  calculated  in  the  usual 
manner,  viz. : 


Jc    =-?- 


By  a  slight  extension  of  the  above  method,  the  current  flowing 
in  a  wire  may  be  accurately  measured,  when  the  potential  be- 


Fig.  634. 


tween  the  two  points  to  which  the  galvanometer  and  standard 
cell  are  connected  differs  by  only  a  fraction  of  a  volt  In  fig. 
634,  A  B  is  the  wire  carrying  the  current,  0,  to  be  measured.  The 
standard  cell,  E,  is  closed  through  a  high  resistance,  r  r^  (of,  say, 
1000  ohms).  One  end  of  the  battery  is  also  connected  to  the 
point  a  in  the  large  wire,  and  at  another  point,  i,  a  connection  is 
made  with  the  resistance,  r  r^.  This  latter  connection  is  moved 
along  r  r^,  until  the  needle  of  the  galvanometer  stands  at  zera 


842 


ELEOTBIOAL  MEASUREMENT. 


If,  now,  the  electax)  motive  force  between  a  and  b  is  represented 
by  e  the  following  ratio  exists. 

c:  K  =  r.-  r  +  r^ 

.-.€=      ^^ 

and  if  the  resistance  between  a  and  &  is  B  ohms, 

c=      ^^ 

»{•-+••»). 

Galvanometers  may  be  similarly  calibrated  for  electro  motive 
force  by  calculation  from  current  strength  and  resistance.  In 
fig.  536  the  strength  of  the  current  C  flowing  in  wire  M  M  is- 


B 


M. 
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M. 
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Fig.  536. 

measured  by  the  galvanometer  Gj.  To  the  points  A  B  in  this 
wire  the  voltmeter  G,  to  be  calibrated  is  connected,  and  its  de- 
flection, c?,  noted.  The  resistance  of  the  conductor  (wire  or  lamp) 
between  the  points  A  B  is  r;  therefore 

B  =  Cr 
and 


ni. — BY   ELECTKOLTSia. 


The  copper  voltameter,  fig.  636,  oonsista  ol  a  vessel  containing 
a  saturated  solution  of  sulphate  of  copper,  in  which  two  thin 
sheets  of  pure  copper,  A  and  K,  are  immersed.     A  current 
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passing  through  the  ceU  from  +  *<>  —  electrolizes  the  sulphate 
of  copper  solution,  and  the  anode,  A,  is  slowly  dissolved,  while 
the  kathode  K  receives  an  equal  quantity  of  copper  as  a  deposit 
upon  its  surface.  A  zinc  voltameter  consists  of  similar  plates 
of  zinc  immersed  in  a  saturated  solution  of  sulphate  of  zina 
When  a  current  is  passed  through  the  voltameter  the  anode  dis- 
solves and  the  kathode  gains  an  equal  quantity  of  zinc.  The 
weight  of  metal  dissolved  in  any  voltameter  is  proportional  to 
the  quantity  of  current  and  to  the  electro  chemical  equivalent 
of  the  metal  employed  (see  page  786). 

To  calibrate  a  galvanometer  by  electrolysis  it  is  connected  in 
series  with  a  voltameter  and  battery  or  dynamo  adjusted  to  give 


Fig,  536. 

a  convenient  deflection.  If  the  electro  motive  force  is  at  all 
inconstant  it  is  best  to  have  also  a  rheostat  in  circuit  in  order  to 
keep  the  deflection  constant  The  plates  of  the  voltameter  hav- 
ing been  carefully  cleaned  and  weighed,  are  then  placed  in  the 
cell  and  the  circuit  closed.  The  time  during  which  the  current 
flows  should  be  accurately  noted,  as  also  the  galvanometer 
deflection,  which  latter  should  be  kept  constant  by  means  of  the 
rheostat  The  plates  are  then  removed,  carefully  washed  and 
dried  with  alcohol,  after  which  they  are  again  accurately  weighed 
and  the  loss  in  weight  of  the  anode  and  gain  in  weight  of  the 
kathode  computed.     The  gain  and  loss  ought  to  be  equal,  but 
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this  is  not  always  the  case,  owing  chiefly  to  stripping  of  the 
kathode.  The  loss  in  weight  of  the  anode  is  therefore  generally 
taken  as  the  weight  of  metal  transferred. 

The  strength  of  the  current  is  calculated  from  the  formula 

at, 

where  W  —  weight  in  granames  of  metal  dissolved ; 

a  -^  electro  chemical  equivalent  of  the  metal ;  and 
t  —  time  in  seconds  during  which  the  current  flowed. 
The  deflection,  d,  of  the  galvanometer  having  been  observed, 

d. 

The  value,  a,  for  various  metals  is  given  in  the  table  on  page 
784.  Its  value  for  copper,  for  example,  is  "0008276,  and  for 
zinc  plates  a  would  be  equal  to  "0008407.  The  zinc  voltameter 
will  give  extremely  uniform  results  if  electro  deposited  zinc  and 
chemically  pure  zinc  sulphate  are  used.  It  is  best  to  boil  the 
latter  with  chips  of  metallic  zinc  before  using. 

When  water  is  electrolized  the  volume  of  the  gases  liberated 
is  proportional  to  the  current  strength.  The  water  voltameter 
consists  primarily  of  two  platinum  electrodes  immersed  in  a 
vessel  of  water  to  which  a  small  quantity  of  sulphuric  or  hydro- 
chloric acid  has  been  added  to  reduce  its  resistance  Fig.  537 
shows  the  method  of  arranging  the  water  voltameter  for  measur- 
ing current  strength,  where  E  represents  the  battery  or  current 
generator ;  R,  the  variable  resistance  for  adjusting  the  current ; 
G,  the  galvanometer  to  be  calibrated ;  V,  the  voltameter  placed 
in  W^  ;  W^,  the  water  tank  kept  at  one  temperature;  P,  the 
bent  pipe  for  conducting  mixed  gases,  H,  and  0,  over  to  G ; 
C,  the  cubic  centimetre  vessel,  say  250  or  1,000 ;  W*,  another 
water  tank  kept  at  one  temperature ;  t^,  t*,  two  centigrade  ther- 
mometers ;  B,  the  standard  barometer. 

The  mixed  gases  are  collected  by  displacement  in  C,  a  vessel 
of  known  capacity.     The  time  required  to  fill  the  vessel  being 
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very  carefully  noted,  the  temperature  observed,  as  well  as  the 
barometer  in  millimetres,  by  a  combination  of  Gay  Lussac's  and 
Boyle^s  laws, 

y-f-273+P 

01764+<  (273+T)+760, 

where  C  —  current  in  amperes ;  V,  volume  of  gas  given  off  in 
C ;  P,  height  of  barometer ;  t,  time  in  seconds ;  T,  temperature 
.centigrade;  0.1764,  volume  of  mixed  gas,  Hg  and  O,  given  off 


Fig,  537. 


per  second  by  1  ampfere ;  278,  constant  for  variation  of  volume 
of  a  gas  with  temperature ;  760,  standard  barometric  pressure. 

For  measuring  heavy  currents  the  voltameter  electrodes  must 
be  large  and  not  very  far  apart.  Having  noted  the  deflection,  d, 
of  the  galvanometer,  its  constant  will  be 


;fc  — 
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IV. — ^BT  THE  CHEMICAL  ACTION  IN  A  VOLTAIC  CELL. 

This  method,  which  ia  an  extremely  accurate  one  in  careful 
hands,  only  requires  a  Daniell  cell  For  calibrating  low  resist- 
ance galvanometers  the  cell  should  be  large,  so  as  to  have  but 
little  resistance  in  order  to  give  a  considerable  current  A  good 
form  of  cell  has  an  oblong,  flat  sided  porous  cup  containing  a 
broad,  thin  sheet  of  pure  zinc  in  a  nearly  saturated  solution  of 
zinc  sulphate.  This  plate  should  be  perfectly  amalgamated, 
great  care  being  taken  to  remove  all  superfluous  mercury,  as  the 
loss  of  a  small  globule,  after  weighing,  would  materially  affect 
the  results.  The  outer  jar  containing  the  porous  cell  is  filled 
with  a  saturated  solution  of  pure  copper  sulphate,  in  which  are 
immersed  two  large  plates  of  copper,  one  on  each  side  of  the 
porous  cell  and  very  close  to  it,  but  not  in  contacts  The  two 
copper  plates,  which  should  be  well  cleaned,  are  connected  to- 
gether and  form  the  negative  electrode.  The  porous  cell  should 
be  soft  and  perfectly  clean,  to  insure  which  it  is  well  to  soak  it 
in  pure  water  for  some  time  before  using.  The  zinc  plate,  after 
having  been  carefully  weighed,  is  placed  in  the  porous  cell  and 
the  galvanometer  to  be  calibrated  is  connected  to  the  battery. 
As  the  electro  motive  force  of  the  cell  gradually  rises  a  little 
and  then  falls  off,  it  is  best  to  have  a  small  sliding  wire  resist- 
ance in  circuit  in  order  to  keep  the  deflection  constant  The 
exact  time  of  closing  the  circuit  should  be  noted,  as  also  the 
time  of  opening ;  one  to  two  hours  will  usually  suffice  to  reduce 
an  accurately  weighable  quantity  of  zinc.  The  deflection,  rf, 
having  been  kept  uniform  by  means  of  the  wire  resistance,  at 
the  end  of  the  time,  t,  the  zinc  plate  is  removed,  quickly  and 
carefully  washed,  dried  and  weighed.  The  loss  in  weight,  W, 
in  grammes  having  been  computed,  the  strength  of  the  current 
is  equal  to  W 

where  a  is  the  electro  chemical  equivalent  of  zinc  and  is  equal 
to  0*340725  milligrammes  per  ampere.  For  the  galvanometer 
constant  c^ 
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V. — BY  ITS  HEATING  EFFECT. 

The  number  of  gramme  degree  centigrade  units  of  heat  de- 
veloped bj  a  current  is  proportional  to  the  square  of  the  strength 
of  the  current,  to  the  time  which  it  lasts,  and  to  the  resistance  of 
the  conductor.  The  number  of  heat  units  developed  by  a  cur- 
rent in  any  portion  of  a  conductor  is  proportional  to  the  resist- 
ance of  that  portion.  When  the  current  strength,  resistance  and 
time  are  known  the  quantity  of  heat  may  be  calculated  from 
the  formula 

H  =  0»  R  /  X  0-2406  heat  units (1). 

The  heat  generated  by  a  current  can  be  measured  directly  by 
means  of  a  calorimeter.     One  form  of  this  instrument,  shown  in 


Fig.  638. 


fig.  688,  consists  of  a  glass  vessel  containing  alcohol,  in  which  a 
thin  wire  of  known  resistance  is  submerged,  its  ends  being  con- 
nected to  heavy  conducting  wires.  A  delicate  thermometer  also 
dips  into  the  alcohol.  When  a  current  is  sent  through  the  calori- 
meter wire  for  t  seconds  it  becomes  heated,  imparts  heat  to  the 
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alcohol  and  raises  the  temperature  of  the  latter  from  T**  to  T^® 
centigrada  If  W  represents  the  weight  in  grammes  of  the  al- 
cohol, and  s  its  specific  heat,  the  quantity  of  heat  developed  in 
the  calorimeter  will  be 

H  =  :?^^2<i][iZlI)  heat  units.. ..(3). 
Combining  formulas  1  and  2,  by  obvious  tranaformatioiis : 


^=    Ir-^X  0-2406.  «°P^~ P>- 

That  is  to  say,  having  measured  the  heat  imparted  to  the 
calorimeter  by  a  current  of  unknown  strength,  C,  and  knowing 
the  resistance,  B,  of  the  thin  wire,  the  value  of  G  in  amperes 
may  be  calculated  by  formula  8. 

It  is  obvious  that  the  containing  vessel,  which  is  originally  at 
the  temperature  of  the  alcohol,  shares  its  increase  of  temperature, 
and  in  accurate  experiment  this  must  be  allowed  for.  If  the 
weight  of  the  vessel  be  to  and  its  specific  heat  8^,W8^  is  equal 
to  the  weight  of  water,  which  would  absorb  the  same  quantity 
of  heat  as  the  vessel.  This  is  said  to  be  the  water  equivalent  of 
the  vessel,  and  its  value  should  be  added  to  W  in  formula  Sw 
The  expression  accordingly  becomes 


|(Wg  -t-w  g,)  (Tt— T) 
^  =■         K  1  X  0-2406.  ampdr«»..(4). 

In  accurate  experiments  it  is  necessary  also  to  allow  for  the 
heat  absorbed  by  the  calorimeter  wire,  and  by  the  glass  and 
mercury  of  the  thermometer,  by  introducing  into  the  equation 
their  values  reduced  on  the  same  principle. 

In  order  to  allow  for  the  loss  of  heat  due  to  radiation,  a  pre- 
liminary experiment  is  made,  the  only  object  of  which  is  to 
ascertain  approximately  the  increase  of  temperature  of  the  alco- 
hol. If  this  increase  be  10°,  for  example,  the  temperature  of 
the  calorimeter  is  reduced  by  half  this  number — ^that  is  to  say, 
5^  below  the  temperature  of  the  atmosphere— and  the  test  is 
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then  carried  out  in  the  ordinary  manner.  By  this  method  of 
compensation  the  water  receives  as  much  heat  from  the  atmos- 
phere during  the  first  part  of  the  test  as  it  loses  by  radiation 
during  the  second  part 

For  measuring  very  heavy  currents  and  calibrating  high  range 
galvanometers,  a  modified  form  of  calorimeter  may  be  employed. 
For  this  purpose  the  containing  vessel  is  made  of  thin  sheet 
zinc,  cylindrical  in  form,  and  with  a  capacity  of,  say,  50  to  100 
pounds  of  water,  according  to  the  strength  of  the  current  to  be 
measured.  The  vessel  is  filled  with  distilled  water,  which  has 
a  much  lower  conducting  power  than  impure  water,  and  a  Ger- 
man silver  wire  10  to  20  feet  long,  in  the  form  of  a  large  spiral, 
is  suspended  therein.  The  wire  is  of  such  a  diameter  as  to  have 
a  resistance  of,  say,  half  an  ohm,  but  the  best  resistance  to 
employ  is  determined  by  the  size  of  the  calorimeter  and  the 
strength  of  the  current  The  resistance  of  the  wire  should  be 
the  same  in  the  water  as  out,  but  it  ought  to  be  measured  both 
in  and  out,  in  order  to  be  sure  that  there  is  no  conduction  of 
current  through  the  water.  The  specific  heat  of  water  is  unity 
at  0°  cent,  and  s  is  therefore  generally  omitted  from  formula  4 
when  the  water  calorimeter  is  employed.  When  great  accuracy 
is  sought,  its  specific  heat  at  the  average  temperature  to  which 
the  water  is  raised  may  be  taken,  and  the  resistance,  R, 
of  the  wire  should  also  be  measured  at  this  temperature.  The 
water  must  be  frequently  stirred,  in  order  that  its  temperature 
may  be  uniform  throughout  The  same  corrections  are  applied 
as  in  the  case  of  the  alcohol  calorimeter,  and  the  following  values 
may  be  taken: 

Specific  heat  of  ayerage  German  silver. =  '0927 

Specific  heat  of  zinc =  *0944 

The  galvanometer  to  be  calibrated,  having  been  kept  in 
circuit  during  the  test,  and  its  deflection  observed,  its  constant 
is  calculated  in  the  usual  manner: 
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VI. — FROM  DIMENSIONS  OF  TANGENT  GALYANOMETEB. 

If  the  radius  of  the  ring  of  a  tangent  galvanometer  is  repre- 
sented by  r,  and  a  current  of  unknown  strength,  C,  produces  a 
deflection  of  d  degrees,  the  value  of  C  may  be  calculated  directly 
from  the  equation, 

C  =  H  X  to«.  <i  X  1*69151  r  amperes, 

where  H  is  the  value  in  absolute  units  of  the  earth's  magnetic 
force. 

If  the  ring  is  composed  of  n  turns  of  wire,  the  expression 
becomes, 

C  =  KXtan.dX  —-—*^  amperes, 
n 

r  in  this  case  being  the  mean  radiua 

The  value  of  H  at  various  places  can  be  ascertained  by  refer- 
ence to  a  magnetic  chart  It  is  best,  however,  to  determine  its 
value  at  the  time  the  test  is  made,  for  the  spot  on  which  the 
galvanometer  stands,  as  it  is  influenced  by  local  causea 

SnOLAB  METHOD  WITH  ANY  GALYANOMETEB. 

The  current  to  be  measured  is  passed  through  a  long,  straight 
copper  wire,  stretched  vertically.  A  small  compass  needle  is 
arranged  at  a  distance  equal  to  a  centimetres  from  the  vertical 
wire;  the  axis  of  the  wire  and  the  centre  of  the  needle  are  in 
the  same  magnetic  meridian.  Under  the  influence  of  the  cur- 
rent of  strength,  C,  the  needle  deviates  to  the  angle  d  degrees. 
If  a  has  only  a  length  of  a  few  centimetres,  and  the  wire  is  more 
than  a  metre  long  above  and  below  the  horizontal  plane  whiefai 
contains  the  magnetized  needle,  the  vertical  wire  may  be  con- 
sidered as  infinitely  long,  and 

C=^HXto«.  dx8«. 
where  H  is  the  horizontal  intensity  of  the  terrestrial  magnetism. 
By  making  the  coefficient  of  iaru  d  equal  to  unity,  by  placing 
the  needle  at  a^  centimetres  from  the  wire, 

C  =  ian.d. 
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The  galvanometer  to  be  calibrated  would,  of  course,  -have  to  be 
placed  in  some  portion  of  the  circuit  of  which  the  vertical  wire 
formed  a  part 

MEASUREMENT   OF  ELECTRO   MOTIVE  FORCE  BY   CONDENSER 

METHOD. 

When  a  voltaic  cell  is  closed  through  a  resistance,  its  electro 
motive  force  is  not  the  same  at  its  terminals  as  it  is  when  open. 
This  change  is  due  to  two  causes:  the  polarization  of  the  elec- 
trodes, and  the  change  in  the  ratio  of  the  resistance  of  the  cell 
to  the  external  resistance.  The  internal  resistance  of  the  cell 
is  itself  also  subject  to  changa     By  comparing  the  throw  of  the 
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needle  of  a  mirror  galvanometer  when  a  condenser  charged  bj 
a  known  electro  motive  force  is  discharged  through  it,  with  the 
throw  produced  by  the  same  condenser  when  charged  by  an 
unknown  electro  motive  force,  the  value  of  the  latter  may  be 
calculated.  This  method,  of  which  fig.  689  is  a  diagram  of  con- 
nections, avoidfl  the  difficulties  referred  to,  as  the  resistance  of 
a  condenser  is  practically  infinite.  Eef erring  to  the  diagram,  K 
is  a  discharge  key,  0  a  condenser.  Or  a  mirror  galvanometer,  and 
E  a  battery  of  known  electro  motive  force.     To  make  the  test. 
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close  K  for,  say,  10  seconds,  then  discharge  the  condenser  and 
note  the  deflection  d  of  the  galvanometer.  Now  remove  E,  and 
in  its  place  connect  the  two  points  whose  difference  of  potential 
El  is  to  be  ascertained.  Charge  for  10  seconds  and  discharge  as 
before,  calling  the  last  deflection  d^.     Then 

If  d  and  c? ^  differ  very  materially  the  following  correction  for 
resistance  of  air  should  be  applied  to  both,  viz.:  after  observing 
the  throw,  note  the  point  which  the  spot  of  light  reaches  in  its 
next  return.  The  correction  to  be  added  to  the  first  deflection 
is  J  of  the  difference  between  the  two  readings.  Obviously  the 
two  points  referred  to  may  be  the  ends  of  a  lamp  or  other 
resistance,  the  poles  of  a  battery  or  the  terminals  of  a  dynamo 
electric  machine.  As  most  accurate  results  are  obtained  by- 
comparing  electro  motive  forces  which  do  not  diflEer  widely, 
when  it  is  required  to  measure  high  electro  motive  forces  it  is 
best  to  employ  a  number  of  cells  for  comparison,  A  few  of 
these  can  be  compared  with  a  standard  cell,  and  they  in  turn  with 
others,  until  the  total  electro  motive  force  of  the  cells  used  is 
ascertained. 

Calibration  of  Electro  Dynamometers, 

Electro  dynamometers  may  be  calibrated  for  current  and  elec- 
tro motive  force  by  any  ot  the  preceding  methoda  In  all  of  the 
foregoing  tests  the  dynamometer  would  be  simply  substituted 
for  the  galvanometer,  and  the  torsion  (d°)  required  to  bring  its 
pointer  to  zero  observed.  The  constant  is  then  determined  in 
the  usual  manner 

ELECTRIC  LIGHT  MEASUREMENT. 

When  a  dynamo  electric  machine  is  driven  by  a  steam  engine 
oi  other  motive  power,  and  thereby  generates  a  current  which 
is  made  to  supply  a  circuit  of  arc  or  incandescent  lamps,  the 
energy  applied  to  the  armature  pulley  appears  as  heat  in  the 
machine,  conducting  wires  and  lamps.     A  portion  of  the  energy 
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absorbed  by  the  dynamo  is  expended  in  overooming  the  friction 
of  the  armature  and  in  generating  wasteful  Foucault  currents  in 
the  armature  core  and  pole  pieces  of  the  field  magnets;  the 
remainder  of  the  total  energy  absorbed  by  the  dynamo  is  con- 
verted into  electrical  energy,  which  is  expended  in  overcoming 
the  electrical  resistance  of  the  circuit,  and  this  part  is  distributed 
in  direct  proportion  to  their  respective  resistances,  between  the 
dynamo,  conducting  wires  and  lampa  The  amount  of  energy 
dissipated  in  any  part  of  the  circuit  may  be  computed  by  the 
following  formulas : 

If  the  energy  actually  applied  to  the  pulley  of  a  dynamo  elec- 
tric machine,  as  measured  by  a  dynamometer,  is  P  horse  power, 
and  it  requires  p  horse  power  to  drive  the  armature  at  the  same 
speed  on  open  circuit,  in  order  to  overcome  friction  of  bear- 
ings and  resistance  of  air,  the  energy,  W,  expended  in  turn- 
ing the  armature  in  the  magnetic  field  (assuming  the  friction 
to  be  the  same  in  both  cases)  will  be 

W  ^  P  — p  horse  power (1). 

The  total  electrical  energy  developed  per  second,  by  a  dynamo 
electric  machine,  is  equal  to  the  product  of  the  difference  of 
potential  or  electro  motive  force,  E,  at  its  binding  posts  into  the 
strength  of  the  current,  C,  in  its  armature,  plus  the  product  of 
the  square  of  the  current  into  the  resistance,  r,  of  the  dynamo. 
Expressed  algebraically, 

Total  electrical  energy  =   ^  ^  ^J^^  ^    H.  P (2). 

It  is  also  equal,  therefore,  to  the  square  of  the  strength  of  the 
current  into  the  total  resistance,  R,  of  the  circuit: 

Total  elBctrical  energy  =  ^5  H.  P (3). 

The  internal  resistance  of  a  direct  circuit  machine  is  the  sum 
of  the  resistances  of  its  armature  and  field  magnets,  and  the 
current  strength  is  the  same  in  the  armature,  field  and  external 
circuit 
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The  internal  resistance  of  a  derived  circait  dynamo  consists  of 
the  resistance  of  its  armature  alone,  as  the  field  magnets  are  in 
parallel  circuit  with  the  external  resistance  The  current  in  the 
armature  of  a  derived  circuit  machine  is,  therefore,  equal  to  the 
sum  of  the  currents  in  the  field  and  external  circuits. 

Thus,  with  a  direct  circuit  dynamo,  if  r  represents  the  exter- 
nal resistance  and  r^  the  internal. 

Total  electrical  eoergy  = —I  +  ^^  H.  P (4). 

C  r 

The  first  term,  -yjg  H.  P.,  is  the  energy  expended  in  the  external 
circuit,  and  the  second,  -^^  H.  P.,  is  the  energy  appearing  in 
the  dynamo. 

Similarly  with  a  derived  circuit  dynamo,  if  r,r^  and  r,  rep- 
resent the  resistances  of  the  external  circuit,  armature  and  field 
respectively,  and  C^,  C  and  C,  the  corresponding  currents 
(remembering  that  C  »=«  C^  +  Cg), 

Total  electrical  energy  =  -g^+^+  ^^^^46'^'"^   H.P..,.W 


_C,  E       C,B        (C,  +C,?r, 

-    746   +   U6"+  746  ^' ^' W- 


0    E 

In  this  case  -^  H.  P.  is  the  energy  appearing  in  the  external 

ff 
circuit,  ^  H.  P.,  and    ^^^"^^^^^    H.    P.  being  the  eneigy 

absorbed  by  the  dynamo  in  the  field  and  armature  respectively. 
The  efficiency  of  a  generator  is  the  ratio  of  the  total  electrical 
energy  developed  (2)  to  the  amount  of  energy  expended  in.  driv- 
ing the  dynamo.  The  duty  or  electrical  efficiency  of  a  generator  is 
the  ratio  of  the  total  electrical  energy  developed  to  the  energy 
expended  in  turning  the  armature  in  the  magnetic  field  (1).  The 
conmiercial  efficiency  of  a  generator  is  the  ratio  of  the  electrical 
energy  which  appears  in  the  external  circuit  (6)  to  the  total 
energy  required  to  drive  the  machine.     Thus,  if  the  enei^gy 
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required  to  turn  the  armature  in  the  magnetic  field  is  W  horse 
power,  and  the  total  energy  applied  to  the  armature  pulley  is  P 
horse  power, 

Efficiency  =  ^^^  ^^^^^  ^^^  =  -^ 0\ 

Electrical  efficiency  =  Total  elec^cal  energy  ^  _g^ ^3^^ 

^             .  ,    -a  .              Electrical  energy  in  external  circuit       d  E  ,«v 

Oommercial  efficiency  = ^^   =    '    ^  . . . .(»). 

The  enei^  expended  in  the  external  circuit  is  not  wholly 
utilized  in  the  lamps,  as  part  of  it  is  wasted  in  overcoming  the 
resistance  of  the  conductors.  The  amoimt  so  wasted  is  propor- 
tional to  the  resistance  of  the  conductors,  so  that  if  the  latter, 
for  example,  is  10  per  cent  of  the  total  resistance  of  the  external 
circuit,  the  amount  of  energy  wasted  as  heat  in  the  conductors 
will  be  10  per  cent,  of  the  total  energy  expended  in  the  external 
circuit 

Let  n  represent  the  number  of  lamps  in  a  circuit  and  r  the 
resistance  of  each  lamp,  B  being  the  resistance  of  the  conducting 
wires;  then,  when  the  lamps  are  in  series,  as  in  the  arc  system, 
the  portion  of  the  total  energy,  p,  expended  in  the  external  cir- 
cuit, which  appears  in  the  lamps,  will  be 


.(lOX 


^  R  +  nr 

and  the  portion  lost  in  heating  the  conductors  will  be 

"ET^ ^'^ 

When  the  lamps  are  in  multiple  circuit,  as  in  the  ordinary  in- 
candescent system,  the  portion  of  the  total  energy,  p,  in  the  ex- 
ternal circuit,  which  is  utilized  in  the  lamps,  is 

r 
n 


~    =   P    nR-4-r <">• 

R+-1  nR  +  r 


n 
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and  the  portion  wasted  in  the  conductors  is 

'— V=*-^ as). 

r 

;^  being  the  joint  resistance  of  the  lamps. 


The  enei^y  expended  in  a  single  lamp  is  equal  to 

c«watt8=T^  H.  P (14). 

where  c  is  the  current  flowing  through  the  lamp,  and  e  is  the 
electro  motive  force  at  its  terminala 

If  the  lamp  is  placed  in  a  photometer  and  its  average  illumi- 
nating power  measured  and  found  to  be  i  candles,  then  the 
energy  expended  per  candle  will  be 

--^^-wattB. (16), 

and  the  number  of  such  lamps  per  electrical  horse  power  will 
be 

1  746 


Horse  power  per  lamp         e  e 


.(16). 


DIRECT  CALCULATION  OF  ELECTRICAL  ENERGY. 

From  Calorimeter  Test — When  the  strength  of  a  current  has 
been  measured  by  the  calorimeter  method  (page  847),  the 
amount  of  energy,  p,  appearing  in  the  calorimeter  may  be  cal- 
culated by  the  following  formula,  viz. : 

^^   wjrm  ,,n^ ^„j^ 

where  W  is  the  weight  of  water  in  pounds,  T  its  rise  in  tempera- 
ture in  degrees  Fahrenheit,  and  t  the  time  in  seconds  during 
which  the  current  flowed.  The  total  amount  of  energy  appear- 
ing in  the  circuit  will  be  equal  to 

p=  J,  Aft  lbs.    =  J?llL!!?Lftibfl....(i8), 
r  rt 

where  r  represents  the  resistance  of  the  calorimeter  wire,  and  R 
is  the  total  resistance  of  the  circuit  (including  calorimeter). 


DIREOT  OALOtJLATION  OF  ELEOTBICAL  ENEBGT. 


857 


Thsts  of  Working  Circuits. — In  arc  light  circuits,  where  the 
lamps  are  in  series,  the  current  strength  is  kept  constant  and 
the  electro  motive  force  is  increased  or  diminished  as  lamps  are 
cut  in  or  out  of  circuit  In  order  to  detect  any  change  in  the 
strength  of  the  current^  it  is  sufficient  to  keep  an  ammeter  in  the 
circuit  When  there  is  any  deviation  from  the  proper  deflec- 
tion, caused  by  a  change  in  the  number  of  lamps,  the  electro 
motive  force  should  be  altered  until  the  required  deflection  is 
restored. 

Fig.  540  shows  a  direct  circuit  dynamo  supplying  a  number 
of  arc  lamps,  L  L,  in  series ;  the  strength  of  the  current  flowing 
through  the  circuit  is  measured  by  the  ammeter  G. 

In  incandescent  light  circuits,  where  the  lamps  are  burned  in 
parallel  circuit,  it  is  the  electro  motive  force  which  is  kept  con- 
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stant,  the  current  strength  varying  with  the  number  of  lamps. 
To  measure  the  electro  motive  force,  it  is  only  necessary  to  con- 
nect a  voltmeter  to  the  binding  screws  of  the  dynamo.  When 
the  deflection  of  the  voltmeter  varies  from  the  normal,  the 
dynamo  should  be  adjusted  until  the  standard  deflection  is  ob- 
tained 

Fig.  641  shows  a  derived  circuit  dynamo  supplying  a  number 
of  incandescent  lamps,  L  L,  in  parallel  circuit  The  electro 
motive  force  at  the  terminals  of  the  dynamo  is  measured  by 
the  voltmeter  G. 

Many  electric  light  systems  have  automatic  devices  for  reg- 
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ulatiDg  the  electro  motive  force  and  current  strength ;  bat  it  is 
always  desirable  to  continuously  measure  both,  as  just  described, 
whatever  regulating  devices  may  be  employed. 

Lamp  Measurements. — ^The  resistance  of  a  lamp  while  burning, 
commonly  called  its  hot  resistance,  may  be  calculated  from  the 
formula, 

r=^ (19), 

where  the  letters  have  the  same  signification  as  in  formula  14. 
In  the  case  of  an  arc  lamp,  the  application  of  formula  19  in- 
cludes the  value  of  the  counter  electro  motive  force  of  the  arc 
in  terms  of  resistance. 


HH'^'^HH 
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To  Measure  the  Efficiency  of  an  Arc  or  Ineandeacertt  Lamp. — ^The 
lamp  being  placed  in  a  photometer  (fig.  642),  where  its  illumi- 
nating power  can  be  measured,  it  is  connected  through  the  cur- 
rent galvanometer,  6,  to  the  battery  or  current  generator,  E,  and 
the  circuit  is  then  completed  through  the  three  point  switch  S^. 
The  electro  motive  force  at  the  terminals  of  the  lamp  is  meas- 
ured by  the  potential  galvanometer,  P,  which  may  be  thrown  in 
and  out  of  circuit  by  means  of  the  switch  or  key,  K. 

The  hot  resistance,  r,  of  the  lamp  is  measured  by  the  method  ' 
of  substitution,  for  which  purpose  the  adjustable  wire  resistance, 
or  rheostat,  B,  is  employed.     As  this  rheostat  may  become 
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heated  during  the  test,  a  second  three  point  switch,  S,,  is  pro- 
vided, by  means  of  which  R  may  be  connected  to  a  Wheatstone 
bridge  and  its  resistance  accurately  determined. 

The  connections  having  been  arranged  as  above,  switch  Sj  is 
turned  to  the  right  and  E  adjusted,  until  the  desired  candle 
power,  ij  is  obtained.  The  strength  of  the  current,  C,  as  indi- 
cated by  the  galvanometer,  G,  is  now  observed,  and  key,  K, 
closed  long  enough  to  note  the  electro  motive  force,  c,  at  the 
terminals  of  the  lamp,  as  measured  by  the  voltmeter,  P. 

The  rheostat  is  now  substituted  for  the  lamp  by  turning  S^  to 


the  left,  S,  being  already  on  the  right  contact,  and  adjusted  until 
the  current  strength  is  exactly  equal  to  C  as  before.  The  re- 
sistance of  B  is  now  accurately  measured  by  the  Wheatstone 
bridge,  to  which  it  may  be  connected  by  turning  switch  S,  to 
the  left ;  the  value  thus  obtained  is  equal  to  the  hot  resistance 
of  the  lamp — that  is,  r  —  R  The  efficiency  of  the  lamp  may 
now  be  calculated  by  means  of  the  preceding  formulas,  thus : 

Energy  expended  in  lamp  (14)  —  0  0  watts. 

C  6 
Energy  per  candle (16)  «-  — r-  watts. 

Lamps  per  H.  P (16)  —  ^— 
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And  as  C  e  and  r  have  been  independeiitlj  measured,  the 
following  checks  may  be  applied,  viz. : 


jr  should  be  equal  to  r 


«0 


C«r. 


TO  MEASURE  THE  HOT  BESISTANCE  OF  A  LUfF. 

Method  of  Eqtml  PotmtidU. — An  adjustable  resistance,  B  (fig; 
548),  is  connected  in  circuit  with  the  lamp,  L,  whose  resist* 
ance,  r,  is  to  be  measured.     One  end  of  each  of  the  two  coils  ol 


a  differential  galyanometer,  G,  is  connected  to  the  junction  of 
L  and  B.  The  remaining  ends  of  the  two  coils  of  the  galvar 
nometer  are  connected,  one  to  the  opposite  terminal  of  the  lamp 
and  the  other  to  the  opposite  side  of  the  resistance.  The  resist- 
ance, B,  is  now  adjusted  until  the  needle  of  the  galyanometer 
remains  at  zero^  and  when  this  is  accomplished 

r  —  R. 
For  measuring  arc  lamps,  B  need  not  have  more  than  three 
or  four  ohms  resistance.    It  should  be  made  of  very  thick  wire 
and  be  capable  of  adjustment  to  a  small  fraction  of  an  ohm. 


TO  MEASUBB  THB  HOT  BESISTANOB  07  A  LAMP. 


861 


The  Weston  ribbon  rheostat  (page  828)  is  suitable  for  this 
porposa 

To  measure  an  incandescent  lamp  by  the  above  method,  B 
should  have  a  resistance  greater  than  that  of  the  lamp,  and  the 
wire  should  be  of  such  a  diameter  as  to  be  capable  of  carrying 
the  current  required  by  the  lamp  without  appreciable  heating. 

It  is  evident  that  two  ordinary  galvanometers  could  be  sub^ 
stituted  for  the  differential  galvanometer  in  the  above  test,  and 
if  this  was  done,  B  would  have  to  be  adjusted  until  the  current 
strength  was  the  same  in  both  galvanometers. 

The  potential  method  and  method  of   substitution,  as  de- 
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scribed  above,  offer,  perhaps,  the  most  satisfactory  means  of 
measuring  with  a  rheostat  the  hot  resistance  of  an  arc  lamp, 
which,  of  course,  includes  the  resistance  equivalent  of  the 
counter  electro  motive  force  of  its  ara 

The  following  methods  are  applicable  to  the  measurement  of 
the  resistance  of  an  incandescent  lamp  while  burning,  but  are  not 
suitable  to  arc  lamps,  owing  to  their  unsteadiness  and  the  diffi- 
culties arising  from  shunting  the  strong  currents  which  they 
usually  require: 

Differential  Method. — The  current  galvanometer,  G^,  fig.  644, 
is  in  circuit  with  the  lamp,  L,  whose  resistance,  r,  is  required. 
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Connected  in  derived  circuit  around  G^  and  L  is  a  second  gal- 
vanometer, G3,  and  variable  resistance,  R  This  latter  is  ad- 
justed until  the  current  strength  as  indicated  byG^  and  G,  are 
equal,  when 


r  —  B  ohma. 


The  two  coils  of  a  differential  galvanometer  may  be  substituted 
for  Gj  and  G,,  in  which  case  B  should  be  adjusted  until  the 
needle  of  the  galvanometer  stands  at  zero. 


F[g.  545. 

Bridge  MethocL^The  lamp,  L,  fig.  545,  whose  resistance,  r,  is 
to  be  measured,  is  in  circuit  with  an  adjustable  resistance,  R  In 
derived  circuit  around  L  and  B  are  the  two  resistances  a  and  & 
One  terminal  of  a  galvanometer,  G,  is  connected  to  the  junction 
of  L  and  B,  and  the  other  terminal  is  connected  to  the  junction 
of  a  and  b.  B  is  now  adjusted  until  the  needle  of  the  galva- 
nometer remains  at  zero,  when 


and  it  a^b 


r  —  R  —  ohma, 
r  —  R  ohoig. 


Any  sensitive  galvanometer  can  be  employed  for  this  test,  and 
to  protect  it  from  strong  currents  it  may  be  shunted  until  a  rough 
balance  is  obtained. 
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Shunts. — When  strong  currents  are  to  be  measured  the  em- 
ployment of  shunts  is  to  be  avoided  if  possible,  as  the  unequal 
heating  of  the  shunt  wire  and  galvanometer  coil  may  prove  a 
source  of  error.  It  sometimes  happens,  however,  that  the  range 
of  the  galvanometer  at  hand  is  not  sufficiently  great  to  meet 
the  demands,  and  it  becomes  necessary  to  resort  to  a  shunt. 

If  a  current  galvanometer  having  O  ohms  resistance  is  shunted 
by  a  wire  of  s  ohms  resistance,  and  the  strength  of  the  current 
which  passes  through  the  galvanometer  is  c  amperes,  the  total 
strength,  C,  of  the  current  will  be 

C  —  c amperes, 

and  if  the  constant  of  the  galvanometer  was  k,  the  constant,  k^, 
of  the  shunted  galvanometer  will  be 

The  multiplying  power  of  any  shunt  is  equal  to 

?-■ 

To  prepare  a  shunt  having  a  definite  multiplying  power  n, 
its  resistance  must  be 

8-:    " 


n  — 1. 

The  resistance  of  a  shunted  galvanometer  is 


G  +  « 


ohms. 


To  increase  the  range  of  measurement  of  a  voltmeter  an  extra 
resistance  may  be  added  to  it;  that  is  to  say,  connected  in  the 
circuit  with  it.  If  the  resistance  added  is  equal  to  the  resistance 
of  the  voltmeter,  the  constant  of  the  latter  will  be  doubled.  If 
the  constant  of  the  voltmeter  is  equal  to  A,  the  addition  of  r^ 
ohms  will  increase  the  constant  to 

where  r  is  the  resistance  of  the  voltmeter  and  k^  its  new  con- 
stant 
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ABDAMX'8  arc  lamp.  414. 
Alteneck^a  arc  lamp,  868 ;  differential 
regulator,  888;    dynamo    electric  mar 
clmiea,  fi07, 678. 

Andrews*  arc  lamp,  419. 

Archereau's  arc  lamp,  84S. 

Alternating  current  machine,  Alteneck%  578; 
Lontin'a,  681 ;  Oramme's,  688. 

Aiago  radial  disk  machine,  606. 

ApparatoB  for  meaanring  pow^al  correnta, 
785. 

Ammeter,  Depres,  794. 

Ayrron  and  Perrr's  commutator,  798 ;  apnng, 
800 ;  wheel  and  pinion,  801. 

Ayrton  and  Perry^a  commutator  ammeter, 
796  ;  commutator  voltmeter,  798 ;  sprlnK 
ammeter  and  voltmeter,  800 ;  wheel  and 
pinion,  801 ;  ohmmeter.  808 ;  electric 
power  meter,  805 ;  cylinder  spring  elec- 
trometer, 889. 

Armatore,  Siemens,  91,  541,  645  :  cylindrical. 
645 ;  Brash,  99.  47, 588  ;  Wallace-Farmer, 
60  ;  Gramme,  46,  86,  650,  683  :  De  M6ri- 
tena\  99,  678  ;  Bdison^s,  181,  148 :  radial 
146  ;  Plxirs,  681;  Saxton^s,  589;  Clarke^s, 
586 ;  Wheatstone's.  688 ;  Stohrer^s,  589 ; 
HJorth's,  548 ;  Holmes*.  541 ;  Pacinotti*8, 
648;  ring,  548.  566:  Wood*8,  664;  Al- 
teneck*s,  567,  677 ;  drum,  567 ;  segmen- 
tal ring,  578;  coiled  wire,  677,  579; 
Lontin*a.  580;  Kiaudet^a,  680;  polar, 
586;  Arago  radial  disk,  696;  JUrgen- 
8en*s  ring,  606  ;  Buigin*B  ring,  601 ;  Ca- 
bella,  658 ;  De  Romilly*8,  679. 

Accamnlatoc.  electric.  751. 

BAiJ.*B  unipolar  machine,  509. 
Baro*a  arc  lamp,  418. 

Barlow*B  electro  dynamic  motor,  689. 

BerJot*8arc  lamp,  417. 

Bernstein's  Incandescent  lamp,  273 ;  genera- 
tor, 274 ;  meter,  976. 

Bouteilloux*s  arc  lamp,  418. 

Bourbouae^a  electro  dynamic  motor,  700. 

Bmah*s  arc  lamp,  16,  51,  400 ;  oarbona,  81 ; 
machine,  47,  568 ;  automatic  regulator, 
406. 

Brockie*s  arc  lamp,  444. 

Burgln*B  arc  lanm,  851 :  ring  armature  ma- 
chine, 601 ;  electro  dynamic  motor,  7t)5. 

CAUBBATidK  of  appamtus,  852. 
Cabella  armature,  658 
Carbons,  comparison  of  different,  41. 
Carr6*s  carbons,  86 ;  arc  lamp,  861. 
Cardew*B  galvanometer,  812. 
Cebrian*sarc  lamp,  416. 
Chertemp*B  and  Dandeu*8  machine,  656. 
Cierc*s  arc  lamp,  878. 
Colbum's  arc  lamp,  875 ;  machine,  660. 
Coet  of  electric  lighting,  129. 


Crompton*s  arc  lamp,  418. 

Continuous  current  machine.  Lontin*s.  680i 

586 ;  Bcush,  588. 
Commutators.  Gnunme.  556 ;  Bmsh,  46. 
Chemical  work  by  currents.  781. 

DAViBNPOBT*s  electro  dynamic  motor,  694. 
Dal  Negroes  electro  dynamie  motor, 
689. 

Dayv*s  experiments,  8. 

De  M^ritens*  dynamo  electric  machine,  99 ; 
candle,  616. 

De  Mer8anne>  arc  lamp,  848. 

De  RomUly*8  dynamo  electric  machine,  679. 

De  Paydt*B  arc  lamp,  896. 

Delafieid*B  dynamo  electric  machine.  691. 

Domfield*s  arc  lamp,  876. 

Douglas*  experiments,  66. 

Duboscq*8  lamp.  7. 

Drum  armature  dynamo  electric  machines.  607 

Deprez*s  electro  dynamic  motor,  707 ;  amne- 
ter,  794  ;  power  hammer,  708.  ■ 

Derived  units,  765 ;  mechanical,  765  ;  electro 
magnetic,  768. 

Dynamometer,  electro,  816 ;  Siemens*,  817. 

Dynamo  electric  generators,  518 ;  Alteneck*s, 
567,  678:  Arago,  596;  Brush's  98,  47, 
668;  Ball*s,  6^;  Bunrin*a,  601 ;  Cherl 
temps*.  665 ;  Clarke's,  684;  Colbum's,  660; 
Dandeu's,  665;  De  M6ritens*,  578;  De 
Romllly*s,  679;  Delafield*B.  621;  Kdi- 
Bon*s,  131, 145;  Faraday's,  699:  Ferranti*a. 
606;  Ferraris',  689;  Gramme*8.  94,  44, 
86,666.583;  Gulcher's,  606 ;  G€rard*8, 
612;  HJorth*s,  548;  Holcomb*8,  610 
Hohnes*,  545 ;  Hochhansen's,  681 ;  J&r- 
gensen*s,  606;  Jablochkoff^s,  609;  Lum- 
ley's,  654:  Ladd's,  92,  S55;  Lontin's, 
580,581;  MtUler*s,  631 :  Niaudet's,  586  ; 
Pixli*s.  6^1 ;  Paclnottrs,  548 ;  Saxton's! 
681 ;  Stohrer's,  586.  589  ;  Siemens',  21, 
540.  545,  615 ;  Schuckert's,  604 ;  Schwerd 
and  Schamweber*s,  688 ;  Thomson's,  617 : 
Wheat8tone*s,  588. 664 ;  Wilde's,  21, 550  ; 
Wood's,  669 ;  Wallace's,  49 ;  Weston's, 
666 ;  Zipemowski's,  699. 
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^LXOTRio  arc  lamp,  Abdank's,  414 ;  Alte- 
i  neck's,  369.  388 :  Andrews',  419 ;  Ar- 
chereau*a.  849;  Baro*s,  413:  Berjofs, 
417 ;  Bouteilloux*a,  418 :  Brush's,  16,  51, 
400 ;  Brockie'8,  444 :  Brush  street,  406 ; 
BurKin*s,  851 ;  Carr^*s,  416 ;  Clerc*8, 378 ; 
Colbum's,  3TO ;  Crompton's,  418 ;  Ce- 
brian's,  416;  De  M^tens*.  616;  Do 
Mersanne*s.  848 ;  De  Puydt*s.  896  :  Dom- 
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412 ;  Hedge*8,  616  ;  Hochhansen^s,  455 ; 
Hoaaton's,  108:  HuM>ey'8, 418 ;  Janper's, 
848  ;  Jablochkoff Vl^  91 ;  JaminX  448 ; 
JflrgeDsen'B,  413  ;  Klng^  188  :  Krixtk's, 
8S4;  LamoltX412;  Lampe-SoleU.  878  ; 
LaiDg'B,  418;  Lever,  414;  UehthoaBe, 
French,  418 ;  Lontin'Sv  886 ;  Maxim'e, 
77 ;  McCartvV  517 ;  Molera's,  416 ;  Mon- 
dos\  831 ;  Miiller'8,  867 ;  Piette's,  8S4 ; 
Pili>en*s,  834;  KapielTii,  118,  856:  Rey- 
nter'B,845;  R6gnardX  878 ;  Schnckert's, 
845;  Sedlaczek's,  8S8;  Serrin's,  869; 
Schmidt's,  871;  Soli^ac's,  817;  Sie- 
m«iu3\  dS6\  eoleU,  878;  Somzee^s,  386; 
standard  arc  lamp  for  French  light- 
houtieB,  418 :  ann,  878;  TchikoleiTB,  wl ; 
Thomaon*8,  103,  866;  Varley's,  445; 
Wallace's,  16,  118  ;  We«ton>,  471  ;  Wer- 
dennann's,  806:  Wilde%  446;  Wikulill, 
863 ;  Wood's,  404  ;  Wrieht's,  41& 

Electric  light  meaearement,  86& 

Edison's  incandescent  electric  light.  110, 180  ; 
generator.  131 ;  radial  bar  and  disk  ma- 
chine, 145 ;  conductors.  149  :  saf  e^  catch. 
150 ;  electric  meter.  156 ;  nxtares.  159  ; 
carbon  lamp.  161 ;  current  regulator.  184; 
durability  of  incandescent  lamp.  191 :  ad- 
vantages of  incandescent  electric  light, 
108  ;  electric  lighting  central  station  ays- 
tem.  195 ;  antomatic  regulator,  213  ;  cost 
of  Installation,  S22:  list  of  lights  in  use, 
aS7 ;  village  lighted.  228 ;  efflciencv  and 
coat,  280;  awards  by  international  con- 
32;    arc    lamp.  464;    rheostat. 


Electrical  transmission  of  power,  688. 

Electrical  resistance  of  dynamo  electric  ma- 
chines. 61. 

Electrical  measurement  763. 

Electrical  exposition  at  Paris,  report  on  in- 
candescent lamps,  282.  i 

Electro  dynamic  inanction,  519. 

Ellas'  electro  dynamfc  motor,  702. 

Electric  raUways  ;  Siemens',  717;  Berlin.  718;  ' 
lichterfelde,  719;  Paris.  721;  Portrush. 
726 ;  worked  by  accnmnlators.  728,  741 ; 
elevated.  780;  m  tunnels,*  730;  Edison's 
782;  Field's,  782;  for  transporting  de- 
spatches, 745. 

Electrical  work.  777. 

BlectridW,  ploughing  by,  748. 

Electrical  storage  of  power.  751. 

Electric  accnmnlators.  Grove,  751 ;  Siemens', 
752 ;  Plants.  752 ;  Fanre,  758 ;  Kabath, 
756 ;  cost  of,  759 ;  dorabUity  of.  762. 

Electro  dynamic  motors.  668 :  fiarlow's,  680: 
Bourbonse's.  700;  Burgin'B,  706;  Dal 
Negro's.  689:  Davenport's,  094;  De- 
prez's.  707;  Elias',  702;  Froment's,  605 ; 
Qramme's.  704 ;  Grisoom's,  708. 

Electro  motive  force,  standard  of,  778. 

Electro  magnetic  system  of  units.  ^6. 

Electro  stauc  system  of  units,  777..  •. 

Electro  dynamometer,  815. 

Electrometer,  Ayrton  and  Perry's  cylinder 
sprlxQir,  822. 

Bxpoimenting  with  eleetric  light  in  vacuo,  6. 

Extra  current,  528. 

Faraday's    dynamo    electric    machine, 
629 ;  discovery  of  electro  dynamic  in- 
duction, 619. 
Farmer's  lamp,  18 ;  machine,  26, 49 ;  experi- 
ments, 119. 


Ferrantl's  alternating  current  marhinft,  608. 
Ferraris'  unipolar  marhlne,  682. 
Foucanlt's  lamp,  10. 

Fullo'  Company  arc  lamp,  424 ;  marine  pro- 
jector, 442. 
Vote's  arc  lamp,  412. 
Froment's  electro  dynamic  motor,  603. 
Fundamental  units,  704. 

GAUDonr's  carbons,  87. 
Gaiffe's  arc  lan^.  846. 

Gerard's  arc  lamp,  888 ;  alternating  current 
machine,  612. 

Gironard's  arc  lamp,  417. 

Gramme's  dynamo  electric  machine.  24,  44. 
86,  556;  arc  lamp,  888;  electro  aynamic 
motor,  704 ;  ring  armature,  4M. 

Grisoom's  electro  dynamic  motor,  704. 

Golcher'B  arc  lamp,  421;  dynamo  electric 
machine,  606. 

Galvanometer,  tangent,  788;  Obach,  790; 
Thomson's  graded  current  809 ;  Thom- 
son's potenoial,  811 ;  Cardew's  for  meas- 
ing  laive  currents  and  very  low  reaist- 
vioe,  BU  ^  Siemens'  potential,  820. 

H AST's  lamp,  18. 
Harrison's  arc  lamp,  412. 
Hedge's  arc  lamp,  516. 
Hochhausen's  arc  lamp.  455:   incandescent 

lami>.  466 ;   automatic    substitute,  470 ; 

continuous  current  machine,  634. 
Houston's  arc  lamp,  103. 
Holcomb  alternating  current  machinf,  610. 
Hussey's  arc  lamp.  413. 
Hopklnson's  current  meter,  80G. 

IxiCANDSSCBKT  eloctrlc  lamps ;  Bernstein's, 
273  ;  Edison's,  180 ;  Lane-Fox's,  278 ; 
Mulier's,  452 ;  Maxim'a,  283 ;  Beyniflr^ 
110, 114  ;  Swan's.  2S2. 

JAOQUKUH's  carbons,  84. 
Jasper's  lamp.  343. 
JablochkoiTs  caiMile,  15,  01 ;  spherical  ma- 
chine, 602. 
Jamin's  candle,  448. 

Jdrgensen's  arc  lamp,  413:  ring  armature 
machine,  696. 
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ixo's  incandescent  lamp,  128. 
Krizik^s,  324. 


LADD's  machine.  23,  565. 
lAne-Fox's  Incandeseent  lamp,    278; 
current  regulator,  280 ;  report  on,  28L 
Lamolt's  arc  lamp,  412. 
Lampe-SdlsU,  878. 
Laing's  arc  lamp,  413L 
Lever's  arc  lamj^  414. 
Lighthouse  lamp,  418. 
Lontin's  arc  lamp,  886. 
Lumley*s  machine,  664. 

MAomno  electric  induction,  626. 
Magneto  electric  machines,  618. 
Maxim*B  machine,  77. 116 ;  lamps.  77, 288. 
Mccarty's  arc  lamp,  617. 
Magneto  teating  bells,  888. 
Molera's  arc  lamp,  416. 
Mondos'  lamp,  821. 
MdUer's  arc  lamp,  887 ;  incandeacent  lamp, 

462 :  multiple  circuit  machine,  681. 
Mechanical  equivalents  of  correnta,  782. 
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Measmement  of  cnrrent  streogth  and  electro 
motlTe  force,  884 ;  by  oonoexifled  method, 
851. 

OBAOH^B  galvanometer,  790. 
Ohm.  764,  776. 
Ohmmeter,  808. 
Open  frame  rheostat,  884. 

PHOTOiiSTRio  meaaarements,  56. 
Piette'8  lamp,  884. 
Pileen  lamp,  884. 

Pizii's  dynamo  electric  generator,  681. 
Plonffhing  by  electricity,  748. 
Practical  mechanical  anita,  760. 

RATSMTr^B  arc  lamp,  118,  866 
Keynier^s  Incandeacent  lamp,  106,  818 ; 
arc  lamp,  846. 
B^gnard'8  arc  lamp,  878. 
Baylelgh's  experimenta,  788. 
Bheoeuita,  884 ;  moltiple  open  frame,  Bdl- 
8on*s  field  and  Waeton^a  field,  886;  labo- 
ratory, 887 ;  ribbon,  888. 

SAXTOX*!  dynamo  electric  machine,  681. 
Saw/er's  incandeecent  lamp,  110,  114. 

Shuckert^s  arc  lamp,  846. 

86dlaczek*a  arc  lamn.  86S. 

8errin*B  arc  lamp,  889. 

Schwerd  and  Scnamweber^s  constant  cnrrent 
generator,  688. 

Schmidrs  arc  lamp,  871. 

Schnckert'B  conatant  cnrrent  machine,  604. 

Solignac's  lamp,  817. 

Siemens*  armatnre,  81,  646 ;  arc  lamps,  866 ; 
external  armature  machine,  616 ;  electro 
dynamometer,  617 ;  potential  galvanome- 
ter, 8aa 

Soldi  lamp,  878. 

Somaee*e  arc  lamp,  886. 

Standard  lamps  for  French  lighthoases,  418. 

Snn  lamp,  878. 

Subdivision  of  the  electric  coirent,  186. 


Swan*s  incandescent  lamp,  868. 
Storage  of  electric  eneigy,  751. 

rpcHiKOLKir's  arc  lamp,  891. 

X  Thomson's  arc  lamp.  108,  866 ;  spheri- 
cal machine,  017  ;  graded  current  galva- 
nometer, 800 ;    potential  ^galvanometer, 

Transmission  of  force,  714. 


V- 


HITS  of  measurement,  768. 


VABLXT^s  arc  lamp.  445. 
Voltmeter,  796, 800. 

WBSTON's  carbons,  889;  safety  devices, 
848:  bracket,  844;  arc  lamps,  471; 
regulating  magnet,  475;  cut  out,  487: 
f  ocosing  lamp.  600 ;  report  of  jurors  at 
Paris  exposition,  608;  system  used  on 
Brooklyn  bridge,  606 ;  indicator  for  cen- 
tral stations,  610;  automatic  regulator, 
61S;  dynamo  electric  machine,  666; 
eariy  experiments,  667;  electro  plating 
macnlne,  668;  awards  at  Paris  exhibition, 
600;  electro  motor,  660;  sectional  disk 
armature,  660;  spiral  commutator,  668: 
adjustable  brushes,  668;  shunt  wound 
generator,  664;  standard  machine,  667; 
field  rheostat,  885;  laboratory  rheostat. 
887 ;  ribbon  rheostat,  898 ;  field  explorer, 
881. 

Wallace-Farmer  machine,  49  ;  lamp,  16, 116. 

Werdermann^s  lamp,  806. 

Wilde's  machine,  81.  560 ;  candle.  446. 

Wlkuliirs  arc  lamp,  868. 

Wood's  arc  lamp,  484 ;  marine  projector,  448; 
automatic  current  regulator,  648L 

Work,  electrical,  777 ;  chemical,  by  currents, 
781. 

Wright's  arc  lamp,  418, 

^msKOWSKi's  machine,  688. 
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